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PREFACE 

During  the  past  fifty  years,  great  progress  has  been  made  in  the 
construction  and  operation  of  water  works.  Large  aqueducts  and 
reservoirs  have  been  built,  the  efficiency  of  pumpiijg  engines  has  been 
improved,  and  the  purification  of  water  has  been  greatly  advanced. 

A  number  of  good  treatises  on  water  supply  have  been  published 
during  recent  years,  but  as  they  all  endeavor  to  cover  the  whole  sub- 
ject, they  necessarily  fail  to  discuss  some  parts  in  sufficient  detail  to 
be  of  practical  value  to  the  water  works  engineer  and  superintendent. 

A  complete  treatise  on  water  supply,  including  the  collection  and 
storage  of  water,  its  conveyance  and  distribution,  pumping  engines, 
water  purification,  and  the  maintenance  and  operation  of  water  works, 
would  require  several  volumes.  Some  of  these  subjects  have  already 
been  fully  discussed  in  separate  treatises,  but  very  little  has  thus  far 
been  pubUshed  about  the  distribution  of  water,  the  detection  and  pre- 
vention of  waste  of  water  by  means  of  Pitot  tube  gaugings  and  water 
meters;  about  fire  protection,  high-pressure  water  systems,  tapping 
machines,  valve-inserting  machines,  water  stage  recorders,  and  the 
many  other  devices  and  appurtenances  with  which  the  water  works 
engineer  and  superintendent  should  be  familiar. 

The  author  has  endeavored  to  cover  these  subjects  in  the  present 
volume.  The  facts  given  were  obtained  by  practical  experience,  ob- 
servation, study  and  correspondence  during  a  service  of  over  thirty 
years  as  one  of  the  engineers  of  the  water  works  of  the  City  of  New 
York;  first,  on  the  construction  of  the  New  Croton  Aqueduct  and 
Reservoirs,  and  later  as  consulting  engineer  of  the  Department  of  Water 
Supply,  Gas  and  Electricity  of  said  city,  which  has  charge  of  the 
maintenance  and  operation  of  the  City^s  water  works. 

In  discussing  the  various  appurtenances  and  devices  used  on  water 
works  —  such  as  gates,  valves,  hydrants,  water  meters,  water-stage 
recorders,  etc.,  —  the  author  has  described  the  leading  types  and  makes. 
It  is  hoped  that  this  feature,  which  makes  the  book  somewhat  encyclo- 
pedic, will  save  the  water  works  engineer  and  superintendent  much 
time  and  correspondence  when  he  has  occasion  to  consider  the  merits 
of  different  makes  of  appurtenances  and  devices. 

The  chapters  on  submerged  pipes,  intake-pipes  and  tunnels  describe 
a  number  of  different  methods  that  have  been  adopted  for  laying  pipes 
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under  water.  This  information,  which  is  given  for  the  benefit  of 
engineers  who  have  not  access  to  large  technical  libraries,  has  been 
condensed  from  articles  contained  in  technical  papers  and  in  the  Trans- 
actions of  Engineering  Societies. 

The  descriptions  of  aqueducts  given  in  Chapter  XV  wers  submitted 
to  the  engineers  in  charge  of  the  diflferent  works,  in  order  to  insure 
accuracy.  For  the  same  reason,  the  chapters  on  the  different  kinds  of 
pipes,  appurtenances,  and  devices  were  sent  to  the  manufacturers  of 
these  articles  to  enable  them  to  correct  errors  and  to  make  suggestions. 
The  chapters  on  Pitot  tube  gaugings,  water  meters,  fire  protection,  etc., 
were  thoroughly  discussed  with  experts  on  these  subjects. 

It  would  make  a  long  list  if  the  author  were  to  mention  here  all  the 
many  engineers,  superintendents,  and  manufacturers  who  have  kindly 
assisted  him  in  the  preparation  of  this  book  by  furnishing  information 
or  by  examining  certain  parts  of  his  text.  To  all  who  have  assisted 
him  in  this  manner  the  author  wishes  to  express  here  his  most  hearty 
thanks. 

It  has  been  the  author's  aim  in  all  cases  to  state  the  som-ces  of  his 
information  and  to  give  full  credit  where  it  was  due.  If  he  has  failed 
to  do  so,  in  any  particular  case,  he  will  be  glad  to  make  proper  acknowl- 
edgment in  a  future  edition,  if  such  should  be  required,  providing  that 
his  attention  is  drawn  to  the  omission  in  giving  proper  credit. 

The  present  volume  deals  only  with  the  conveyance  and  distribution 
of  water  for  water  supply.  If  it  is  found  to  be  of  value  to  water  works 
men,  the  author  hopes  to  have  a  volume,  which  he  is  now  preparing  on 
"The  Collection  and  Storage  of  Water,"  published  later. 

E.  W. 

June  1,  1918. 
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PART  I 
WATER   CONSUMPTION   AND    HYDRAULIC    FORMULAS 


CONVEYANCE   AND   DISTEIBUTION 

OF    WATEE 


CHAPTER  I 


1.  Consumption  of  Water.  —  All  plans  for  water  works  for  a  com- 
munity are  based  upon  the  existing,  and  probably  future,  consumption 
of  water.  The  quantity  of  water  consumed  daily  per  capita  varies 
greatly  in  different  countries,  and  in  different  communities  of  the  same 
country.  In  Europe  this  quantity  is  much  smaller  than  in  America, 
largely  owing  to  the  faet  that  modern  improvements  have  not  been 
introduced  to  the  same  extent  in  the  former  as  in  the  latter  country. 

A  great  deal  of  water  is  unintentionally  or  wilfully  wasted  in  American 
cities.  Large  quantities  are,  also,  used  for  industrial  purposes.  Unless 
the  water  consumed  is  subdivided,  according  to  the  different  purposes 
for  which  it  is  used,  no  satisfactory  comparison  can  be  made  between 
the  water  consimiptions  of  different  cities. 

Several  associations  of  water  works  engineers  and  superintendents 
have  collected  statistics  of  water  consumption,  subdivided  as  much  as 
possible.*  As  soon  as  some  uniform  system  of  making  reports  of  the 
operation  of  water  works  has  been  adopted,  it  will  be  possible  to  make 
valuable  deductions.  The  Conmiittee  of  the  American  Water  Works 
Association  on  Water  Consimiption  has  recommended  that  water  con- 
sumption be  subdivided  as  follows: 

1.  Domestic  consumption,  including  what  is  used  wholly  for  resi- 

dential or  domestic  purposes. 

2.  Non-domestic  consumption: 

(a)   Industrial  use  for  railroad,  factories,  etc. 

(6)   Commercial  use  for  stores,   saloons,   stables,   boarding 

houses,  etc.,  including  double  houses, 
(c)   Public  use  for  fire  protection,  street  sprinkling,  sewer 
flushing,  public  buildings,  schools,  fountains,  etc. 
Industrial  use  varies  greatly  in  different  communities,  but  the  daily 
per  capita  consumption  for  commercial  purposes  is  more  uniform.     The 

*  Jour.  New  England  Water  Works  Assoc,  1913,  XXVII,  p.  29;  Proc.  Amer. 
Water  Works  Assoc,  1915,  p.  181;.  Report  on  "Twenty-one  Statistical  Summaries 
of  the  Results  of  Operating  Water  Works,"  made  in  1910  by  a  committee  of  the 
"Deutscher  Verein  von  Gas  und  Wasserfachmannern." 
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quantity  of  water  used  for  public  purposes  depends  largely  upon  whether 
this  water  is  free,  in  consideration  of  franchise  r^hts,  etc.,  or  not.  In 
municipal  water  works,  the  keeping  of  a  record  of  what  is  used  for  public 
purposes  tends  to  reduce  the  quantity. 

From  the  data  which  the  above  mentioned  conmiittee  has  collected  in 
1913  to  1915,  Table  I,  showing  the  subdivision  of  water  consumption 

TABLE  I.  — WATER  CONSXMPTION  IN  AMERICAN  CITIES  IN   1614 
(Compiled  from  data  given  in  Proc.  Amer.  Water  Works  Abboc,  1915, 


h  R^jatered  nDd-domcatio 


Aiibiirn,  N.  Y 

Biddeford  and  Saco,  Me. 

Coming,  N.  Y 

Clinton,  la 

Edgeworth  Water  Co 

Elyria,  Ohio 

Fort  Smith,  Ark 

Holyoke,  Mass 

JefTeraon  City,  Mo 

Jersey  City,  N.  J 

Kokomo,  Ind 

Keokuk,  la 

LouiBiona,  Mo 

Lexington,  Ky 

Madison,  Wis 

Marinette,  Wis 

Milwaukee,  Wis 

Mount  Vernon,  Ind 

New  Caatle,  Pa 

New  Orleans,  La 

Oak  Park.  Ill 

Portsmouth,  Va 

Quincy,  111 

Racine,  Wis 

Richmond,  Va 

Richmond,  Ind 

Ripan,  Wis 

Rochester,  N.  Y 

Scottdale,  Pa 

St.  Joseph,  Mo 

St.  Louin,  Mo, 

San  Diego,  Cal.. 

Spokane,  Wash. 

Washington,  D.  C 

Wichita,  Kan 


36,3f>a 
68,000 
14,900 
35,500 
3,358 
16,000 
28,000 
60,000 
13,500 

300,000 
20,000 
14,000 
4,860 
40,000 
27,000 
14,610 

430,000 
5,800 
36,000 

360,000 
26,000 
75,000 
38,587 
41,000 

120,000 
13,000 


86,403 
730,000 

86,000 
104,403 


6,550,000 
1,736,000 
1,240,000 
1,570,000 
358,000 
1,038,000 
2,631,000 
6,780,000 
1,335,000 


475,000 
3,483,700 
2,127,000 
1,363,370 

47,920,000 
735,616 
i,536,000 

20,600,000 
1,790,000 
4,867,486 
1,923,300 


90  4 
113  0 
99-0 
46,7 
97.6 
105. 0 
97,7 


3,740,000 
2,074,000 
9,000,000 
^2, 100,000 
6,853,863  t 
29,860,000  2f 
57,500.(M)0  1( 
3,820,000   '. 


77  9 
77.7 
50.6 
72.5 
72,3 


57.2 
69,0 
64,9 
50,0 
84.0 
115.5 
113.7 
76.2 
95,0 
244,0 
101. 0 
101,0 


14  2 
53.7 
29.6 
11.5 
10  0 


32.4 
31,8 
27.9 
34.6 
5,7 
19,3 
23.0 
39.9 
17,4 
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TABLE  II.  —  WATER  CON8XIMPTION  IN  AMERICAN  CITIES  IN  1912 

(Compiled  from  data  given  in  Journal  New  England  Water  Works  Association 

1913,  XXVII,  pp.  34  and  35.) 


Ansonifl,  Conn. .  .  . 
Arlii^on,  Maaa — 

Baltimore,  Md 

Bangor,  Me 

Bath,  Me 

Calais,  Me 

Boston,  MasB 

Brewer,  Me 

Cambridge,  Mass. . . 
Canandaigua,  N.  Y. 
Claremont,  N.  H. .. . 

Davenport,  la 

Cleveland,  O 

Denison,  Tex. , 

Dover,  N.  H 

Fall  River,  Mass. . , , 

FitchburK,  Mass 

Gardner,  Mafia 

Hartford,  Conn 

Holyoke,  Muss —  . . 

Lawrence,  Masa 

Hyde  Park,  Mans.,. 
Jamestown,  N.  Y  — 

Johnfitown,  Pa 

Kington,  Mass 

Lexington,  Mass. ,  .  . 

Lowell,  Masa 

Manchester,  N.  IT.., 
Middleboro,  Mass. .  . 

Milwaukee,  Wis 

Nantucket,  Mass — 

Naahua,  N.  H 

New  London,  Conn. 

Newport,  R.  I . 

New  Rochelle,  N.  Y 

Pawtucket,  R.  T 

Peoria,  111 

Plymouth,  Mass. . . . 
Providence,  R.  I.. , . 

Reading,  Maas 

Saginaw,  Mich 

Somerville,  Mass 

Springfield,  Maes — 
Washington,  D.  C... 
Watertowii,  Mass. . . 

Wilkinaburg,  Pa 

Wilmington,  Del 

Windsor,  Conn 

Woonsocket,  R.  I..  . 
Worcester,  Mass 


10,000 

1,010 

10,500 

2,065 

589,000 

110,395 

24,803 

9,396 

2.31» 

7,500 

1,428 

670,686 

104,829 

15,905 

7,500 

4,500 

1,062 

43,000 

7,500 

618,000 

83,011 

12,500 

1,901 

118,645 

8,501 

13,965 

121,644 

12,621 

50,901 

4.280 

84,000 

7,641 

15,n06 

2,521 

55,000 

2,000 

475 

5,000 

838 

106,294 

73,000 

6,700 

8,230 

1,000 

400,000 

66,490 

2,500 

1,160 

25,000 

3,769 

19,000 

5,522 

37,500 

78,919 

10,602 

67,000 

9,170 

11,000 

5,500 

1,355 

51,510 

5,871 

80,000 

12,545 

331,000 

65,215 

12,800 

86,756 

11,788 

3,309 
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TABLE  HI.— WATER  CONSUMPTION  IN  ENGLISH  CITIES  IN  1913-14 

(Compiled  from  data  given  in  "  Water  Works  Directory  and  Statistics," 

1913-14,  London.) 


Abenleeno 

fleUut 

Birmjngtuun 

BlBflkburn 

Brndford 

Darlincton  a 

Darby.. 

DuWin 

Dunifee 

EdinbuTEk  and  lATb. . 

Halflm 

HaaUnD! 

HuddsnHeld 

I«dB 

Northampton 

Nottingham ............ 

Oldhun 

Plymouth 

PortHnDath....... 

Rochdale 

Sheffleid 

Stookport 

Slooklon 

■SwaDMH 

Wnkefield 


M  34  I    13  79 
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TABLE  IV.  — WATER  CON^SUMPTION  IN  FRENCH  CITIES* 

(Compiled  from  data  given  by  Debauve  and  Imbeaux  in  "  Distribution  d'Eau," 

Vol.  II,  pp.  11  and  12,  Paris,  1905.) 


^"'^'^ 

Average  daily  con. 

Plivale 

,H..,. 

»,.,» 

U.S.  gals 

Lite™ 
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41 
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30AM 

1 

50 
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131 
1ft 
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27 

1 
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IS 

22 

11 
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33 
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IS 
II 
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11 
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si 
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2 

It 
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13 
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TABLE  v.— WATER  CONSUMPTION  IN  GERMAN  CITIES  IN  1909-11 

(Compiled  from  data  in  Otto  Lueger's  "  WaaaerverBorguog  der  Stadte,"  Vol.  I, 

aecoDd  edition,  pp.  126-129.) 


•  a  PtMtiEally  sll  ttnira  melered 
b  Serrieta  generaJly  metered, 
c  Strticft  genefally  not  metered 
d  Praetieally  no  tertiaa  metered 


atr 

Water 
melera- 

Popula- 
te IBW 

Average  daily 
per  capita 

ClB^i 

cation  of  un  in  pertent- 

0.,., 

LiUra 

Domea- 

triid 

Public 

W.te 

b 

I 
I 

b 

b 

b 

b 
b 

^.Ml) 
l>,DW 

mm 

nt;sgg 

II 

Bl.OOO 

?ss;ot» 

SLOW 

7M.otia 
37fi[ooa 

!»,DM 
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7S!OOD 
27*,0M 

«o;i»o 

242,000 
M.0OO 
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an  ,000 
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ID 
ID 

17 
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1 

34 
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40 
40 

to 

M 

DO 
08 

i 
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8§ 

i 
1 
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l!8 

1 

ii 
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"»:o' 

i. 

I    '■ 

21  ;3 

2fl 

74 

"  m 

■  '"I 

*^73 

H 

10.7 

'a.V 
7 

70  8 

ss:? 

77,1 
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79  8 
70  0 

landau 

1 

IS-!'::::;::::::::  ;:::::::■ 
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■ji- 

S.I   1  S7.a 
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TABLE  VI.  —  WATER  CONSUMPTION  IN  VARIOUS  FOREIGN  CITIES 
(Compiled  from  data  given   in   "  Die  Wiisacrversorgung  dcr  HtAdte,"  by  Otto 
Lueger,  Vol.  I,  2d  edition,  1914,  p.  130,  ami  from  "  Water  Works  Handbook," 
by  A.  D.  Flinn,  R.  S.  Weston,  and  C.  L.  Bogert,  New  York    I0l6,  p.  549.) 


Petrograd . , , 

Moscow 

Odessa 

Riga 

Warsaw 

Stockholm... 
Chriatiania.  . 
Amsterdam.. 
Rotterdam . . 
Copenhagen. 

Krakow 

Pressburg , . . 

Budapest 

Saliburg.  . . . 

BruBBels 

Zurich 

Geneva 

Basel 

Winterthur. , 
Madrid 

Venice. . .. . , 

Florence 

Milan 

Leghorn 

Trapani 

Taranto 

Athens 

Alexandria. . . 

Bombay 

Calcutta. . . . 

Montreal 

Toronto 

Vancouver, .. 

Winnipeg 

Rio  Janeiro,  . 
Sao  Paulo . . , 
Buenos  Aires 
Montevideo,  , 

Sidney 

Tokio 


RiisBia 

Norway . .  . . 
Holland..., 

Denmark,  , . 

Austria... , . 

Belgium. ,  , . 

Switzerland. 


Italy.'.'.'!! 

Greece.  .  . 

Egypt..., 

India.',','.' 
Canada... 

Brazil.,'.'! 

Uruguay . 
Australia. 
Japan, , . , 


283,000 
771,000 
342,000 
244,000 
566.000 
441,000 
476,000 
2,065,000 
152,000 

78,000 
010,000 

36,000 
312.000 
Ifll.OOO 
131,000 
132,000 

26,000 
570,000 
542,000 
132,000 
233,000 
SBO.OOO 
105,000 

59.000 

01,000 

ISS.OOO 

420,000 

705,000 

979,000 

1,109,000 

600,000 

425,000 

125,000 

225,000 

1,000,000 

332,000 

1,252,000 

363,000 

731,000 

1,447,000 


in  a  number  of  communities,  has  been  compiled.  Table  II,  taken  from 
data  collected  by  a  Committee  of  the  New  England  Water  Works 
Association,  gives  the  daily  consumption  per  capita  in  different  cities 
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and  towns  in  the  United  States,  without  subdivisions.  The  daily  per 
capita  consumption  in  English,  French,  German,  and  other  European 
cities,  and  in  various  parts  of  the  world,  is  given,  respectively,  in 
Tables  III  to  VI. 

2.  Variations  in  Rate  of  Consumption.  —  In  the  tables  mentioned 
above,  only  the  average  daily  consumption  per  capita  has  been  given. 
The  use  of  water  varies,  however,  according  to  the  season,  the  day  of 
the  week,  and  the  hour  of  the  day  or  night  {Figs.  1  and  2).*  Thefe  is, 
therefore,  considerable  variation  in  the  rate  at  which  water  is  con- 


For  All  Pour  Ateks                                   42  4 

.. 

J...Ta 

*M 

i             \ 

S 

.-/u-f.'^'Sr 

i' 

'uC^JMi\ 

K 

.____!.■:   .St:ic=. 

s" 

«<                                       F>1 

FiQ.  1. —  Hourly  Variittiona  in  Water  CoDsumption  in  Fall  River,  Mass. 
(PopulaUon,  119,295  in  1910.) 


sumed,  and,  in  designing  water  works,  allowance  must  be  made  for 
what  may  be  the  maximum  monthly,  weekly,  daily  and  hourly  rat« 
of  consumption.  These  fluctuations  may  be  taken  care  of  to  a  cer- 
tain extent,  by  the  construction  of  a  distributing  reservoir  of  sufficient 
capacity  —  usually  storing  three  to  ten  days'  supply — or,  in  the  direct 
system,  by  a  reserve  pumping  capacity,  but  the  distributing  pipes 
should  be  made  large  enough  to  deliver  about  the  maximum  daily  draft 
and,  at  the  same  time,  as  much  water  as  may  be  needed  for  extinguish- 
ing fires. 

•  Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII,  pp.  90  and  92. 
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TABLE  VII.*  — MAXIMUM  WATER  CONSL'MPTIOX  FOR 
MASSACHUSETTS  CITIES  AND  TOWNS,   1910 


City  or  town 


Worcester 

Fall  River 

Lowell 

Cambridge 

Lynn  and  Saugus 

New  Bedford 

Lawrence 

Brockton 

Salem 

Newton 

Taunton 

Waltham T 

Brookline 

Gloucester 

Beverly 

Attleborough 

Peabody 

Woburn 

Milford  and  Hopedaie 

Newburyport 

Gardner 

Marlborough 

Framingham 

Abington  and  Rockland 

Pljrmouth 

Webster 

Methuen 

Wakefield 

Bridgewater  and  E^t  Bridgewater 

Danvers  and  Middleton 

Amesbury 

Natick 

North  Attleborough 

Dedham 

Middleborough 

Braintree 

Montague  and  Erving 

Norwood 

Marblehead 

Andover 

Whitman 

Randolph  and  Holbrook 

Hudson 

Maynard 

Stoughton 

Reading 

Ipswich 

Grafton 

Winchendon 

Franklin  

North  Andover 


PofmlatioD 


145,d86 

119,295 

106,294 

104,839 

97,383 

96,652 

85,892 

56,878 

43,697 

39,806 

34,259 

27,834 

27,792 

24,398 

18,650 

16,215 

15,721 

15,308 

15,243 

14,949 

14,699 

14,579 

12,948 

12,383 

12,141 

11,509 

11,448 

11,404 

11,051 

10,536 

9,894 

9,866 

9,562 

9,284 

8,214 

8,066 

8,014 

8,014 

7,338 

7,301 

7,292 

7,117 

6,743 

6,390 

6,316 

5,818 

5,777 

5,705 

5,678 

5,W1 

5,529 


Average 
daily  eoD- 
sumptioD 
per  cafHta 


74 
44 
51 

100 
72 
81 
45 
39 
90 
63 
63 
88 
89 
55 
91 
54 

168 

139 
51 
68 
44 
37 
48 
45 

103 
38 
38 
61 
22 
89 
44 
57 
52 

129 
42 
81 
66 
63 
79 
86 
29 
74 
49 
36 
35 
35 
42 
18 
30 
61 
40 


Maiimnm  eonsamptaon  in 
per  oeot  oi  arerace  for  the 


Monthly 


115 
107 

112 
106 
110 
109 
113 
115 
112 
118 
111 
108 
116 
156 
160 
115 
118 
124 
118 
122 
111 
114 
121 
137 
127 
129 
142 
139 
123 
121 
114 
123 
140 
119 
126 
107 
114 
136 
186 
115 
145 
162 
123 
108 
123 
149 
143 
122 
117 
144 
132 


WeeUy 


114 
129 
111 
121 
121 
133 
141 
114 
130 
118 
111 
132 
207 
210 
116 
108 
137 
125 
138 
125 
159 
137 
151 
136 
139 
176 
175 
132 
153 
116 
144 
158 
128 
155 
115 
106 
136 
214 

i52 
189 
133 
130 
166 
172 
200 
133 
133 
158 
160 


Daily 


139 
123 
147 
119 
150 
131 
133 
177 
148 
150 
138 
123 
177 
237 
246 
169 
161 
167 
139 
178 
246 
190 
179 
197 
166 
189 
182 
208 
177 
178 
155 
298 
183 
141 
214 
133 
232 
211 
237 
189 

237 

i67 
214 
189 
253 
178 
150 
298 
195 


*  Tina  table  ia  baaed  upon  data  fumiahed  by  X,  H.  Goodnotigh.  Chief  Encineer.  Ifaanchuaetta  State 
Board  of  Health,  to  the  New  Endand  Water  Works  Aane.  (Jour.  N.  E.  W.  W.  Aanc.,  1913,  XXVII.  p.  98). 


VARIATION  IN  RATE  OF  CONSUMPTION 
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TABLE  YIl.  — Continued 


Wellesley 

Orange 

Mansfield 

Easton 

Needham 

Walpole 

Canton 

Provincetown 

Rockport 

Foxborough 

North  Brookfield 

Nantucket 

Aver 

Manchester 

Sharon 

Avon 


5,413 

61 

111 

129 

5,282 

26 

131 

158 

5,183 

75 

129 

137 

5,139 

24 

117 

158 

5,026 

66 

133 

148 

4,892 

102 

117 

146 

4,797 

61 

123 

138 

4,369 

38 

182 

203 

4,211 

72 

205 

272 

3,863 

50 

102 

118 

3,075 

66 

123 

170 

2,962 

67 

191 

230 

2,797 

50 

128 

144 

2,673 

120 

217 

271 

2,310 

57 

170 

210 

2,013 

36 

153 

200 

184 
182 
368 
263 
180 
247 
159 
245 
295 
150 
319 
263 
342 
302 
240 
283 


TABLE  VIII. —  HOURLY  FLUCTUATIONS  IN  RATE  OF  WATER 
CONSUMPTION,   IN  GALLONS  PER  CAPITA 


Locality 

Holyoke, 
Mass. 

Springfield 

Mass. 

Fall  River, 
Mass. 

Hartford, 
Conn. 

Woonsocket 
R.  I. 

Peoria, 
111. 

Population . . 

51,000 

87,500 

119,295 

121,644 

38,125 

66,950 

Week  ending. 

Nov.  17, 
1905 

Summer, 
1910 

Aug.  14, 
1910 

Aug.  7, 
1911 

Aug.  19, 
1911 

July  7, 
1910 

Time 

Gallons 

Gallons 

Gallons 

Gallons 

Gallons 

Gallons 

1  A.M. 

2 
3 

4 

5 

6 

7 

8 

9 
10 
11 
12 

1  P.M. 

2 

3 

4 

5 

6 

7 

8 

9 
10 
11 
12 

68 

69 

67 

68 

68 

80 

98 

117 

123 

127 

125 

127 

123 

125 

123 

117 

109 

105 

97 

97 

90 

85 

77 

74 

71 

71 

86 

83 

103 

130 

157 

176 

179 

178 

168 

161 

173 

172 

170 

153 

140 

127 

118 

107 

94 

87 

80 

75 

38 
37 
36 
34 
34 
37 
45 
56 
60 
64 
67 
63 
64 
65 
63 
62 
58 
54 
50 
47 
43 
42 
41 
4b 

37 
38 
37 
38 
43 
56 
77 
95 
100 
100 
92 
88 
82 
88 
89 
82 
82 
75 
71 
67 
59 
56 
50 
43 

19 

17 

18 

17 

19      • 

30 

50 

58 

59 

53 

53 

52 

49 

54 

51 

48 

48 

49 

43 

38 

30 

26 

24 

20 

110 
225 
170 
180 
223 
228 
245 
340 
340 
330 
335 
323 
330 
350 
320 
335 
330 
428 
426 
451 
300 
220 
268 
205 

Rate  of  con- 
sumption 

Average 

*'«»ximum — 
"n 

98 

127 

67 

127 

170 
71 

50 
67 
34 

60 

100 

37 

38 
59 
17 

298 
451 
110 

129 

141 

134 

167 

155 

155 
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Table  VII  gives  the  average  daily  consumption  of  water  in  Massa- 
chusetts cities;  and,  also,  the  maximum  monthly,  weekly,  and  daily 
consumption,  in  per  cent  of  the  average  for  the  year.  According  to  this 
table,  the  maximum  increase  from  the  average  daily  per  capita  consimip- 
tion  of  the  year  may  be  as  follows:  average  daily,  100;  maximum 
monthly,  100  to  217;  maximimi  weekly,  111  to  272;  maximum  daily, 
123  to  368. 

Table  VIII  shows  the  hourly  fluctuations  in  water  consumption  in 
six  American  cities.*  According  to  this  table  the  maximum  hourly  rate 
of  consumption  may  be  167  per  cent  of  the  average  hourly  rate.  If  such 
a  fluctuation  should  occur  on  the  day  of  maximum  consimiption  in  the 
year,  which  is  not  probable,  it  might  make,  according  to  Tables  VII  and 
VIII,  the  maximum  rate  of  consumption  615  per  cent  of  the  average  rate. 

In  actual  practice,  provision  for  hourly  fluctuation  in  consumption 
is  made,  as  already  stated,  by  storage  capacity  in  a  reservoir  or  stand- 
pipe;  or,  in  the  direct  system,  by  a  reserve  pumping  capacity.  The 
only  effect  of  the  hourly  variations  will  be,  in  ordinary  cases,  to  reduce 
the  available  pressure  in  the  water  mains. 

From  the  information  given  above,  it  appears  that  the  maximum 
daily  consumption  may  be  as  much  as  three  times  the  average  daily 
consumption.  In  ordinary  cases,  the  increase  will,  however,  be  only 
from  one  to  two  times  the  average  consumption.  As  a  general  rule,  the 
distributing  pipes  should  be  designed  to  deliver  twice  the  average 
quantity  required  per  day,  when  they  deliver  only  water  for  domestic 
and  industrial  consumption.  When  they  have,  also,  to  convey  water 
for  extinguishing  fires,  they  should  be  able  to  deUver  1^  to  2  times  the 
quantity  required  for  the  average  daily  consumption,  in  addition  to 
what  is  needed  for  extinguishing  fires. 

3.  Water  Unaccounted  For.  —  In  all  water  works,  including  those 
in  which  all  taps  are  metered,  there  is  always  a  difference  between  the 
estimated  quantities  of  water  supplied  and  water  consimied.  This 
difference,  which  may  vary  from  10  to  60  per  cent  of  the  total  supply, 
is  partly  due  to  mistakes  made  in  the  estimated  supply  —  such  as 
erroneous  assumptions  of  the  amount  of  slip  in  the  pumping  engines, 
inaccurate  gaugings  of  the  supply,  under-registry  of  the  water  meter, 
etc.,  —  but  it  is  caused,  also,  largely  by  leakage  from  the  pipe  system  and 
service-pipes.  Where  meters  are  not  used,  leaky  house  fixtures  cause  a 
considerable  loss  of  water.  Of  late  years  efforts  have  been  made  to 
reduce  this  loss  in  a  number  of  water  works*by  pitometer  measurements 
and  by  house-inspection. 

*  Compiled  from  data  given  in  Jour.  New  England  Water  Works  Assoc,  1913, 
XXVII,  pp.  86-97. 
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4.  Consixmption  of  Water  in  the  Metropolitan  District  of  Boston, 
Mass.,  in  1902.  —  For  a  number  of  years,  the  officials  in  charge  of  the 
Boston  Water  Works  gathered  valuable  statistics  of  the  subdivisions  of 
the  consumption  of  water  in  their  city.  This  work  was  continued  by 
The  Metropolitan  Water  and  Sewerage  Board j  which  was  given  in  1901 
charge  of  the  water  works  and  sewer  systems  of  Boston  and  of  seventeen 
other  adjacent  cities  and  towns.  The  territory  of  this  district  includes 
142.7  square  miles,  and  had  on  May  1,  1903,  an  estimated  population 
of  897,600. 

In  1902  the  Board  ordered  the  water  supplied  to  each  of  the  cities 
and  towns  in  the  district  to  be  measured,  with  a  view  of  apportioning 
the  annual  assessment  among  the  cities  and  towns,  and,  also,  to  deter- 
mine any  improper  use  and  waste  of  water,  that  might  exist.  Dexter 
Brackett*  has  given  a  full  account  of  the  results  obtained  by  these 
investigations  in  the  Journal  of  the  New  England  Water  Works 
Association  (Vol.  XVIII,  pp.  107-160). 

The  distribution  of  the  water  was  measured  by  means  of  49  Venturi 
meters,  8  to  48  ins.  in  diameter,  and  Mr.  Brackett  considered  the  results 
obtained  to  be  accurate  within  2  per  cent.  The  average  daily  consump- 
tion of  water  in  the  whole  Metropolitan  District,  during  the  latter  half 
of  1903,  was  found  to  vary  from  98,310,800  to  109,080,500  gals., 
which  quantities  were  2^  per  cent  less  than  the  consumption  measured 
by  the  displacement  of  the  pump  plungers  at  the  pumping  stations. 
The  average  daily  consumption  per  capita  for  the  whole  district  varied 
from  108  to  120  gals.  In  the  different  cities  and  towns  of  the  dis- 
trict it  varied  from  31  to  141  gals. 

Investigations  were  made  to  determine  how  much  water  was  used  in 
the  different  municipalities  of  the  district  for  domestic,  manufacturing, 
mechanical,  trade  and  public  purposes;  also,  how  much  water  was  used 
unnecessarily,  or  wasted. 

6.  Domestic  Use,  —  This  includes  water  used  for  private  stables 
and  for  watering  lawns.  Table  IX  gives  the  use  of  water  for  domestic 
purposes  in  four  communities,  according  to  water  meters,  that  had  only 
been  in  use  for  a  few  years.  The  results  given  in  this  table  agree  with 
the  water  consumption  of  other  New  England  towns  in  1902. 

In  tenement  houses  in  the  Metropolitan  District,  the  daily  per  capita 
consumption  of  water  was  found  to  vary  from  13  to  44  gals.,  as  the 
monthly  rentals  varied  from  $12  to  $50.  The  average  for  all  the 
tenement  houses  was  found  to  be  29.63  gals,  per  capita  per  day. 

*  Dexter  Brackett  was  the  Engineer  of  the  Distribution  Department  of  the 
Metropolitan  Water  Works  from  1901  to  1907,  when  he  became  Chief  Engineer  of 
these  works. 
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Mr.  Brackett  states  that,  for  thirty  years  preceding  the  above-mentioned 
investigations,  the  number  of  water  fixtm'es  increased  in  Boston  arfd 
vicinity  much  more  rapidly  than  the  population,  and  that  it  was,  there- 
fore, likely  that  there  would  be  an  increase  in  the  use  of  water  for 
domestic  purpose,  but  he  thought  that  for  many  years  to  come  this  use 
would  not  exceed  on  an  average  25  gals,  per  capita  per  day. 

TABLE  IX. —WATER  USED  FOR  DOMESTIC  PURPOSES 

(According  to  water  meter  records.) 


City  or  town 

Number  of 

consumers. 

Gallons  per  day 

Gallons  per  clay 
per  consumer 

1901 

1902- 

1901 

1902 

1901 

1902 

Belmont 

3,600 

21,100 

6,850 

9,650 

3,900 

22,550 

7,450 

10,250 

63,760 

414,030 
115,000 
147,200 

66,630 
450,160 
143,500 
152,900 

17.7 
19.6 

16.8 
15.3 

17.1 

Maiden 

20.0 

Milton 

19.3 

Watertown 

14.8 

41,200 

44,150 

739,990 

813,190 

18.0 

18.4 

6.  Mechanical  and  Trade  Purposes.  —  The  use  of  water  for  these 
purposes  varies  greatly  in  different  conununities.  In  1902  it  varied,  as 
nearly  as  could  be  ascertained,  from  about  12  to  46  gals,  per  capita 
per  day  in  large  American  cities.  In  the  Metropolitan  District  this 
use  of  water  was  found  to  amount  to  about  23.5  gals,  per  capita  per 
day. 

7.  Public  Purposes.  —  This  includes  water  used  for  public  buildings, 
public  fountains,  street  sprinkling,  flushing  water  pipes  and  sewers,  and 
for  extinguishing  fires.  In  1902  the  quantity  of  water  used  for  public 
buildings  in  the  Metropolitan  District  was  found  to  be  as  follows: 


WATER  USED  IN  PUBLIC  BUILDINGS. 

Gallons  per 
capita  per  clay 

.    Schools 0.70 

National,  state  and  county  buildings,  metered 0. 58 

Hospitals,  asylums  and  jails,  meterea 0. 50 

Churches,  theaters  and  clubs,  metered 0 .  40 

Public  buildings,  other  than  schools,  unmetered 1 .  60 

Total  for  public  buildings 3 .  78 

The  quantity  of  water  estimated  to  be  used  in  1902  for  139  public 
drinking  fountains  in  the  Metropolitan  Water  District  averaged  664,640 
gals,  per  day,  equivalent  to  0.74  gal.  per  capita  per  day,  of  the  popula- 
tion supplied.    In  most  of  these  fountains  water  runs  continuously. 
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For  sprinkling  streets  in  1901  in  the  Metropolitan  Water  District 
700,000,000  gals.,  equal  to  2.13  gals,  per  capita  per  day,  were  used. 

It  was  found  difficult  to  make  a  close  estimate  of  the  quantity  of  water 
used  for  flushing  water  pipes  and  sewers,  and  for  extinguishing  fires. 
Although  large  quantities  are  used  occasionally  for  these  purposes,  the 
total  quantity  consumed  during  a  year  is  comparatively  small.  In  the 
Metropolitan  Water  District  it  probably  did  not  exceed,  in  1902,  0.20 
gal.  per  capita  per  day. 

Mr.  Brackett  estimated  the  quantity  of  water  used  in  1902  for  the 
Metropolitan  Water  District  for  public  purposes,  as  follows: 


WATER  USED  FOR  PUBLIC  PURPOSES 


Gallons  per 
capita  per  day 


Public  Buildings 3.78 

Drinking  and  ornamental  fountains 1 .  00 

Street  sprinkling 2.13 

Flushing  water  pipes  and  sewers  and  extinguishing  fires 0. 20 

7.11 

From  the  investigations  made  in  1902  in  the  Metropolitan  Water 
District,  Mr.  Brackett  reached  the  conclusion  that  the  daily  legitimate 
use  of  water  for  inhabitants  in  this  district  should  not  have  exceeded  at 
that  time  about  60  gals.,  subdivided  as  follows: 

Gallons 

Domestic  use 25 . 0 

Manufacturing,  mechanical  and  trade  use 23 . 5 

Public  use 7.0 

55.5 

8.  Water  Wasted,  —  As  already  stated,  the  daily  quantity  of  water 
consumed  in  the  Metropolitan  Water  District  in  the  latter  half  of  1902 
amounted  to  108  to  120  gals,  per  capita.  If  only  60  gals,  daily  per  capita 
were  required,  according  to  Mr.  Brackett,  for  domestic,  manufacturing, 
mechanical,  trade,  and  public  purposes,  it  appears  that  about  half  the 
water  supplied  to  this  district  was  wasted  by  leaky  mains,  service-pipes, 
etc; 

9.  The  Water  Consumption  in  the  Metropolitan  District  for  Public 
Purposes.*  ^- Dexter  Brackett  gives  the  consumption  for  public  pur- 
poses in  Boston  and  certain  other  towns  of  the  Metropolitan  District  in 
1908  as  follows: 

*  Jour.  New  England  Water  Works  Assoc,  1913,  XXVII,  p.  123. 
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TABLE  X.  —  AVERAGE  DAILY  WATER  CONSUMPTION  IN  THE 
METROPOLITAN  WATER  DISTRICT  OF  BOSTON,  MASS., 

IN  1906] 

Boston  (population,  643,810) 


CoDsunieni 


Boston  Protective  Department  Wagon  No.  2 

Cemeteries 

Colleges 

Metropolitan  Water  and  Sewerage  Board . . . 

National,  State,  or  County  Buildings 

Navy  Yard 211,953,300 

U.  S.  Gov.,  Gallups  Island. .      25,783,600 

Post  Office 23,621,800 

State  Prison 19,799,600 

State  House 15,805,200 

Others 34,677,300 

Schools: 

Private 

Parochial 

State  Board  of  Health,  Pathological'  Labor- 
atory  

Street  watering,  Park  Department 


Number 


2 
10 

is 


14 

21 


Gallons 


471,000 

3,186,500 

51,784,000 

39,733,800 


331,640,800 

8,355,200  ) 
8,512,200  J 

351,600 
39,045,600 


483,080,900 


Per  eapita 
p^'day 


0.002 
0.013 
0.220 
0.169 


1.407 

0.072 

0.010 
0.166 


2.050 


(Public  schoob,  public  buildings  owned  by  the  city,  street  watering,  and  othw  public  uses  were  not 
metered.) 


Somerville  (population,  74,400) 


Consumers 


Metroi)olitan  Park  Commission,  Wellington 
Bridge 

Metropolitan  Sewerage  Works,  Ale  wife 
Brook  Pumping  Station 

National,  State,  or  County  buildings  (ar- 
mory)   

St.  Joseph's  Parochial  School 

Street  watering  (estimated  by  street  com- 
missioner)   

Tufts  College,  Metcalf  Hall 


Number 


Gallons 


162,300 

1,085,300 

543,000 
225,200 

63,912,000 
477,200 

66,405,000 


Pot  capita 
per  day 


2.439 


(Schools  and  municipal  buildings  were  not  metered.) 
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Maiden  (population,  42,140) 


Consumers 


Cemeteries 

Fire  stations 

High  school  field 

Metropolitan  Park  boulevard 

Municipal  departments 

National,  state,  or  county  buildings . . 
Schools: 

Public 

Private 

Parochial 

Street  watering  (figured  by  cartloads) 


Number 


2 
6 


20 
1 
2 


Gallons 


365,300 

653,800 

20,000 

88,100 

1,142,900 

1,161,600 

7,004,000 

53,900 

214,700 

42,468,300 


53,172,600 


Per  capita 
per  day 


3.448 


Medford  (population,  21,920) 


Consumers 


Fire  stations 

Metropolitan  Park  Commission 

Metropolitan  Water  Works,  Glenwood  Pipe 
Yard 

Municipal  Departments 

National,  State,  or  County  Buildings 

Public  schools 

Street  watering  (estimated  from  data  fur- 
nished by  water  register) 


Number 


Gallons 


1 
18 


393,900 
340,000 

130,000 
1,334,200 

519,400 
3,995,300 

24,562,700 

31,275,500 


Per  capita 
per  day 


3.898 


Note.  —  For  statistics  of  the  consumption  of  water  for  public  purposes  in  other  cities  and  towns  of 
the  Metropolitan  District,  see  Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII,  pp.  125-131. 


10.  The  Water  Consumption  for  Manufacturing,  Mechanical,  and 
Trade  Uses.  —  In  Boston  and  certain  other  towns  of  the  Metropolitan 
District  this  consumption  was,  in  1908,  according  to  Dexter  Brackett, 
as  follows:* 


*  Jour.  New  England  Water  Works  Assoc,  1913,  XXVII,  p.  107. 
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TABLE  XI. —  WATER  SUPPLIED  BY  METER  FOR  MANUFAC- 
TURING, MECHANICAL  AND  TRADE  USES,   IN  THE 
METROPOLITAN  WATER  DISTRICT 

Boston,  1908  (population,  643,810) 


Consumers 


Bakeries 

Breweries  and  bottling 

Massachusetts  Breweries  Co.  44,805,200 
Others 161,351,000 


Cold  storage  plants 

Contractors 

Creameries 

Dye  works 

Electric  companies  (Edison  Elec.  111.  Co.).  . 

Elevators  and  motors 

Engines  and  boilers 

Factories  and  machine  shops 

Farms  and  greenhouses 

Fish  packing  houses 

Gas  works  (Boston  Consolidated  Gas  Co.). . 

Hotels 

Touraine 46,076,800 

Parker  House 37,549,600 

United  States 36,210,700 

Adams  House '     32,687,600 

Others 568,195,800 


Iron  works 

Laundries 

Milk  depots 

Offices  and  stores 

Oils  and  chemicals 

Railways: 

Boston  &  Maine 

Boston  Elevated 

Boston,     Revere    Beach    & 
Lynn 

Boston  Terminal  Co 

N.    Y.    Central    &    Hudson 
River 

N.  Y.,  N.  H.  &H 

Old  Colony  St.  Ry 

Union  Freight  R.  R 


Restaurants 

Rubber  works 

Saloons 

Shipping,  wharves,  etc. 

Slaughtering 

Stables 

Stone  crushers 

Stone  works 

Storage  warehouses . . . 

Sugar  refineries 

Tanneries 


459,997,600 
614,609,200 

45,740,200 
125,866,000 

261,904,700 

477,919,600 

381,500 

2,012,100 


Number 


24 
02 


3 
2 
1 
7 
1 

340 
8 

285 

11 

33 

1 

166 


34 

71 

2 


8 


48 

4 

104 

64 

2 

339 

7 

6 

27 

1 

5 


Gallons 


18,517,100 


206,156,200 

55,194,900 

2,685,300 

3,986,800 

5,565,400 

190,687,600 

138,178,100 
3,111,700 

428,716,200 

8,617,000 

19,253,500 

114,900,300 


720,720,500 

49,779,400 

154,505,900 

22,679,400 

1,585,399,500 

9,731,500 


1,988,430,900 

42,395,400 

12,306,900 

46,733,600 

216,343,600 

24,968,200 

169,242,500 

1,488,500 

19,605,100 

26,157,600 

246,196,700 

3,366,000 


6,535,621,300 


Per  capita 
per  day 


0.079 


0.875 
0  234 
0.011 
0.017 
0.024 
0.809 
0.586 
0.013 
1.820 
0.037 
0.082 
0.488 


3.059 
0.211 
0.656 
0.096 
6.728 
0.041 


8.439 
0.180 
0.052 
0.198 
0.918 
0.106 
0.718 
0.006 
0.083 
0.111 
1.045 
0.014 


27.736 


MANUFACTURING,   MECHANICAL,  AND  TIUDE  USES 
Homcrville  (population,  74,403) 


N.™.« 

Gallona 

-S-X" 

7 

1 

2 
2 

8 
43 
2 

10 

5 

535 
1 
2 

3 

67 

913,300 

2,137,800 

668,700 

801,900 

4,730,400 

374,700 

1,765,300 

37,133,000 

750,200 

4,731,800 

112,700 

12.431,000 

19,669,100 

712,100 

0.025 

0,174 

0  014 

1,364 

0.028 

0  456 

Oils  and  chemicals 

148,789,900 
2,964,300 

151,754,200 

Boston  Elevated 

5,573 

North  Packing  &  Pi-oviaion 
Co 

02,847.700 
59,820,600 

43,627.800 

196,296,100 
17,805,200 

N.  E.  bresaed  Meat  &  Wool 
Co 

7.209 

452,787,500 

16-628 

Maiden  (popnlatio 

n,  42,140) 

.Vmnber 

G^W 

"^TT 

Bakeries 

3 
11 
2 
I 
I 
2 
34 
15 
2 
3 
6 
278 
2 
3 
2 
1 
22 
3 

229,600 
1,302,300 

449,600 

768,200 
19,149,500 
1,828,300 
16,491,200 
1,371,900 
14,731,100 

806,300 
6,093,200 
25,882,600 
3.600,900 
2,460,200 
3,197,700 
44,100 
2,330,800 
66.600 

334,400 

0.015 

0.050 

Efectric  companies 

1.242 

Factories  and  machine  shops 

1.069 
0  0S9 

Hotels-, 

0,052 
0.395 

0,160 

atafcW 

0.151 

Tanneriea 

0022 

101,138,500 

6,558 
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Medford  (population,  21,920) 


Consumers 


Brick  yards 

Dye  works 

Factories  and  machine  shops 

Farms  and  greenhouses 

Hotels 

Iron  works 

Laundries 

Offices  and  stores 

Oils  and  chemicals 

Railways 

Stables 


Number 

Gallons 

Per  capita 
per  day 

2 

2,375,500 

0.296 

2 

5,034,500 

0.627 

8 

3,192,800 

0.398 

7 

845,000 

0.105 

1 

640,400 

0.080 

1 

955,800 

0.119 

2 

1,155,100 

0.144 

131 

3,847,900 

0.480 

2 

19,720,400 

2.458 

2 

12,723,300 

1.586 

13 

2,107,100 

0.263 

52,597,800 

6.556 

Note.  —  For  statistics  of  the  consumption  in  other  cities  and  towns  of  the  Metropolitan  District  see 
Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII,  pp.  112-116. 

11.  The  Water  Consumed  in  Public  Schools  and  for  Street  Sprink- 
ling was,  in  the  Metropolitan  District  of  Boston  in  1901,  as  follows: 

TABLE  XII. —  WATER  USED  FOR  SCHOOLS  AND  STREETS  IN 

METROPOLITAN  DISTRICT* 


Schools 

Street  sprinkling. 

City  or  town 

Year 

Daily  oonHumption 

1901, 
Metropolitan  dis- 
trict. iEals.  ner  caoita 

Per  pupil 

Per  inhabitant 

per  day 

Arlington 

1901 
1902 
1899 

"6!96' 
6.22 

"2!2i* 
4.02 

2.12 

Belmont 

0.48 
0.41 

1.47 

Boston 

2.35 

Chelsea 

1.12 

Maiden 

1901 
1901 

0.17 
0.33 

1.87 

Medford 

3.41 

Melrose 

2.06 

Milton 

1901 

6.56 
"6.'29' 

0.53 

5.87 

Nahant 

8.63 

Quincv 

1.43 

Revere 

0.96 

Somerville 

1899 

0.46 

1.97 

Stoneham 

0.60 

Swampscott 

Watertown 

3.67 

3.67 

Winthrop 

2.48 

•  Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII.  p.  121. 


12.  Water  Consumption  in  Public  Schools  of  Syracuse,  N.  F.  — 
The  quantity  of  water  consumed  daily  per  pupil  during  three  months  of 
1903  was  as  follows: 


CONSUMPTION  BASED  UPON  AREA  OF  FLOOR  SPACE 
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TABLE  XIII. —  WATER  CONSUMPTION  IN  PUBLIC  SCHOOLS 

OF  SYRACUSE,  N.  Y.* 


School 

Average 

daily 

attendance 

Per  capita  consumption 

in  gallons 

March 

April 

May 

1.  Jefferson 

2.  Grant 

314 
304 
481 
434 
826 
574 
522 
414 
218 
428 
412 

86 
426 
388 
778 
352 
529 
358 
439 

81 
471 
650 
353 
605 
1267 
665 

16 
523 
259 
294 
257 
348 
224 
868 

17.8 

22.2 

5.4 

5.1 

4.1 

9.4 

16.2 

9.1 

2.3 

12.8 

6.0 

397.0 

110.0 

5.6 

4.5 

33.0 

40.7 

20.9 

35.3 

188.8 

5.1 

21.6 

3.5 

44.5 

8.9 

26.3 

22.3 

7.5 

16.8 

35.6 

32.1 

25.9 

8.4 

5.3 

21.1 

25.2 

5.7 

6.6 

3.5 

9.2 

15.3 

8.0 

4.2 

14.2 

3.2 

381.0 

114.0 

6.1 

4.5 

33.5 

39.4 

20.0 

30.9 

190.0 

4.1 

16.7 

2.9 

31.2 

9.4 

23.6 

38.2 

9.2 

24.3 

17.9 

32.8 

21.4 

14.5 

4.1 

24.1 
24.4 

3.   Townsend 

5.5 

4.   Garfield 

5.2 

5.   Franklin 

2.4 

6.   Prescott 

6.0 

7.   Clinton 

14.7 

8.  Lincoln 

7.8 

9.   Vine 

4.1 

10 .    Frazer 

11.0 

11.   Genesee 

2.9 

12.   Commercial 

497.0 

13.  May 

117.0 

14.  Tompkins 

8.7 

15.   Porter 

.     3.2 

16.   Gere 

22.5 

17.  Madison 

32.8 

18-    Siimnner 

15.7 

22.6 

20.  Willard 

104.4 

21.  Monteomerv 

4.0 

22.   Putnam 

12.6 

3.9 

24.   Croton 

28.0 

25.   New  High  School 

9.0 

26.   Seymour 

23.6 

27.  Truant  school 

52.2 

28.   Delaware 

6.6 

30.9 

30.  Merrick 

22.3 

31.   Bellevue 

37.9 

32.   Danf orth 

22.0 

33.   Elmwood 

14.5 

34.   Brighton 

3.0 

*  Average  daily  consumption  was  20  gals,  per  capita.  Jour.  New  England  Water  Works  Assoc.,  1913, 
XXVII,  p.  122. 

13.  Consumption  Based  upon  Area  of  Floor  Space.  —  In  small 
communities  estimates  of  the  probable  consumption  of  water  are 
properly  based  upon  the  resident  population.  For  larger  centers  of 
population,  the  quantity  of  water  required  for  industrial  and  com- 
mercial uses  may  affect  considerably  the  average  daily  per  capita 
consumption. 

In  important  cities  there  is  often  a  large  transient  population,  con- 
sisting of  people  who  come  to  the  city  for  their  daily  work,  but  who 
reside  in  neighboring  villages  or  towns.  The  water  used  by  these  people 
is  usually  charged  in  water  works  statistics,  for  lack  of  definite  infor- 
mation, to  the  resident  population,  whose  average  daily  per  capita 
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consumption  is  thus  often  largely  increased.  It  is  difficult  to  estimate 
the  transient  population  in  a  city,  but  it  is  comparatively  easy  to 
figure  the  floor  space  in  a  city,  occupied  both  by  the  resident  and  the 
transients  in  residences,  hotels,  offices,  tenement  houses,  etc.  For  this 
reason,  estimates  of  the  probable  consumption  of  water  in  a  large  city 
can  be  more  correctly  computed  on  a  consumption  per  1000  sq.  ft.  of 
floor  space,  than  on  a  daily  average  per  capita  consumption,  based 
upon  the  resident  population. 

The  former  plan  was  adopted  by  the  Board  of  Water  Supply  of  the 
City  of  New  York,  in  studying  how  the  water  supply  from  the  Catskill 
Mountains,  obtained  in  1905  to  1917,  should  be  distributed  in  the  differ- 
ent boroughs  of  Greater  New  York.*  Measurements  of  the  consump- 
tion in  different  parts  of  the  city,  which  were  made  in  1902-3,  before 
efforts  had  been  made  to  reduce  the  waste  of  water,  showed  that  the 
daily  per  capita  consumption  varied  from  37  to  860  gals.  Gaugings 
made  in  1911  in  the  borough  of  Manhattan,  the  principal  part  of  the 
city,  gave  the  per  capita  consumptions  contained  in  the  following  table: 


TABLE  XIV.  —  GAUGINGS  OF  1911   IN  BOROUGH  OF  MANHATTAN 


No.  of  diatrict 


1.  East  side  tenement,  some  water  front 

2.  All  classes 

3.  High  class  apartment  and  residence 

4.  High  class   apartment,    residences   and 

tenements 

5.  East  side  tenement 

6.  High  class  apartment,  residences,  tene- 

ments, and  water  front 

7.  All  classes _. 

8.  All  classes 


Consumption, 

million  eaUons 

daily 


11.44 
29.48 
22.18 

12.74 
8.28 

14.82 
13.38 
13.66 


Population, 
resident 


230,500 
204,557 
186,990 

138,800 
84,580 

173,000 
169,100 
209,393 


Con8ump< 

tion  per 

capita 


50 
144 
118 

92 

98 

86 
79 
65 


The  engineers  of  the  Board  of  Water  Supply  of  New  York  made 
estimates  of  the  floor  space,  including  basements,  contained  in  different 
districts  into  which  they  divided  the  city.  The  daily  water  consumption 
in  the  different  districts  was  found  to  vary  generally  only  from  150  to 
300  gals,  per  1000  sq.  ft.  of  floor  space  —  a  much  closer  agreement  than 
when  the  consumption  is  based  upon  the  resident  population.  This 
method  may,  doubtless,  be  used  to  advantage  in  other  large  cities. 

14.  Changes  in  Population.  —  In  making  plans  for  .the  water  supply 
of  a  community,  the  engineer  must  not  only  consider  the  existing  popu- 
lation, but,  also,  what  it  will  probably  be  at  some  future  period  —  usu- 

*  Proc.  Amer.  Water  Works  Assoc,  1912,  p.  35. 
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ally  taken  twenty  to  thirty  years  after  the  installation  of  the  works. 
The  probable  change  in  population  can  be  estimated  from  census 
reports,  when  they  are  available,  and  from  the  experience  of  other 
communities  of  about  the  same  size  and  similarly  situated.  The 
estimates  of  future  population  may  be  made  by  mathematics  or  graphi- 
cally. If  the  former  method  is  adopted,  the  change  in  population  can 
be  assumed  to  be  a  constant  number  for  each  year  of  the  period  under 
consideration,  or  a  fixed  percentage  of  the  preceding  year  for  each  year 
of  the  period;  in  other  words,  the  increase  or  decrease  in  population 
may  be  assumed  to  form  an  arithmetical  or  a  geometrical  progression. 
In  the  former  case  the  population  (P)  at  a  number  of  years  (n)  after 
the  installation  of  the  works  can  be  computed  by  the  following  formula, 
in  which  A  is  the  population  when  the  works  are  installed,  and  a  is  the 
probable  annual  increase  or  decrease  in  population,  fixed  by  a  study  of 

the  preceding  years: 

P  =  il  d=  na.  (1) 

If  the  change  in  population  is  assumed  to  follow  a  geometrical  pro- 
gression, the  population  at  n  years  after  the  completion  of  the  works 

will  be: 

P  =  il  (l-f-  O.Ol.p)  n  (2) 

where  p  is  the  assumed  per  cent  of  increase  or  decrease  per  annum. 

A  graphic  representation  is  often  used  for  estimating  the  probable 
changes  in  population.  Whatever  method  is  adopted,  careful  attention 
must  be  paid  to  changes  due  to  special  conditions,  such  as  the  annexation 
of  suburbs  by  a  city,  the  estabUshment  of  an  important  industry,  etc. 

In  designing  water  works  for  a  large  community,  the  engineer  has  not 
only  to  study  the  increase  or  decrease  in  population  of  the  city  or  town, 
as  a  whole,  but  he  must,  also,  investigate  what  changes  in  population  are 
likely  to  occur  in  the  different  parts  of  the  community.  For  example, 
that  part  of  Greater  London  known  as  "the  City  of  London,''  which 
contains  a  little  over  a  square  mile  in  area,  has  been  steadily  losing 
resident  population  for  more  than  a  century,  as  will  be  seen  by  the  follow- 
ing figures: 

In  1801  the  population  of  "the  City  of  London"  was  28,130 
In  1902  the  population  of  "the  City  of  London"  was  26,920 
In  1911  the  population  of  "the  City  of  London"  was  19,657 

This  decrease  in  resident  population  is  due  to  the  fact,  that  as  facilities 
in  transportation  increased,  the  citizens  moved  to  the  suburbs,  leaving 
the  *'old  city"  for  business  purposes.  As  far  as  water  consumption  is 
concerned,  the  demand  became  greater,  owing  to  the  large  transient 
population  in  the  business  districts. 
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In  some  communities  the  natm^al  growth  in  population  is  diminished 
by  a  reduction  in  the  birth  rate.  Thus,  while  the  population  of  the 
City  of  Munich,  Germany,  increased  from  490,000  in  1900  to  590,000  in 
1910,  there  was  a  steady  reduction  in  the  birth  rate  from  37  per  100 
inhabitants  in  1900  to  24.3  per  100  inhabitants  in  1910.* 

From  what  has  been  said  it  is  evident  that  the  growth  in  populations 
does  not  follow  mathematical  laws,  and  requires  careful  study. 

*  Otto  Lueger's  "Wasserversorgung  der  Stadte,  "  Vol.  1  (2nd  edition),  p.  116. 


CHAPTER  II 

FLOW  OF  WATER  IN  AQUEDUCTS 

15.  Aqueducts.  —  In  its  broad  sense,  the  word  aqueduct  includes 
all  kinds  of  channels  in  which  water  can  be  conveyed,  such  as  ditches  or 
canals,  lined  or  unlined;  flumes,  built  of  wood,  masonry  or  metal  plates; 
masonry  conduits,  closed  or  uncovered;  tunnels  or  pipe-lines.  The 
same  formulas  for  determining  the  flow  of  water  .may  be  used,  with 
proper  modifications,  for  all  kinds  of  aqueducts.  For  convenience,  we 
shall  discuss  the  flow  of  water  in  pipes  in  a  separate  chapter,  and  shall 
devote  the  present  one  to  the  other  kind  of  conduits. 

16.  The  Chezy  Formula.  —  In  1775  the  French  engineer  Chezy 
proposed  the  following  formula  for  the  flow  of  water  in  open  canals: 

4-^=0,  (3) 


I       c 
where  a  =  area  of  canal; 

h  =  total  fall; 

I  =  length  of  canal; 

p  =  wetted  perimeter; 

c  =  a  constant,  found  by  experiment. 

V  =  velocity  per  second. 

By  transposing,  and  replacing  y  by  s,  which  represents  the  sine  of  the 

slope,  and  putting  r,  the  mean  hydraulic  radius,  for  - ,  we  obtain  the 

Chezy  formula  as  it  is  generally  written,  viz. : 

V  =  c  Vrs.  (4) 

This  formula  has  been  used  extensively  for  the  flow  of  water  in  rivers, 
canals,  pipes  and  aqueducts.  The  coefficient  c  varies,  however,  with  r 
and  s,  and,  also,  according  to  the  roughness  of  the  wetted  perimeter. 
The  value  of  c  has,  therefore,  to  be  found  empirically  for  every  particu- 
lar class,  size  and  slope  of  conduit. 

17.  The  Kutter  Formula.  —  Various  improvements  in  the  Chezy 
formula  have  been  suggested.  The  formula  proposed  by  the  Swiss 
engineers  Ganguillet  and  Kutter  in  1869,  based  upon  a  careful  study 
of  all  experimental  data,  which  were  then  available,  is  used  very  much 
for  flow  of  water  in  open  canals,  aqueducts  and  pipes.    This  formula, 
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which  is  called  in  the  United  States,  for  brevity's  sake,  the  Kutter 
formula,  is  as  follows: 


V  = 


41.65  H :: f- 


n 


1  +  (41.65 +  5:552§l\n 


rs 


y/rs 


(5) 


where  n  =  coefficient  of  roughness,  depending  upon  the  nature  of  the 
wetted  perimeter. 
The  following  table  gives  values  of  n,  found  by  experiments: 

TABLE  XV.  —  COEFFICIENTS  OF  ROUGHNESS   n  IN   THE   KUTTER 

FORMULA 


Description 

Lining 

n 

Open  char 

mel  with  uniform  cross- 

[           ((           ti 

[                     H                    it 
E                      (i                      ii 
i                     it                     (( 
(                      H                      It 
I                    tt                    tt 
E                     ((                     tt 

E                     tl                    It 

;,  new  and  extra  smootl 
"      "    smooth 

-sections .... 
tt 

•  ■   •   • 

•  •  •   • 

■  •  •   • 

•  •  •   ■ 

■  •  •   • 

•  •  •   • 

•  •   •   • 

tt 

•  •  •   ■ 

1 

Planed  timber 

Neat  cement 

Unplaned  timber 

Brickwork 

0.009 
0.010 
0.012 
0.013 

((                ( 
((                ( 

<<                ( 

Large  pipe 

Rubble  masonry 

Firm  gravel 

Ordinary  earth 

Earth  with  stones, 

^reecis,  eiic. ........ 

Earth  or  gravel  in 

bad  condition 

Cast  iron 

0.017 
0.020 
0.025 

0.030 

0.035 
0.011 

H                 11 

Cast  iron  or  wood . . . 
Sheet  steel 

0.0125 

tt           tt 

riveted 

0.0140 

Of  late  years  a  great  many  experiments  have  been  made  on  the  flow 
of  water  through  various  kinds  of  channels  and  pipes.  Many  valu^  of 
n  for  use  in  the  Kutter  formula,  based  upon  these  experiments,  are 
given  by  Etcheverry.*  The  following  tables  have  been  prepared  from 
these  data: 


*  "Irrigation  Practice  and  Engineering,"  by  B.  A.  Etcheverry,  Vol.  II,  pp. 
48-55. 
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TABLE  XVL  —  COEFFICIENTS  OF  ROUGHNESS  n  IN  THE 

KUTTER  FORMULA 

I.   For  Unlined  Canals  in  Earth  or  Rock 


Material  of  canal  bed  and  sides 


(b) 


1.  Indurated  clay,  brule  clay,  or  soft  shale 

2.  Coated  with  a  heavy  laver  of  silt  or  sediment 

3.  Stiff  tenacious  clay;  volcanic  ash  soil,  hardpan 

4.  Clay  loam;    worn    smooth  adobe;    firm  sandy  coarse  soil; 

cemented  gravel;  compact  small  gravel 

5.  (a)  Sandy  and  clay  loam  soils;  volcanic  ash  soils 

(6)  Newly  cleaned,  plowed  and  harrowed 

6.  (a)  Mixed  compact  gravelly  soil  or  gravel,  varying  up  to 

about  3  ins.  in  diameter;   loose  sandy  soils,  forming 

sand  dunes  or  ripples  on  the  bottom 

In  sandy  loam,  qt  clay  loam 

(c)  Loose  slate  or  shale  rock,  with  projections  3  to  6  ins. .  . 

7.  (a)  Loose,  large  size  gravel  up  to  6  ins.  in  diameter;  disin- 

tegrated rock  or  rough  hardpan,  with  small  scattered 

fragments 

(6)  Earth  below  average  fair  conditions 

8.  (a)  Rough  gullied  hardpan,  with  eroded  irregular  cross-sec- 

tion, blast  holes;    seamy  granite,  or  broken  slate, 

with  projections  of  3  to  12  ins 

(h)  Earth  in  poor  condition 

9.  (a)  Earth  in  poor  condition 

(6)  Large  size  loose  gravel  and  cobbles 

10.   (a)  Rough  scoured  beds,  cross-section  about  half  filled  with 

aquatic  plants 

(6)  Uneven  surfaces  of  loose  large  size  cobbles 

(c)  Grass  and  brush  slopes 

IL   Bottoms  entirely  covered  with  dead  moss,  or  entirely  grass- 
lined  

12.  In  very  poor  condition 

13.  In  extremely  bad  condition 


Condi- 
tion 


a 
a 
h 

c 
d 


e 
f 


g 


h 
I 

i 


k 
I 


0.0150 
0.0160 
0.0175 

0.0200 
0.0225 
0.0225 


0.0250 
0.0250 
0.0250 


0.0275 
0.0275 


0.0300 
0.0300 
0.0350 
0.0350 

0.0400 
0.0400 
0.0400 

0.0500 
0.0750 
0.1000 


a.  In  excellent  condition,  with  well  graded,  smooth  surfaces,  or  worn  smooth  by  the  water;  uniform 
cross-section  and  regular  alignment;  free  from  sand,  gravel,  pebbles  and  vegetation. 

b.  In  good  condition,  with  well  graded,  smooth  surfaces;  uniform  cross-section  and  regular  align- 
ment; free  from  gravel,  cobbles,  pebbles,  and  vegetation. 

c.  In  good  average  condition;  uniform  cross-section  and  regular  alignment;  free  from  large  gravel; 
with  little  loose  gravel,  pebbles  or  sand;  practically  free  from  seed  and  moss. 

d.  In  average  condition;  small  variations  in  cross-sections  and  fairly  regular  alignment;  small  amount 
of  gravel,  or  a  few  small  cobbles;  few  aquatic  plants,  thin  growth  of  grass  along  edges  and  a  little  moss. 

e.  In  average  fair  condition;  waving  banks  with  vegetation  in  the  shallow  water  near  the  edges. 

/.  In  a  little  below  average  fair  condition;  with  overhanging  sodded  banks,  roots  or  weeds  along  the 
edges,  trailing  in  the  water. 

g.  Variations  in  cross-section  with  eroded  indentations  on  the  sides,  and  either  with  scattered  rocks 
or  a  few  cobbles  or  loose  gravel  on  the  bottoms;  or  with  considerable  weeds  or  vegetation  on  the  sloping 
banks. 

h.  Irregular  cross-section  with  few  aquatic  plants  and  moss  on  the  bed  and  overhanging  trailing  weeds, 
or  vegetation  on  the  sides  and  moss. 

k.  Thick  vegetation  on  the  banks  trailing  in  the  water,  and  dense  growth  of  aquatic  plants  on  the 
bottoms. 

/.  For  canals  with  channels  completely  filled  with  cat  tails,  scattered  willows,  and  trailing  moss,  with 
considerable  dead  water. 
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//.   Concrete-lined  Canals 


Kind  of  lining 


1.  (a)  Lining  with  smooth  hard  mortar  finish  like  side-walk 

surface 

(6)  Wet  mortar  poured  between  forms  of  matched  lumber, 
and  painted  or  troweled  smooth  with  cement  mortar . 

2.  (a)  Lining  built  of  separate  sections  or  slabs  cast  in  steel 

forms  and  joined  in  place 

(6)  Lining  built  without  forms,  but  screeded  with  rich  grout 
to  true  surface 

3.  Lining  built  with  forms  and  partly  troweled  or  floated  with 

cement  mortar 

4.  Lining  built  without  forms,  screeded  to  true  surface  and 

floated  to  give  fairly  smooth  sand  finish 

5.  Lining  built  with  forms  of  planed  lumber,  partly  roughened 

in  construction,  not  plastered  or  grouted 

6.  Lining  built  with  forms  of  rough  lumber,  no  other  finish 

7.  Lining  built  without  forms,  rough  construction,  with  wavy 

surface  made  fairly  smooth  by  tamping  with  the  back  of 
shovel 

8.  Lining  as  in  (7),  but  with  considerable  sand  or  gravel  in  the 

bottom,  or  as  in  (5)  and  (6),  with  slime  or  moss  deposit.  . 


n 


0.012 

0.012 

0.0125 

0.0125 

0.013 

0.014 

0.015 
0.016 

0.017 
0.018 


a.  Long  tangents;  no  curves  for  velocities  exceeding  4  ft.  per  second,  and  flat  tapered  curves  for  veloci- 
ties less  than  4  ft.  per  second. 

b.  Alignment  conditions  slightly  inferior  to  a. 

c.  Alignment  conditions  slightly  inferior  to  b. 


III.   Wooden  Flumes 


Kind  of  material 


1.  Lined  with  new  surfaced  lumber,  in  ejtcellent  condition 

2.  Lined  with  new  surfaced  lumber,  in  excellent  condition 

3.  (a)  Lined  with  surfaced  lumber  in  average  good  condition; 

straight 

(6)  Lined  with  rough  lumber,  worn  smooth  by  sediment 
and  fine  sand  in  water;  straight 

4.  Lined  with  surfaced  lumber  in  poor  condition , 

5.  Lined  with  new  rough  lumber 

6.  (a)  Wooden  lining  in  poor  condition 

(6)  Roughly  asphalted,  or  projecting  caulking 

(c)  Thickly  slimed 

7.  Lined  with  wood,  floor  neatly  covered  with  sediment,  sand 

gravel  or  scattered  rocks;  or  with  considerable  slimy 
moss 


Condi- 
tion 


a 
h 


c 
d 
e 


n 


0.0115 
0.0125 

0.0130 

0.0130 
0.0150 
0.0160 
0.0180 
0.0180 
0.0180 


0,020 


a.  Longitudinal  boards;  smooth  battens  or  smooth  joints  with  no  projecting  caulking;  straight  align- 
ment; no  silt  or  deposit. 

6.  Slightly  inferior  to  (a),  or  with  flat  curves  or  change  in  alignment  by  small  angles,  or  straight  with 
smooth  coat  of  tar;  no  silt  or  deposit. 

c.  Straight,  no  silt  or  deposit. 

d.  Over  10  years  old,  or  with  numerous  changes  in  alignment  made  by  sharp  angles  with  short  tangents 
(200  ft.  or  less),  or  with  old  transverse  flooring. 

e.    Not  worn  smooth,  or  with  many  short  tangents. 

In  all  cases  where  there  is  a  deposit  of  sand,  gravel,  cobbles  or  rock,  the  value  of  n  given  in  the  abova 
table  is  limited  to  velocities  of  less  than  3  fc.  per  second. 
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IV.  Semicircular  Sheet  Steel  Flumes* 


Kind  of  lining 

Number  of 
experiment 

Velocity  in  feet 
per  second 

Average 
value  of  n 

1.  Countersunk  joints,  flush  with  inner  surface. 

2.  With  projecting  bands  or  ribs  at  each  joint. . 

3.  With  projecting  bands  or  ribs  at  each  pint . . 

4.  With  projecting  bands  or  ribs  at  each  joint . . 

5.  Corrucated  sheets 

8 
4 
4 
5 
3 

1.66-6 

Under  2 

2.00-3.50 

1.91 

0.0115 

0.013 
0.016 
0.018 
0.022 

*  No  silt  or  sediment  on  the  lining. 

While  the  Kutter  formula  is  quite  complicated,  its  use  can  be  much 
facilitated  by  diagrams  and  tables.  It  is,  also,  used  in  the  following 
simplified  form,  in  which  6  =  coeificient  of  roughness,  varying  from 
0.12  to  2.44.     For  ordinary  brickwork  h  =  0.35. 

'O  =   — — 7=  Vrs.  (6) 

lb  +  V  rj 

18.  The  Bazin  Formtila.  —  In  1865  the  French  engineer  Bazin 
proposed  a  formula  for  the  flow  of  water  in  open  channels.  In  1897  he 
improved  this  formula  to  agree  with  the  additional  experimental  data 
which  were  then  available.     The  improved  Bazin  formula  is  as  follows: 

87 


V 


0.552  + 


m 


yfr 


V 


rs, 


(7) 


where  m  =  coefficient  of  roughness. 

This  formula  is  simpler  than  Kutter's,  and  is  independent  of  the  slope. 
The  following  table  gives  values  of  m  to  be  used  in  the  Bazin  formula. 

TABLE     XVII.  —  COEFFICIENT  OF  ROUGHNESS  m  FOR  THE  BAZIN 

FORMULA 


Nature  of  channel  lining 


Planed  timber  or  smooth  cement 

Unplaned  timber,  well-laid  brick  or  concrete . . . 
Ashlar,  good  rubble  masonry  or  poor  brickwork 

Earth  in  good  condition 

Earth  in  ordinary  condition 

Earth  in  bad  condition 


m 


0.06 

0.16 

0.46 

0.85 

1.30 

1.75 

19.   Dr.    Lampe's   Formula.  —  For   conduits   lined    with   smooth 
concrete  or  brickwork,  this  formula  gives  good  results.     It  is  as  follows: 

I?   =    167.89  r«.694s0.655^  (g) 

This  formula  agrees  very  closely  with  the  gaugings  made  in  the  New 
Croton  Aqueduct,  which  is  a  brick-lined  conduit,  having  a  horseshoe 
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section,  equivalent  in  flowing  capacity  to  a  circular  section  of  14  ft. 
diameter.  For  the  greater  part  of  its  length,  the  conduit  is  built  on  a 
grade  of  0.7  ft.  per  mile,  and  is  not  under  pressure. 

20.  Maximum  Permissible  Velocities  in  Conduits.  —  Most  waters 
that  are  conveyed  in  conduits  carry  at  times  more  or  less  sand  or  silt  in 
suspension,  and  wash  gravel  or  stones  along  their  beds.  If  the  velocity 
of  the  current  is  too  small,  sediment  is  deposited  in  the  bottonx  or  on  the 
sides  of  the  conduit.  If  the  velocity  is  too  great,  the  matter  suspended 
in  the  water  or  washed  along  will  erode  the  bottom  and  sides  of  the  con- 
duit. The  channels  should,  therefore,  be  so  designed  that  the  velocities 
of  the  currents  will  be  kept  within  certain  minimiun  and  maximiun  veloc- 
ities. 

Sedimentation  will  not  take  place  to  any  extent,  where  the  mean 
velocity  of  the  current  is  about  2  to  3  ft.  per  second,  and  such  a  velocity 
will,  also,  prevent  the  growth  of  aquatic  plants  in  the  water  channel. 
The  following  table  gives,  according  to  Etcheverry,*  the  maximum  mean 
velocities  which  are  safe  against  erosion. 

TABLE  XVIII.  — MAXIMUM  MEAN  VELOCITIES  SAFE  AGAINST 

EROSION 


Material 


Very  light  pure  sand  of  quicksand  character 

Very  light  loose  sand 

Coarse  sand  or  light  sandy  soil 

Average  sandy  soil 

Sandy  loam 

Average  loam,  alluvial  soil,  volcanic  ash  soil 

Firm  loam,  clay  loam 

Stiff  clay  soil,  ordinary  gravel  soil 

Coarse  gravel,  cobbles,  shingles 

Conglomerates,  cemented  gravel,  soft  slate,  tough  hardpan, 

soft  sedimentary  rock 

Hard  rock 

Concrete 


Mean  velocity  in  feet 
per  second 


0.7&-  1.00 

1.00-  1.50 
1.50-  2.00 
2.00-  2.50 
2.50-  2.75 
2.75-  3.00 
3.00-  3.75 
4.00-  5.00 
5.00-  6.00 

6.00-  8.00 
10.00-15.00 
15.00-20.00 


21.  The  Flow  of  Water  through  Covered  Masonry  Conduits.  — 
The  formulas  given  for  open  channels  can  be  used  for  covered  masonry 
conduits,  but  when  the  conduit  is  under  pressure^  the  value  of  s  must 
be  determined  by  dividing  the  total  available  head*  between  any  two 
given  points  by  the  length  of  the  conduit  between  these  points,  measured 
along  the  axis  of  the  conduit. 

When  the  conduit  is  not  under  pressure  —  that  is,  when  the  water  sur- 
face is  always  below  the  crown  of  the  cover  —  the  maximum  discharge 
occurs  when  the  conduit  is  not  quite  full,  as  proved  on  page  33. 
*  Etcheverry's  "Irrigation  Practice  and  Engineering,"  Vol.  II,  p.  57. 
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22.   Maximum  Discharge  of  a  Circular  Gravity  Conduit.  —  In  Fig.  3, 
assuming  the  conduit  not  to  be  under  pressure, 
let: 

A  =  water  area; 
p  =  wetted  perimeter; 
r  =  radius  of  the  conduit; 
6  =  central  angle  subtended  by  water  sur- 
face. 

A  __r^r/(y  £i\  _i     '    Q]       Fig.  3. — Maximum  Dis- 

A  =-^[{2t-  8)  +  sm^J.  ^i^j.gg  ^jf  ^  Gravity 

,^  .  Aqueduct. 

p  =  r(27r-  6). 

The  hydraulic  radius  =  ^  =  P^""  "/-V'"^ '  ^^^ 

Applying  the  differential  calculus,  we  find  that  the  hydraulic  radius, 

and  consequently  the  discharge  of  the  conduit,  will  be  a  maximum  when 

6  =  51°  48'.    The  maximum  theoretical  flow  in  the  circular  conduit 

will,  therefore,  occur,  when  the  depth  of  water  =  1.899  r,  or,  practically, 

r 
when  the  water  surface  is  ir^  from  the  crown  of  the  intrados  of  the  arch. 

Owing  to  disturbing  conditions,  such  as  eddies  in  the  water,  adhesion  of 
the  water  to  the  wetted  perimeter,  slight  irregularities  in  the  masonry 
lining,  etc.,  formula  (9)  will  not  always  be  found  to  be  absolutely  correct 
in  practice. 
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FLOW  OF  WATER  THROUGH  PIPES 

23.  Flow  of  Water  through  Circular  Orifices.  —  When  water  Sows 
through  a  vertical  or  horizontal  circular  orifice  in  a  thin  wall,  it  contracts 
first,  and  then  expands,  as  shown  in  Fig.  4.  The  jet,  where  it  has  its 
smallest  diameter,  is  called  the  contracted  vein  (vena  contracta). 
Numerous  experiments  have  been  made  to  determine  the  area  of  the 
contracted  vein  and  its  distance  from  the  inner  surface  of  the  wall  in 
which  the  orifice  is  made,  and  the  discharge  of  the  jet.  The  distance 
from  the  inner  surface  of  the  wall  to  the  contracted  vein  is  usually  0.50 
to  0.80  of  the  diameter  of  the  orifice,  and  the  mean  value  of  the  discharge 


V/ 
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Fig.  4.  —  Flow  of  Water  Through  a  CiTcular  Orifice. 

is  about  0.62  of  the  theoretical  discharge.    The  discharge  from  the  orifice 
may,  therefore,  be  expressed  by  the  following  formula: 


(10) 


where  Q  =  discharge,  in  cubic  feet  per  second; 
A  =  area  of  the  orifice,  in  square  feet; 
C  =  coefficient  of  dischai^  =  0.62; 
H  =  head  in  feet  on  center  of  orifice. 

24.   The  loss  of  head  caused  by  the  flow  of  water  through  a  circular 

orifice  in  a  thin  waQ  can  be  computed  as  follows: 

34 


(11) 
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Let  H  =  head  to  center  of  orifice; 

V  =  actual  mean  velocity  at  the  orifice; 

C  =  coefficient  of  discbarge,  assumed  at  0.62. 
Theoretically  we  should  have  V  =  y/2gH. 
We  finS  by  experiments  V  =  C  >/2gH. 

Hence^  =  C*H,  aud  H  =  ^^ 
2g  '  2gC* 

V 
If  there  were  no  loss  of  bead,  we  would  have  H  =  -^ — 

We  have,  therefore:  Loss  of  head  ff  —  C*H  =  (1  —  C)  ff,  or  expressed 
in  terms  of  the  velocity  bead 

2fflc*" 

25.  Flow  of  Water  through   Short  Cylindrical  Tubes.  —  If  we 

substitute  for  a  circular  orifice  a  short  cylindrical  tube,  having  its  inner 
surface  flush  with  the  inner  surface  of  the  wall,  and  a  length  of  2  to  3  times 
its  diameter,  the  discharge  will  be  increased.  The  jet  will  be  at  first 
contracted,  as  with  an  orifice,  but  as  the  jet  expiinds  and  fills  the  tube 
the  air  around  the  contracted  vein  becomes  entrained,  and  the  area  at 
the  contracted  vein  expands  so  that  the  ratio  of  its  area  to  that  of  the 
tube  becomes  about  0,815.  The  formula  of  discharge  for  a  short  cylin- 
drical tube  becomes,  therefore,  using  an  averse  value  for  the  coefficient 

of  discharge,  

Q^0.8l5AV2gH.  (12) 

If  the  short  tube  is  made  bell-shaped  (Fig.  5),  so  as  to  conform  to  the 
paths  made  by  the  particles  of  water  in  ap- 
proaching the  contracted  vein,  the  coefficient 
of  discharge  for  the  smaller  area;  of  the  tube 
becomes  almost  unity. 

26.  Loss  of  Head.  —  When  water  flows 
through  a  short  cylindrical  tube,  the  loss  of 
head  may  be  computed  by  formula  (11),  by 
making  C  =  coefficient  of  discharge  for  short 

cylindrical  tubes,  assumed  usually  at  0.82.    By      -p^^  5 Bell-shaped 

using  this  value  we  get  Tube. 


Loss  of  head 


.:^C_J_-,'\=na«7i?. 


.)=  0.487  i^^.  (13) 


The  head  lost  by  the  flow  through  a  short  cylindrical  tube  is,  therefore, 
practiaiUy  half  of  the  head  causing  the  actual  velocity  V. 

27.  Flow  of  Water  through  Long  Pipes.  —  When  the  length  of  a 
pipe  is  more  than  3  or  4  times  its  diameter,  the  resistance  to  flow,  caused 
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by  the  roughness  of  the  inner  surface  of  the  pipe,  has  to  be  taken  into 
consideration.  Experiments  have  shown  that  this  resistance,  called 
friction,  varies  directly  as  the  length  of  the  pipe  and  the  square  of  the 
velocity,  and  inversely  as  the  diameter.  It  depends  to  a  great  degree 
OH  the  character  of  the  inside  of  the  pipe.  The  smoother  it  is,  the  less 
the  friction  will  be.  The  resistance  in  pipes,  called  friction,  includes, 
besides  the  friction  proper  between  the  water  and  the  sides  of  the  pipes, 
which  depends  upon  the  viscosity  of  the  water,  the  loss  of  energy  result- 
ing from  eddies,  caused  by  irregularities  in  the  inner  surface.  If  curves 
or  gates  occur  in  the  pipe,  they  will  cause  additional  loss  of  head.  It 
has  been  found  by  experiments  that  for  a  length  of  3  to  4  diameters  from 
the  inlet  the  flow  in  the  pipe  is  similar  to  that  in  a  short  tube,  that  is,  the 
water  forms  first  a  contracted  vein  and  then  dilates,  so  as  to  fill  the  whole 
pipe.    A  certain  amount  of  head  is  lost  at  the  entrance  of  a  long  pipe,  as 

at  that  of  a  short  tube.    A  part  of  the  available  head,  equal  to  ^  is 

consimied  in  generating  the  velocity  of  the  water  flowing  in  the  pipe.  If 
we  represent  the  total  available  head  by  If,  and  the  various  sub-heads 
required  to  overcome  different  resistances  by: 

A«  =  entry  head;  h^  =  velocity  head; 
hf  =  friction  head;  he  =  head  lost  on  curves; 
and    hg  =  head  lost  at  gates,  etc.,  we  shall  have: 

H  =  K  +  K  +  hf  +  hc  +  hg.  (14) 

The  last  two  subdivisions  of  head  are  usually  included  in  the  friction 
head. 

It  is  rational  to  suppose  that  the  loss  of  head  at  the  inlet  of  a  long  pipe 
will  be  similar  to  that  which  occurs  at  a  short  tube,  although  less  in 
amount,  on  account  of  the  slower  velocity  in  a  long  pipe,  compared  with 
that  of  a  short  tube.  It  may,  therefore,  be  expressed  by  equation 
(11),  according  to  which 


\C'      V  2  g 


Loss  of  head 

g 

where  C  =  coefficient  found  by  experiment,  equal  to  0.82  for  flush  ends, 

and  0.95  to  0.995  for  curved  ends. 
Taking  the  usual  case  of  the  end  of  the  pipe  being  flush  with  the  side 
of  the  water  basin,  we  get,  including  he  and  hg  in  h/i 

ff  =  1.5J!l+A^.  (15) 

^  Q 

In  long  pipe  lines  A«  and  hv  are  very  small,  so  that  practically  the 
whole  head  may  be  considered  as  being  consumed  in  overcoming  the 
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friction  in  the  pipe.     The  formula  for  the  flow  in  long  pipes  is,  therefore, 
generally  written 

where  h  =  total  head;  /  =  a  friction  factor,  found  by  experiment;  I  = 
length  of  pipe;  and  d  =  diameter  of  pipe.     From  this  equation  we  obtain, 

pUtcing  c  for  the  constant  \  —f' 


/2^ 


^^  =  c\/~  (17) 


28.  Formulas  for  Flow  in  Long  Pipes.  —  A  great  many  empirical 
formulas  for  calculating  the  average  velocity  of  water  flowing  through  a 
long  pipe  have  been  devised.  Hem-y  Pitot,  a  French  scientist,  weU 
known  as  the  inventor  of  the  Pitot  tube,  was  the  first  to  investigate  the 
flow  of  water  through  pipes.  He  proved,  about  1728,  that  the  resistance 
to  flow  was  inversely  as  the  diameter.  The  first  gaugings  of  the  dis- 
charge of  water  pipes,  of  which  we  have  any  record,  were  made  in  France, 
prior  to  1732,  by  Couplet  at  Versailles.  Similar  gaugings  on  the  flow 
through  pipes  were  made  by  Bossut  at  Meziferes,  France.  Based  upon 
the  experiments  of  Couplet  and  Bossut,  and  some  of  his  own,  Du- 
buat  was  the  first  to  propose  a  formula  for  the  flow  of  water  through 
pipes.  Expressed  in  French  inches,*  which  were  used  prior  to  the  intro- 
duction of  the  metric  system,  it  was  as  follows: 


,J  =  133.6,fl— f212/.  (18) 

Chezy,  Eytelwein,  Prony,  Weisbach,  Hagen  and  other  prominent 
hydraulicians  endeavored  to  find  better  formulas  for  the  flow  of  water  in 
pipes,  using  all  available  data,  but  the  laws  of  the  flow  of  water  in  pipes 
were  not  clearly  imderstood,  until  Henri  Darcy  made  for  the  French 
Government  in  1852-57  his  famous  experiments  on  flow  of  water  through 
pipes.  Darcy  gauged  the  flow  through  new  and  old  pipes  of  iron,  lead, 
glass,  and  asphalt,  having  diameters  of  0.0122  to  0.50  meters  (0.48  to 
19.68  ins.)  and  a  length  of  100  meters  (328  ft.).  The  velocities  of  flow 
varied  in  these  experiments  from  0.16  to  5.0  meters  (0.52  to  16.  4  ft.)  per 
second.  Darcy  discovered  from  his  gaugings  the  important  fact  that 
the  resistance  to  flow  in  a  water  pipe  depends  largely  upon  the  smooth- 
ness of  the  wetted  perimeter.  Based  upon  his  experiments,  Darcy 
obtained  a  formula,  which  has  been  extensively  used,  and  is  correct 

♦  1  French  foot  =  12  French  inches  =  0.3248  meter. 
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within  the  limits  of  his  experiments,  i.e.,  for  pipes  less  than  19.68  ins. 
in  diameter.     It  is 

where  d  is  the  diameter,  and  a  and  b  are  constants  having  the  follow- 
ing values  for  English  units: 

For  new  cast  iron  pipes  a  =  0.00007726;  b  =  0.00000647. 

For  old  or  rough  iron  pipes  a  =  0.0001545;  b  =  0.00001294. 

Darcy  died  in  1858,  before  his  reports  on  his  experiments  were  com- 
pleted. His  work  was  continued  by  his  assistant  Henri  Bazin,  who 
modified  Darcy's  formula  for  flow  in  pipes. 

Other  modern  formulas  for  flow  in  pipes  have  been  proposed  by  L6vy, 
Gauckler,  Vallot,  Flamant,  Ganguillet  and  Kutter,  Dr.  Lampe,  Manning, 
Prof.  Unwin,  etc.* 

The  complicated  form  of  most  of  these  formulas  has  led  some  engineers 
to  use  very  extensively  the  simple  Chezy  formula  (p.  27) : 

V  =  c  Vrs.  (4) 

As  already  stated,  the  main  objection  to  this  formula  is  the  fact  that  the 

value  of  c  varies  with  r,  s  and  the  character  of  the  wetted  perimeter. 

In  1854  Hagen  proposed  the  following  equation  for  expressing  the  flow 

of  water  in  pipes: 

V  =  cr^s^^  (20) 

where  r  =  mean  hydraulic  radius;  s  =  sine  of  the  hydraulic  slope;  and 
o,  &,  and  c  are  numbers,  found  empirically,  which  remain  constant  for  a 
given  class  of  pipe  or  channel.  A  number  of  modern  formulas  for  flow 
in  pipes  are  based  upon  Hagen's  equation.  The  principal  of  these  for- 
mulas are  given  in  the  following  table,  and,  also,  a  formula  devised  by 
the  author  in  collaboration  with  Albert  Ahrens,  Jr.  M.  Am.  Soc.  C.  E. 

TABLE    XIX.  —  EXPONENTIAL    FORMULAS    FOR    FLOW    IN    CLEAN 

CAST  IRON  PIPES 


Aijthority 

Formula 

St.  Venant 

V  =  C7*.683s0.683 

Lampe 

«;  =  125.67  rO«»*sO.»B 

Flamant 

t;  =  141 .  72  r^-m^'Sn 

Williams  and  Hazen 

t;  =  171.5r0-«3s0-" 

Williams 

t;  =  171. Ot^-^^-^ 

Barnes 

V  =  174.1rO-7»s0.629 

Wegmann  and  Ahrens 

V  =  182.5  rO-^sO-*» 

G.  Darius,  ''Calcul  des  Conduites  d'Eau,"  pp.  15-23,  Paris. 


FLOW  THROUGH  WOODEN  PIPES 


39 


The  last  of  the  formulas  in  Table  XIX  was  obtained  by  the  author 
and  Mr.  Ahrens  after  a  careful  study  of  260  experiments  on  the  flow  of 
water  through  clean  cast  iron  pipes.  In  using  these  experiments,  they 
were  weighted,  according  to  the  care  and  accuracy  with  which  they  were 
made,  the  completeness  of  the  data  given,  and  the  experience  of  the 
exp>erimentcr.  The  author  ho^es  to  explain  soon  the  details  of  how 
the  formula  was  derived,  in  a  paper  to  be  presented  to  the  Ameri- 
can Society  of  Civil  Engineers.  The  formula  proposed  by  Wegmann 
and  Ahrens  will  be  found  to  agree  more  closely  with  the  weighted  experi- 
ments than  any  of  the  others  given  in  Table  XIX. 

29.  Flow  through  Wooden  Pipes.  —  E.  A.  Moritz,  Assoc.  M.  Am. 
Soc.  C.  E.,  made  careful  tests  of  the  flow  of  water  through  wood-stave 
pipes.  For  the  Kutter  formula  he  found  the  following  values  for  the  co- 
efficient of  roughness  n.* 

TABLE  XX.  —  VALUES  OF  n  FOR  USE  IN   KUTTER^S  FORMULA  FOR 

WOOD  STAVE  PIPE 


Diameter, 

Year  of 
experiment 

Velocity  in  feet  per  second 

inches 

0.5 

1.0 

2.0 

3.0 

4.0 

4 

- 

0.0117 
0.0105 
0.0103 
0.0103 

0.0111 
0.0107 
0.0102 
0.0105 

0.0115 
0.0103 

0.0128 
0.0114 
0.0108 

0.0109 
0.0107 

0.0104 
0.0106 
0.0100 
0.0102 

0.0111 
0.0095 

0.0122 
0.0109 
0.0108 

0.0105 
0.0120 
0.0109 
0.0113 

0.0099 

6!6i66 

0.0109 
0.0091 

oioios 

0.0106 

0.0103 
0.0126 
0.0105 
0.0110 

0.0096 

5 

6 
6 

Mean    6 

8 

1909 
1910 

1909 
1910 

0.0107 

8 

Mean    8 

12 

0.0110 

0.0130 
0.0118 
0.0104 

0.0112 
0.0096 

0.0089 

14 

14 

Mean  14 

18 

1909 
1910 

22 

55i 

1909 

65i 

1910 

0.0118 

0.0108 

Mean  55? 

Based  upon  the  experiments  recorded  in  the  above  table,  Mr.  Moritz 
proposed  the  following  exponential  formulas  for  the  flow  through  wood- 
stave  pipes: 

F  =  1.72  Z)o-7 /f  0-656,  (21) 

where  V  =  velocity  in  feet  per  second; 
D  =  diameter  of  pipe  in  inches; 
H  =  friction  loss  in  feet  per  1000  ft. 

*  Trans.  Am.  Soc.  C.  E.,  1911,  LXXIV,  p.  411;  Eng.  Record,  December  13,  1913, 
p.  667. 
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According  to  Mr.  Moritz,  the  above  formula  is  correct  within  10  per 
cent  for  velocities  ranging  from  0.5  to  6.0  ft.  per  second. 

30.  Loss  of  Head  on  Curves  and  Bends.  —  The  first  experiments 
on  the  additional  loss  of  head  caused  in  a  water  pipe  by  curves  were  made, 
about  1777,  by  Bossut  *  with  a  pipe  0.09  ft.  diameter  and  about  53  ft. 
long.  Bossut  tried  to  find  the  diminished  discharge  of  a  pipe,  caused  by 
laying  it  in  a  serpentine  line,  instead  of  straight.  Dubuat  (1786),  Ven- 
turi  (1797),  and  Rennie  (1831)  also  made  experiments  on  the  resistance 
caused  by  curves  in  pipes. 

Weisbach  undertook  a  series  of  experiments  to  ascertain  the  losses  of 
head  due  to  elbows  and  curves  in  small  pipes,  less  than  2  ins.  in  diameter. 
He  found  that  elbows  caused  much  greater  resistance  to  flow  than  curves, 
and  that  the  resistance  due  to  change  of  direction  decreases,  as  the 
diameter  of  the  pipe  increases.  Expressing  the  loss  caused  by  curves  in 
pipes  by 


h  =  n 


2g' 


(22) 


the  values  of  n  for  different  ratios  of  radius  of  the  pipe  to  the  radius  of 
curvature  were  found  by  Weisbach  to  be  as  follows: 

COEFFICIENTS  OF  RESISTANCE  CAUSED  BY  CURVES  IN  PIPES 


5="-^ 

0.2 

0.3 

0.4 

0.5 

0.6 

0.7 

0.8 

0.9 

1.0 

n  =  0.13 

0.14 

0.16 

0.21 

0.29 

0.44 

0.66 

0.98 

1.41 

1.98 

Note.  —  r  =  radius  of  pipe;  R  —  radius  of  curve. 

In  1888  John  R.  Freeman,  M.  Am.  Soc.  C.  E.,  investigated  the  effect 
of  curves  in  lines  of  fire  hosef  2.49  and  2.64  ins.  in  actual  diameter.  The 
curves  were  complete  circles,  2,  3,  and  4  ft.  in  diameter.  Expressing  the 
resistance  caused  by  the  curve  by  the  formula 


h=fi 


I  »' 


d2g' 


(23) 


where  h  =  head  lost  on  account  of  the  curve;  /  =  coefficient  of  friction; 
I  =  length  of  pipe;  d  =  diameter  of  pipe;  v  =  velocity  in  the  pipe. 
The  results  obtained  by  Freeman  were  as  follows,  R  representing  the 
radius  of  the  curve: 


*  "The  Foundation  of  Our  Knowledge  of  Hydraulic  Curve  Resistance,"  by 
Gardner  S.  Williams,  M.  Am.  Soc.  C.  E.,  in  The  TechniCj  1899,  p.  48. 
t  Trans.  Am.  Soc.  C.  E.,  1889,  XXI,  p.  363. 
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For  Hose  J  2.49  Ins,  in  Diameter 


f  =  19.2 

14.4 

9.6 

/       0.0033 

0.0034 

0.0048 

For  the  Hose,  2.64  Ins.  in  Diameter 

f  =16.2 
a 

13.6 

8.1 

/=    0.0036 

0.0046 

1 J 1 

0.045 

31.  G.  S.  Williams,  C.  W.  Hubbell,  and  G.  H.  Fenkell  made  care- 
ful observations*  in  1897-1901  on  the  loss  of  head  due  to  90-degree 
curves  on  a  line  of  new,  tar-coated  30-in.  cast  iron  pipe,  which  forms 
part  of  the  distribution  system  of  Detroit,  Mich.  Similar,  though 
less  extensive  observations,  were  made  later  by  these  engineers  on 
curves  in  lines  of  16-  and  12-in.  cast  iron  pipes.  The  mean  velocity 
of  the  water  in  the  different  pipes  during  the  experiments  was  as 
follows: 

For  30-in.  pipe  0  to  3.5  ft.  per  second;  16-in.  pipe  0  to  5.8;  12-in.  pipe 
0  to  4.8. 

From  these  experiments,  which  were  made  with  great  care,  WilUams, 
Hubbell,  and  Fenkell  came  to  the  conclusion  that  curves  of  short 
radius,  down  to  a  limit  of  about  2^  diameters,  offer  less  resistance  to 
the  flow  of  water  than  do  those  of  longer  radius,  and  hence  that  the 
theories  and  practices  regarding  curve  resistance,  as  set  forth  in  the  hy- 
draulic treatises  of  all  nations  up  to  the  time  of  these  experiments,  were 
incorrect.  They  also  found  that  the  effects  of  disturbances  of  the  flow 
of  water  in  pipes  are  transferred  for  many  diameters  beyond  the  point 
where  the  interference  occurs. 

Denoting  by  R  the  radius  of  the  curve,  and  by  D  the  inner  diameter 
of  the  pipe,  the  relative  increased  loss  of  head  due  to  curves,  in  a  length 
of  80  diameters,  including  the  curves,  was  found  to  be  as  follows: 


30-/n.  Pipe 

R 

2 

14 

2i 
13 

3 
14 

4 

18 

5 
24 

10 
50 

15 
67 

20 
80 

25 

D ■ 

Per  cent  increase  in  loss  of  head 

93 

*  Trans.  Am.  Soc.  C.  E.,  1902,  XLVII,  pp.  1-196. 
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12-In. 

Pipe 

R 

1.08 

2 

3 

4 

D 

Per  cent  increase  in  loss  of  head 

24.6 

10.8 

17.1 

19.1 

The  conclusion  of  Williams,  Hubbell,  and  Fenkell  ''that  curves  of 
short  radius,  down  to  a  limit  of  about  2^  diameters,  offer  less  resist- 
ance to  the  flow  of  water  than  do  those  of  longer  radius  "  is  not  in  accord- 
ance with  the  careful  experiments  made  subsequently  by  A.  V.  Saph  and 
E.  W.  Schoder,  George  J.  Davis,  Jr.,  and  by  Arthur  W.  Brightmore. 

32.  Saph  and  Schoder's  experiments  on  the  resistance  on  ctirves  in 
pipes  were  begun  in  1901  at  the  Cornell  University  Hydraulic  Labora- 
tory, while  the  experimenters  were  still  students.  Their  attention  was 
directed  toward  this  line  of  experimentation  by  Prof.  Gardner  S.  Wil- 
liams, in  charge  of  the  laboratory,  who  was  one  of  the  engineers  who  made 
the  above-mentioned  Detroit  experiments. 

The  first  object  of  Saph  and  Schoder  was  "to  find  out,  by  means  of 
Pitot  tube  traverses  whether  the  normal  conditions  of  flow  of  water  in 
pipes  were  altered  by  passage  around  a  curve,  and  in  what  manner  the 
altered  conditions  resimaed  again  the  normal  in  the  succeeding  tangent." 
Along  with  this,  they  planned  to  perform  comprehensive  experiments  in 
the  loss  of  head  due  to  180-degree  curves  of  various  radii.  The  first 
tube  experimented  on  was  a  2-in.  drawn  brass  pipe.*  They  found  from 
148  Pitot  tube  traverses  that  the  disturbances  caused  by  a  smooth  curve 
is  not  of  the  highly  complex  and  indefinite  nature,  ordinarily  ascribed 
to  it,  and  that  the  point  of  maximum  velocity  is  merely  shifted  towards 
the  converse  side  of  the  pipe,  this  shifting  causing,  of  necessity,  a 
variation  in  the  shape  of  the  velocity  contours.  In  normal  flow  in  a 
straight  pipe,  these  contours  are  concentric  circles.  The  change  in 
their  shape  caused  by  a  curve  is  shown  in  Fig.  6,  in  which  a  symmetry 
about  a  horizontal  axis  exists,  as  might  have  been  expected.  The  ex- 
periments showed  that  most  of  the  distortion  occured  in  the  first  quad- 
rant, and  comparatively  little  in  the  second  (Fig.  7). 

Thinking  that  large  piezometric  errors  were  involved  in  the  Detroit 
experiments,  Saph  and  Schoder  undertook  in  1907  a  series  of  experi- 
ments on  curve  resistance  in  a  6-in.  wrought  iron  pipe  at  the  Cornell 
Hydraulic  Laboratory.!  These  experiments  contradict  the  general 
conclusions  reached  by  Williams,  Hubbell,  and  Fenkell  from  the  Detroit 
experiments.     Saph  and  Schoder  found  that  for  velocities  of  3-5  ft.  per 

*  Trans.  Am.  Soc.  C.  E.,  1902,  XLVII,  p.  295. 
t  Trans.  Am.  Soc.  C.  E.,  1909,  LXIl,  pp.  67-96. 
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second  the  loss  of  head  due  to  the  curve  was  about  the  same  for  all  radii, 
but  when  the  velocity  was  increased  up  to  16  feet  per  second,  the  loss  of 
head  was  increased  by  diminishing  the  radius. 

33.  Arthur  W.  Brightmore,  M.  Inst.  C.  E.,  experiments  on  ciure 
resistance  •  were  made  with  clean  cast  iron  pipes,  3,  4,  and  6  ins.  in 
diameter.    In  order  to  reproduce,  as  nearly  as  possible,  the  condition 


Fig.  6.  —  Velocity  Contours  Just  Beyond  180°  Curve,  in  2-iDch  Brass  Pipe. 
(Average  Mean  Velocity,  4.840  ft.  per  second,  sbown  by  brokea  line.) 

of  a  cast  iron  pipe,  which  has  been  cleaned  and  from  which  the  coating 
has  been  removed,  Brightmore  took  uncoated  pipes,  and  allowed  their 
inner  surfaces  to  become  rusted,  but  not  tuberculated.  He  first  deter- 
mined the  coefficients  in  the  Chezy  formula  for  these  pipes  for  straight 
lengths  of  50  ft.,  which  were  as  follows; 

For  3-in.  pipe,  c  =  41.3;  for  4-in,  pipe,  c  =  47.5;  for  6-iQ.  pipe,  c  = 
50.6. 

*  Proc  lost  C  E.,  1907,  CLXIX,  p.  315. 
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The  results  of  the  experiments  on  curve  resistance,  which  are 
given  in  Fig,  8,  are  very  similar  to  those  obtained  by  Saph  and 
Schoder. 

34.  George  J.  Davis,  Jr.,  Assoc.  M.  Am.  Soc.  C.  E.,  experiments 
on  curre  resistance  were  made  in  1908  at  the  Hydraulic  Laboratory 
of  the  University  of  Wisconsin.*  The  experiments  were  made  with  lap- 
welded  wrought  iron  or  steel  pipes,  2^^  ins.  in  diameter.  All  of  the 
curves  made  a  turn  of  90  degrees,  and  had  radii,  ranging  from  0.788  to 
10.00  times  the  diameter  of  the  pipe.  The  results  obtained  were  similar 
to  those  shown  in  the  experiments  of  Saph  and  Schoder  and  of  Bright- 
more. 

36.  Morrell's  Conclusions  about  Curve  Resistance.  —  An  interest- 
ing study  of  the  results  obtained  in  the  various  experiments  on  the  loss  of 
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head  caused  by  curves  was  made  by  Ben  Morrell,  Assistant  Engineer  on 
the  Water  Works  of  St.  Louis,  Mo.f  From  the  data  of  the  experiments 
of  Weisbach,  Saph  and  Schoder,  Davis  and  Brightmore,  he  plotted  for 
each  velocity  the  losses  of  head  found  in  the  different  experiments. 
From  the  diagrams  thus  obtained  (Figs.  9  to  15),  he  assembled  the  aver- 
age lines  in  Fig.  14,  together  with  interpolated  values  up  to  velocities  of 
16  ft.  per  second.  All  the  data  plotted  in  Figs.  9  to  12  inclusive  are  for 
bends  of  90  degrees. 

Mr.  Morrell  did  not  include  the  experiments  made  by  Williams, 
Hubbell,  and  Fenkel  in  his  diagrams  for  the  following  reasons: 

1 .  The  extreme  smallness  of  the  measured  losses,  combined  with  the 
comparatively  low  velocities  available  (the  greatest  being  about  3,5  ft. 


•  Trans.  .\m.  Soc.  C.  E.,  1909,  LXII,  pp.  97-112. 
t  £«*.  JVcws,  Feb.  17,  1916,  p.  302. 
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per  second  in  the  30-in.  pipe),  would  tend  to  magnify  losses  due  to  other 
eflfects  than  curvature. 

2.  The  up-stream  piezometers  were  placed  where  they  would  be 
affected  by  curves  in  the  previous  section. 

3.  The  downnstream  piezometers  were  placed  too  near  to  the  point  of 
tangency  of  a  curve,  to  measure  the  total  loss. 

For  a  curve  of  180  degrees,  Saph  and  Schoder  found  that  very  little 
distortion  takes  place  in  the  second  quadrant  of  the  curve.  According 
to  Weisbach's  experiments,  adding  90  degrees  to  a  90-degree  curve  of  the 
same  radius  only  increased  the  resistance  about  40  per  cent.  The  in- 
creased resistance  was  probably  due  to  the  greater  length  of  pipe  over 
which  the  maximimi  velocity  was  shifted  toward  the  wall,  increasing 
thus  the  frictional  loss. 

Weisbach  also  found  that  when  a  tangent  was  introduced  between 
two  curves  turning  in  the  same  direction,  the  loss  of  head  due  to  the 
second  curve  was  increased  because,  as  soon  as  the  water  reaches  the 
tangent,  the  distortion  begins  to  become  less.  The  water  has,  there- 
fore, not  only  to  be  redistorted  in  the  second  curve,  but  energy  is  also 
absorbed  in  the  readjustment  in  the  tangent.  If  the  tangent  between 
the  curves  is  so  short,  that  the  distortion  caused  by  the  first  curve  is 
not  entirely  eliminated,  the  full  loss,  due  to  the  two  curves,  will  probably 
not  occur.  This  question  has,  however,  not  yet  been  settled  by  experi- 
ments. 

When  a  reversal  of  curvature  takes  place,  the  loss  which  would  nor- 
mally occur  in  the  down-stream  tangent  of  the  first  curve  is  evidently 
eliminated.  On  the  other  hand,  a  loss  of  energy  will  take  place  on 
account  of  the  sudden  shifting  of  the  position  of  maximum  velocity,  with 
the  accompanying  eddy  action,  from  one  side  of  the  pipe  to  the  other. 
Until  experiments  show  what  the  true  loss  is  for  this  case,  it  would  seem 
best  to  assume  that  the  loss  on  a  reverse  curve  is  equal  to  that  of  the  two 
separate  curves.  Saph  and  Schoder  found  in  their  experiments  on  a  6-in. 
pipe  that  the  condition  of  curve  distorted  flow  disappeared  in  a  distance 
of  76  diameters  down-stream  from  the  point  of  tangency.  Morrell 
recommends,  however,  in  the  case  of  a  conduit  operating  at  flow-line 
grade,  to  distribute  the  lost  head  due  to  curvature,  as  additional  grades 
from  the  point  of  curve  to  the  point  of  tangency.  This  will  cause  a  por- 
tion of  the  straight  conduit  below  the  curve  to  be  under  a  sUght  head,  if 
it  is  assimied  to  be  flowing  full. 

Based  upon  his  studies,  Morrell  suggests  the  following  rules  for  com- 
putations: 

1.  For  bends  of  90  degrees  the  lost  head  is  to  be  obtained  from  the 
curves  shown  in  Fig.  14. 
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2.  For  various  other  bends  allow  as  follows : 

For  22J-degree  bend  allow  i  of  loss  of  OO-d^ree  curve  of  eame  radius. 
For  45-deg;ree  bend  allow  }  of  loee  of  90-d^;ree  curve  of  same  radius. 
For  ISS-degree  bend  allow  ^  of  loss  of  90-degree  curve  of  same  radius. 

3.  The  tangents  connecting  the  curves,  turning  in  the  same  or  in 
opposite  directions,  should  be  as  short  as  possible. 

4.  The  curve  compensation  in  the  case  of  a  conduit  operating  at  flow- 
hne  grade  should  be  distributed  as  additional  grade  from  the  point  of 
curve  to  the  point  of  tangency. 

While  the  conclusions  of  Morrell  are  based  to  a  large  extent  upon  ex- 
periments made  on  comparatively  small  pipes,  they  seem  justified  by 
the  existing  data,  and  may  be  accepted  until  experiments  on  larger  pipes 


C  —  Throttle-valve. 


shed  more  light  on  the  intricate  subject  of  loss  of  head  occasioned  by 
curves  in  pipes. 

36.  Loss  of  Head  in  Gate-valves.  —  In  1842  Weisbach  published 
the  results  he  had  obtained  in  experiments  on  the  losses  of  head  caused  by 
small  gate-valvea,  stop-cocks  and  throttle-valves.  These  experiments 
appear  to  have  been  the  first  of  their  kind.    Weisbach  expressed  this 

loss  by  the  formula  h  =  n  ^r—,  in  which  h=  head  lost;  v  =  velocity  per 

second  in  the  pipe;  g  =  32,2;  and  nisacoefficient  determined  by  experi- 
ment. 

Fig.  15  shows  the  three  kinds  of  valves  with  which  Weisbach  made 
his  experiments:  A  shows  sliding  gate- valves ;  Sis  a  stop-cock;  and  C  is  a 
throttle-valve  or  circular  disc  revolving  on  an  axis.  The  values  of  n  for 
these  three  types  of  stop-gates,  placed  in  small  pipes,  less  than  2  ins.  in 
diameter,  were  found  by  Weisbach  to  be  as  follows: 
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TABLE  XXI.  —  WEISBACH'S  COEFFICIENTS  OF  RESISTANCE  FOR 
GATE-VALVES,   ETC.,   FOR  CYLINDRICAL  PIPES 

Small  Gate-valves 


Ratio  bf  height  o"  opening  to  diam- 
eter  

Ratio  of  cross-sections 

Coefficient  of  resistance  n 


0 

1 

8 

i 

i 

i 

5 

8 

f 

1.00 

0.95 

0.86 

0.74 

0.61 

0.47 

0.32 

0.00 

0.07 

0.26 

0.81 

2.06 

5.52 

17.0 

0.16 
98.0 


Small  Stop-cocks 


Angle  that  the  cock  is  turned 

Ratio  of  cross-sections 

Coefficient  of  resistance  n. .  .  . 


5° 
0.93 
0.05 


10° 
0.85 
0.29 


15° 
0.77 
0.75 


20° 

0.69 

1.56 


25° 
0.61 
3.10 


30° 

0.54 

5.47 


35° 
0.46 
9.68 


Angle  that  the  cock  is  turned 

Ratio  of  cross-sections 

Coefficient  of  resistance  n. .  .  . 


40° 
0.39 
17.3 


45° 
0.32 
31.2 


50° 
0.25 
52.6 


55° 
0.19 
106 


60° 

0.14 

206 


65° 
0.09 
486 


821° 
0 


Small  Throttle-valves 


Angle  that  the  valve  is  turned 

Ratio  of  cross-sections 

Coefficient  of  resistance  n 


5° 
0.91 
0.24 


10° 
0.83 
0.52 


15° 
0.74 
0.90 


20° 

0.66 

1.54 


25° 
0.58 
2.51 


30° 

0.50 

3.91 


35° 

0.43 

6.22 


Angle  that  the  valve  is  turned 

Ratio  of  cross-sections 

Coefficient  of  resistance  n 


40° 
0.36 
10.8 


45° 
0.29 
18.7 


50° 
0.23 
32.6 


55° 
0.18 

)8.8 


60° 

0.13 

118 


65° 

0.09 

256 


70° 

0.06 

751 


90° 
0 

00 


The  values  given  by  the  above  tables  are  only  correct,  when  the  water, 
after  passing  the  contracted  orifice,  fills  the  pipe  again.  This  requires  a 
certain  length  of  pipe  at  the  outlet  side  of  the  gate-valve,  etc. 

No  other  results  of  similar  experiments  were  published,  until  Emil 
Kuichling's  paper  on  "  Loss  of  Head,  from  the  Passage  of  Water  through 
a  24-inch  Stop-valve"  appeared  in  1892.*  Kuichling's  experiments 
were  made  with  great  care,  and,  as  might  be  expected,  give  different 
results  than  those  obtained  by  Weisbach  with  small  gate-valves. 

In  1892  J.  Waldo  Smith,  M.  Am.  Soc.  C.  E.,  made  experiments  on  the 
loss  of  head,  caused  by  a  30-in.  gate-valve.f  The  following  table  gives 
the  values  of  the  coefficient  c  in  the  formula  Q  =  cA  V2  gh  as  deduced 
by  Kuichling  from  these  two  sets  of  experiments.  In  this  formula  Q  = 
volume  discharged;  A  =  area  of  opening;  h  =  head  lost  in  the  valve. 

TABLE  XXII.  —  COEFFICIENTS  FOR  LARGE  GATE-VALVES 


Ratio  of  height  of  opening  to  diameter 
Ratio  of  area  of  opening  to  total  area. 

Coefficient  c  for  24-in.  valve 

Coefficient  c  for  30-in.  valve 


0.05 
0.05 
1.7 
1.2 


0.10 
0.10 
1.0 
0.9 


0.20 
0.23 
0.72 
0.83 


0.30 
0.36 
0.70 
0.82 


0.40 
0.48 
0.77 
0.84 


0.50 
0.60 
0.92 
0.90 


0.60 
0.71 
1.2 
1.05 


0.70 
0.81 
1.6 
1.35 


0.80 
0.89 

2!i* 


*  Trans.  Am.  Soc.  C.  E.,  1892,  XXVI,  pp.  439-452. 
t  Ibid.,  1895,  XXXIV,  pp.  235-243. 
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In  1899  some  experiments  on  the  flow  through  various  kinds  of  small 
valves  were  made  by  Prof.  W.  jT.  Magruder  of  the  Ohio  State  Univer- 
sity.* Where  wide  open,  the  coefficients  of  discharge  for  gate-valves 
were  found  to  be  0.5  to  0.7,  and  for  globe-valves  they  were  0.3  to  0.4. 

37.  Head  Lost  by  Abrupt  Enlargement  or  Contraction  of  Section.  — 
If  an  abrupt  change  is  made  in  the  cross-section  of  a  conduit  conveying 
water,  either  by  enlarging  or  contracting  it  (Figs.  16  and  17),  a  certain 
loss  of  head  will  occur.  Theoretical  formulas  for  these  losses  are  to  be 
found  in  all  books  on  hydraulics,  but  there  are  not  enough  experimental 
data  at  hand  for  a  practical  formula.  If  the  change  of  area  is  made 
gradually  —  as  by  a  reducer,  in  the  case  of  a  pipe  —  the  loss  of  head, 
where  such  changes  occur,  will  be  trifling.  This  course  should,  there- 
fore, always  be  followed  in  practice,  if  possible. 

An  interesting  series  of  tests  on  the  loss  of  head,  due  to  sudden  en- 
largement in  circular  pipes,  was  made  by  W.  H.  Archer,  in  1912,  at  the 
Hydraulic  Laboratory  of  the  University  of  California,  t    Mr.  Archer 
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Fig.  16.  —  Enlargement  of  Pipe 
Section. 
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Fig.  17.  —  Contraction  of  Pipe 
Section. 


gives  the  theoretical  formula  for  the  loss  of  head,  caused  by  the  enlarge- 
ment as 


h 


_  fvi  -  V2y 


(24) 


or  in  another  form. 


2g\        (hi 


(25) 


where    h  =  theoretical  lost  head,  in  feet  of  water,    due   to  sudden 

enlargement; 
Vi  =  velocity  in  feet  per  second,  at  outlet  of  smaller  pipe; 
V2  =  velocity  in  feet  per  second,  in  large  pipe,  at  section  where 

the  pressure  per  square  inch  is  a  maximmn; 
g  =  32.2; 

Oi  =  cross-sectional  area,  in  square  feet,  at  outlet  of  smaller  pipe; 
02  =  cross-sectional  area,  in  square  feet,  where  the  maximum 
pressure  per  square  inch  occurs. 

*  Eng.  Record,  June  24,  1899,  p.  78. 

t  Trans.  Am.  Soc.  C.  E.,  1913,  LXII,  p.  999. 
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The  pipes  experimented  on  were  smooth  braes  pipes,  4  ft.  long. 
The  ends  were  machined  square  and  even,  and  the  pipes  wetB  connected 
with  ca^t  iron  flanges,  bolted  together  with  gaskets  between.  The 
results  obtained  were  as  follows; 

For  the  head  actually  lost  on  account  of  the  enlargement,  the  formula 
becomes 


A-  1, 


h  - 


Pi'"' 

1.098  ^i^ 
B  fa  -  !>)■ 
2»        ' 


1  -  ^'1     ,  (26) 

(27) 
(28) 


where  B  is  a  variable  coefficient,  ranging  in  the  experiment  from  0.754 
to  1.225. 

The  distance  of  maximum  pressure  from  the  plane  of  enlargement, 
denoted  by  X,  was  found  to  be  given  by  the  following  formula: 

X  =  1.45  (ds  -  di)**,  (29) 


w//////m 


Fig.  18. 


where  (fe  and  di  are  respectively  the  diameters  of  the  large  and  of  the 
small  pipe  in  inches. 

36.  Hydraulic  Gradient.  —  Fig.  18  shows  a  straight  horizontal  pipe 
C,  drawing  water  from  a  reservoir  R.  Small  vertical  pipes  P,  Pi,  Pj, 
etc.,  called  piezometers,  are  attached  to  the  main  pipe  at  regular  inter- 
vals, the  first  piezometer  P  being  placed  at  the  reservoir.  The  pipe  has 
a  gate  G  at  its  end. 

If  the  gate  is  closed,  the  water  in  all  of  the  piezometers  will  stand  in 
the  horizontal  line  AB  at  the  level  of  the  water  in  the  reservoir.  If  the 
gate  is  opened  wide,  the  water  in  the  different  piezometers  will  drop  to 
the  inclined  line  aG  which  is  called  the  hydraulic  gradient.  The  distance 
Aa  from  the  surface  in  the  reservoir  to  the  be^^nning  of  the  hydraulic 
gradient  is  the  head  lost  in  "^ocity  of  the  water  in  the 

pipe  and  in  overcoming  *jioe.    The  diffa«nce 
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between  Pp  and  Pipi  represents  the  loss  of  head  caused  by  the  friction 
of  the  water  in  the  pipe  between  piezometers  P  and  Pi.  As  the  latter 
loss  is  directly  proportional  to  the  length  of  the  pipe,  the  line  aG,  to 
which  the  water  in  the  different  piezometers  rises,  must  be  straight.  If 
the  gate  is  now  partially  closed,  the  water  will  stand  higher  in  the 
different  piezometers,  and  the  hydraulic  gradient  will  assume  some 
intermediate  position  a'G'  between  the  line  aG  for  open  gate  and  the 
horizontal  line  AB,  approaching  the  latter  more  and  more,  as  the  gate 
is  gradually  closed. 

Should  a  curve,  gate,  reduction  or  enlargement  of  diameter  occur  in  the 
pipe-line  between  any  two  consecutive  piezometers,  there  will  be  an 
additional  loss  of  head,  which  will  cause  the  hydraulic  gradient  to  be  on  a 
steeper  slope  between  these  piezometers  than  between  the  others.  The 
hydraulic  gradient  thus  becomes  a  broken  line. 


Fig.  19. 


In  actual  practice,  a  pipe  line  will  have  both  horizontal  and  vertical 
curves,' gates,  changes  of  diameter,  etc.,  and  the  hydraulic  gradient  will, 
therefore,  be  an  imaginary  broken  hne,  vertically  above  the  pipe,  to 
which  the  water  in  the  pipe  would  rise  at  any  given  point,  if  a  piezom- 
eter were  attached  there. 

Occasionally  a  pipe  will  be  laid  so  as  to  rise  at  one  or  more  points 
above  the  hydrauUc  gradient  (Fig.  19).  In  such  cases  the  water  is 
carried  over  the  rise  at  C  by  siphonic  action,  providing  the  height  s  is 
less  than  that  of  a  column  of  water,  equal  to  the  atmospheric  pressure. 
Theoretically,  s  should  not  exceed  34  ft.,  but  practically  it  should  be 
less  —  say  about  20-24  ft.  —  depending  upon  the  velocity  of  the  water, 
the  tightness  of  the  joints,  etc.  At  C  a  minus  pressure,  i.e.,  suction, 
would  occur. 

If  s  is  greater  than  34  —  or,  in  actual  practice,  more  than  about  24  ft. 
—  the  water  will  not  be  siphoned  above  the  hydraulic  gradient.  In  such 
a  case  the  discharge  of  the  portion  of  the  pipe  AC  would  have  to  be  com- 


54  FLOW  OF  WATER  THROUGH  PIPES 

puted  as  taking  place  under  the  head  A,  which  would  be  the  difference 
in  level  between  the  water  surface  in  the  reservoir  and  the  center  of  the 
pipe  at  C.  From  C  to  G,  owing  to  the  steepness  of  the  grade,  the  pipe 
would  only  be  partially  full.  In  other  words,  the  discharging  capacity 
of  the  pipe  from  A  to  C  would  not  be  as  great  as  from  C  to  G. 

When  a  pipe  conveys  water  from  a  reservoir  to  another,  having  its 
water  surface  at  a  lower  level,  the  total  head  acting  on  the  pipe  will  be 
the  difference  in  the  elevations  of  the  surfaces  of  the  two  reservoirs. 


PART  II 
DESIGN  AND  CONSTRUCTION 


CHAPTER  IV 

WOODEN  PIPES 

39.  Water  Pipes.  —  The  earliest  pipes  for  conveying  water  con- 
sisted of  stone  blocks  through  which  cyUndrical  holes  were  cut.  Earthen 
pipes,  generally  encased  in  masonry,  were  also  used.  Lead  pipes  were 
extensively  employed  by  the  Romans  for  distributing  water,  and,  also, 
as  inverted  siphons  for  crossing  valleys.  In  the  Middle  Ages  bored 
logs  or  lead  pipes  were  used  for  conveying  water. 

Modern  water  pipes  are  made  of  cast  iron,  wrought  iron,  steel,  lead, 
wood,  vitrified  clay,  cement  or  concrete.  In  eastern  countries,  bamboos 
are  largely  used  for  water  pipes  of  small  diameter.  Descriptions  of  the 
different  kinds  of  modern  water  pipes  are  given  in  the  following  pages. 

40.  Log  Pipes.  —  About  a  hundred  years  ago,  the  pipes  laid  for 
distributing  public  water  suppHes  consisted  of  logs  of  spruce,  yellow 


Fig.  20. 


Fig.  21. 
Log  Pipes. 


Fig.  22. 


pine,  oak,  tamarack,  about  12  ft.  long  and  12  to  15  ins.  in  diameter,  which 
were  bored  out  to  diameters  of  2  to  6  ins.  The  bark  was  generally,  but 
not  always,  removed  before  the  logs  were  laid.  Originally  the  logs  were 
bored  by  hand,  but  later  machinery  was  invented  for  this  purpose. 
Figs.  20,  21  and  22,  taken  from  Charles  S.  Storrow's  "Treatise  on  Water- 
works,'' Boston,  1835,  show  different  maimers  in  which  the  pipes  were 
joined,  the  most  approved  method  being  by  means  of  an  inner  iron 
ferrule  or  thimble  (Fig.  21).  The  bands  placed  at  the  ends,  to  prevent 
splitting,  were  made  of  bar  iron,  about  1^  by  f  in.  in  size. 

If  placed  in  ordinary  soil,  and  deep  enough  to  be  protected  against 
atmospheric  influence,  log  pipes  will  last  a  very  long  time.  Pipes  of 
this  kind,  which  have  been  dug  up  in  recent  years  in  New  York,  Phila- 
delphia, Boston,  Detroit,  after  having  been  over  a  himdred  years  in  the 
ground,  have  generally  been  found  to  be  perfectly  soimd.  Some  of 
these  log  pipes  taken  up  in  Boston  and  Portsmouth,  N.  H.,  are  said  to 
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be  ovCT  two  hundred  years  old.*  Exeter,  N.  H.,  was  supplied  prior  to 
1886,  by  a  wood  pipe  aqueduct  for  nearly  a  hundred  years.  In  dry 
porous  soil  (gravel,  sand,  etc.),  the  wood  is  apt  to  decay,  unless  it  is  kept 
constantly  saturated. 

The  first  log  pipes  in  America  were  laid  in  1652  for  the  water  works 
of  Boston,  Mass.  They  were  replaced  by  new  log  pipes  about  1796, 
and  some  of  these  pipes  remained  in  service  until  about  1848,  when  they 
were  all  replaced  by  cast  iron  pipes.  In  New  York  and  in  Philadelphia 
the  first  log  pipes  were  laid,  respectively,  in  1774  and  1799.  Detroit, 
Mich.,  had  130  miles  of  small  wooden  water  pipes.  They  were  generally 
made  of  tamarack,  and  bored  for  a  diameter  of  only  2j  ins.  In  1884, 
78  miles  of  these  log  pipes  were  still  in  use  in  that  city.     Log  pipes  were 


Fig.  24.  —Joints  of  WyckoH  Pipe. 

laid  in  Wilmington,  Del.,  about  1816,  and  some  of  them  are  stUl  in  the 
ground. 

After  the  great  fire  that  destroyed  part  of  London,  England,  in  1807, 
log  pipes  were  laid  to  replace  the  lead  pipes,  as  the  latter  were  found  to 
be  melted  by  the  heat  of  the  great  conflagration.  By  means  of  a  special 
machine,  a  number  of  pipes  of  different  diameters  were  obtained  from 
the  same  log,  the  large  core,  cut  out  for  the  biggest  pipe,  serving  as  a 
log  for  the  second  largest  pipe,  etc.  At  one  time  there  were  more  than 
400  miles  of  these  log  pipes  in  London. 

41.  Wyckoff  Water  Pipe.  —  An  improved  kind  of  wooden  water 

pipe  was  invented  in  1855  by  A,  Wyckoff,  of  Elmira,  N,  Y.     It  consists 

of  a  wooden  shell,  bored  and  turned  from  a  solid  log,  and  strengthened 

*  Jour.  New  England  Watrr  Works  Aasoo.,  1916,  XXX,  p.  318. 
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by  a  band  of  iron,  steel  or  bronze,  wound  spirally  around  the  pipe 
(Figs.  23  and  24).  The  outside  of  the  pipe  is  protected  against  corro- 
sion by  an  asphalt  coating,  about  J  in.  thick.  Mr.  Wyckoff  obtained 
in  1855  a  patent  for  an  auger  which  bored  a  log  in  such  a  manner  that 
a  number  of  concentric  pipe  shells  could  be  obtained  from  the  same  log. 
At  first  these  pipes  were  principally  sold  in  the  mining  districts  of 
Pennsylvania,  where  pipes  of  iron  or  steel  were  quickly  corroded  by  the 
acids  contained  in  the  waters  of  the  mines,  and  they  were  only  made  to 
resist  low  pressures.  By  gradual  improvements  in  the  manufacture, 
especially  by  the  invention  of  a  machine  with  an  automatic  brake  for 
applying  the  band  under  the  required  tension,  these  pipes  are  now  made 
for  bearing  any  pressure  up  to  172  Iba.  per  sq.  in.,  and  are  used  in  the 
distributing  system  of  some  water  works. 


"^ 


Fig.  25.  —  Cast  Iron  Specials  for  Wyckoff  Pipe, 

The  Wyckoff  pipes  arc  now  made  in  lengths  up  to  12  ft,,  with  inner 
diameters  of  2  to  6  ins.  For  low  pressure,  each  length  of  pipe  has  a  3- 
or  4-in.  tenon  at  one  end,  according  to  the  size  of  the  pipe,  and  a  corre- 
sponding mortise  at  the  other  end.  A  tight  joint  is  secured  by  driving 
the  pipes  together  with  a  ram.  For  high  pressures,  some  manufacturers 
bore  a  mortise  at  each  end  of  the  pipe,  and  the  joints  are  made  by  means 
of  wood  thimbles,  8  inches  long,  which  fit  into  the  mortises.  These 
thimbles,  which  are  used  only  for  pipes  2  to  4  ins.  in  diameter,  are 
usually  made  of  thoroughly  seasoned  white  pine,  and  have  a  diameter 
\  in.  larger  than  the  diameter  of  the  mortise. 

The  bands  have  widths  of  1  to  2  ins.,  and  various  thicknesses,  accord- 
ing to  the  pressure  which  is  to  be  resisted.  They  are  wound  so  as  to 
have  0  to  3  ins.  between  the  spiral  wrappings,  according  to  the  strength 
required.     The  bands  are  usually  made  of  No.  14,  16  or  18  g^uge 
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Bessemer  steel  having  a  tensile  strength  of  70,000  lbs.  per  aq.  in.    For 

pipes  which  are  to  convey  mineral  water,  containing  large  quantities  of 

compounds  of  sulphur,  the  bands  are  made  of  Tobin  bronze.    The  pipes 

intended  for  high  pressure  are  all  tested  for  200  lbs.  per  sq.  in.,  before 

,-'*v>  leaving  the  shop.     Iron  specials  (Fig,  25) 

'^""'^''"^    "  are  generally  used  with  the  Wyckoff  pipe, 

but  for  low  pressures  the  tees  and  crosses 

are  made  of  wood  (Fig,  26).    Curved  pipes 

are  usually  made  by  heading  mortise  and 

tenon  on  pipes  slightly  o£f  center  so  that 

when  two  pipes  are  driven  together  they 

form  a  slight  angle.     Short  pipes  are  gener- 
FiQ.  26.  —  Wooden  Special.        „  ,,       ,,.  j   u      .u 

ally  used  for  this  purpose,  and  by  the  use 

of  from  4  to  6  short  curves  a  rights-angle  turn  can  be  accomplished. 

42,  Machine-made  Wood-stave  Pipe.  —  The  Wyckoff  pipes,  made 
of  solid  logs,  were  limited  originally  to  sizes  having  inner  diameters  of 
about  10  ins.  Owing  to  the  difficulty  of  getting  large  logs,  these  solid 
pipes  are  now  only  made  up  to  6  ins.  in  diameter,  and  larger  pipes  are 
made  of  staves,  somewhat  hke  a  barrel.  Pipes  of  this  kind  have  been 
used  for  penstocks  since  about  1S50,  but  in  all  of  these  cases  the  staves 
were  put  together  in  the  trench. 

In  1860  Mr,  Wyckoff  began  to  make  wood-stave  pipes  in  his  factory 
at  Elmira,  N.  Y.  The  staves  are  of  selected  Canadian  white  pine,  and 
are  passed  through  a  machine  which  planes  the  inner  and  outer  faces  to 
circular  lines,  and  makes  the  edges  radial.  At  the  same  time,  the  ma- 
chine cuts  a  double  groove,  j  in.  wide  and  \  in.  deep,  into  one  edge  of 
each  stave,  and  two  tongues,  ^  in.  wide  by  ^  in.  high,  into  the  othw 
edge.  When  the  staves  are  banded  together,  the  tongues,  which  are 
a  trifle  larger  than  the  grooves,  are  squeezed  into  the  latter,  thus  mak- 
ing water-tight  joints.  The  tongues  and  grooves  are  cut  |  in,  from  the 
outer  and  inner  face  of  the  stave.  The  pipes  are  banded  with  flat  steel 
bands,  wound  spirally  around  the  pipe,  under  suSicient  tension  to  draw 
the  staves  closely  together.  The  sizes  of  band  used,  and  the  spacing, 
are  fixed  by  the  pressure  that  is  to  be  resisted.  After  the  staves  have 
been  properly  banded,  one  end  of  each  pipe  is  recessed  by  a  suitable 
machine,  and  the  other  end  is  turned  into  a  conical  tenon,  which  fits 
into  the  recess  of  the  adjoining  pipe.  The  pipes  are  united  by  simply 
driving  them  tightly  together.  The  swelling  of  the  wood  at  the  joint, 
when  saturated,  makes  the  pipe  perfectly  water-tight. 

As  the  life  of  a  wooden  pipe  subjected  to  pressure  v/ill  evidently 
depend  upon  that  of  the  steel  baud,  great  pains  have  been  taken  by  the 
manufacturers  to  coat  the  bands,  as  also  the  whole  exterior  surface  of 
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the  pipe,  with  a  durable  water-proof,  strongly  adhesive  material,  which 
will  not  become  soft  in  summer,  nor  brittle  in  winter.  This  coating, 
which  is  appUed  at  a  temperature  of  250-300*^  Fahrenheit,  consists  of 
solid  bitumen,  produced  by  distilling  Texas  oil  or  the  residuum  of  this 
oil,  at  the  same  time  blowing  air  through  the  heated  Uquid.  The  oxidiz- 
ing effect  of  the  air  turns  the  liquid  residuum  into  a  soUd,  which  forms 
an  excellent  coating  for  the  wooden  pipes.  While  this  coating  is  still 
soft,  the  pipes  are  rolled  on  to  a  table  covered  with  sawdust,  which 
adheres  to  the  hot  coating  and  prevents  it  from  being  knocked  oflF  or 
abraded  during  transportation. 

43.  Advantages  of  Wooden  Pipes.  —  Wooden  pipes  have  the  fol- 
lowing advantages,  compared  with  metal  pipes,  which  may  often  make 
it  advisable  to  give  them  the  preference: 

1.  They  can  be  laid  more  cheaply,  as  they  do  not  have  to  be  leaded, 
caulked,  etc.       > 

2.  They  can  be  laid  in  a  wet  trench  as  well  as  in  a  dry  one. 

3.  Their  trench  can  be  shallow,  as  wood,  being  a  poor  conductor  of 
heat,  is  a  protection  against  freezing. 

4.  Owing  to  the  elasticity  of  the  wood,  there  is  less  likelihood  of 
bursting,  on  account  of  freezing  or  water-hammer. 

5.  They  are  more  durable  than  iron  pipes  in  alkalme  soil. 

6.  As  they  do  not  become  tuberculated,  their  discharge  remains 
constant. 

7.  They  are  easily  tapped  for  service  pipes. 

8.  They  are  not  Uable  to  electrolysis.  - 

For  mains  12  ins.  or  more  in  diameter,  wooden  pipes,  including  the  cost 
of  laying,  are  considerably  cheaper  than  those  made  of  cast  iron,  wrought 
iron  or  steel.  For  small  distributing  pipes,  6  or  8  ins.  in  diameter,  the 
difference  in  cost  is  not  so  great. 

44.  Tapping  Wooden  Mains.  —  Wooden  mains  are  tapped  in  the 
following  manner:  A  hole  is  bored  in  the  wooden  shell  with  an  extension 
bit  to  within  a  quarter  of  an  inch  of  the  inside  of  the  pipe.  A  brass 
corporation  cock,  having  a  long  coarse  thread,  is  screwed  into  the  hole. 
The  remaining  quarter  of  an  inch  of  wood  is  bored  with  a  small  bit, 
while  the  corporation  cock  is  open.  As  the  bit  is  withdrawn,  the  auger 
chips  are  forced  out  by  the  water  pressure.  An  experienced  workman 
will  not  lose  a  quart  of  water  in  making  such  a  connection.  In  tapping 
wooden  pipes,  care  must  be  taken  not  to  damage  the  protective  coating 
of  the  steel  bands.  The  heavy  coating  of  pitch  is  a  good  insulator 
against  electrolysis.  If  electricity  should  reach  the  band  at  any  point, 
on  account  of  the  pitch  coating  being  abraded,  it  cannot  go  far,  as  there 
is  an  inch  space  between  the  bands  at  the  adjoining  ends  of  the  pipes. 
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46.  Wood-stave  Pipes  for  Water  Works.  —  As  already  stated, 
Wyckoff  pipes  were  first  used  in  mines.  In  1860  such  pipes  were  laid 
in  the  distributing  system  of  the  water  works  of  Elmira,  N.  Y.,  under 
pressures  of  35-86  lbs.  per  sq.  in.,  and  some  are  still  in  use  in  that  city. 
In  1872  this  type  of  pipe  was  adopted  for  the  water  works  of  Bay  City, 
=Mich.,  and,  since  then,  it  has  been  used  in  a  number  of  water  works 
in  the  Eastern  and  Middle  States.  The  following  table  gives  the  diam- 
eters of  the  main  pipes  of  some  of  these  water  works,  and  the  heads  to 
which  they  are  subjected. 

TABLE  XXIII.  —  WOOD-STAVE  PIPES  IN  WATER  WORKS 


LooiBklity 


Jaffrey,  N.  H 

Lee,  Mass 

Windber,  Pa 

Butler,  Pa 

Akron,  Ohio 

Riley,  Me 

Elmira,  N.  Y 

Canajoharie,  N.  Y. 

Swanton,  Vt 

Troy,  N.  H 

Houtzdale,  Pa. . . . 


Manufacturer 


A.  Wyckoff  &  Son  Co. 


Michigan  Pipe  Co. 


Diameter  in 

Head  in 

inches 

feet 

30 

200 

f  28 

200 

24 

250 

24 

200 

20 

170 

16 

200 

*   16 

170 

12 

270 

12 

270 

12 

310 

8 

300 

Machine-banded  wood-pipe  has  been  used  extensively  for  municipal 
water  works  in  the  Pacific  Coast  and  Rocky  Mountain  States,  where 
most  towns  of  consequence,  at  some  time,  used  more  or  less  of  this  kind 
of  pipe.  It  has,  also,  been  used  extensively  for  conveying  water  for 
manufacturing  purposes,  for  fire  protection,  and  for  power  plants,  etc. 

46,  The  Michigan  Pipe  Co.,  Bay  City,  Mich.,  has  manufactured 
wooden  pipes  since  1869.  In  1880  this  company  acquired  the  right  to 
manufacture  Wyckoff  pipes.  It  now  makes  pipes,  2  to  48  ins.  in  diam- 
eter and  8  ft.  long,  of  well-seasoned  white  pine  or  tamarack.  The  pipes 
are  wound  spirally  under  heavy  tension  by  machinery,  either  with 
galvanized  steel  wire  or  with  flat  bands.  The  wire-wound  pipes  are 
used  for  heads  up  to  350  ft. 

47.  Manufacturers  of  Machine-banded,  Wood-stave  Pipe.  — 
Besides  the  two  companies  mentioned  above,  the  following  corporations 
are  engaged  in  the  manufacture  of  machine-banded  wood-stave  pipe: 
The  Standard  Wood  Pipe  Co.,  Williamsport,  Pa.;  The  Pacific  Coast 
Pipe  Co.,  Seattle,  Wash.;  The  Pacific  Tank  &  Pipe  Co.,  San  Francisco, 
Calif.;  The  Washington  Pipe  Foundry  Co.,  Tacoma,  Wash.,  and  the 
Portland  Wood  Pipe  Co.,  Portland,  Ore.,  and  Vancouver,  B.  C. 

The  western  manufacturers  usually  band  their  pipes  with  wire,  in- 
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stead  of  using  flat  bands,  owing  to  the  high  price  they  have  to  pay  for 
such  bands.  While  the  wire  corrodes  less  rapidly  than  the  bands,  it 
cuts  deeper  into  the  wood  under  great  pressure,  and  it  is  apt  to  cause 
leakage  at  the  longitudinal  joints,  when  the  pressure  is  reduced.  Some 
of  the  manufacturers  provide  a  tenon  on  each  side  of  the  pipe,  and  make 
the  joints  by  means  of  sleeves.  These  joints  are  said  to  be  stronger 
than  the  tenon  and  mortise  joint,  described  above;  but  it  is  difficult  to 
coat  the  edges  of  the  sleeves  properly,  and  to  keep  them  completely 
saturated  by  the  water  in  the  pipe. 

48.  Lajring  Machine-made  Wood-stave  Pipe.  —  In  transporting 
the  pipes  from  the  mill  to  the  trenches  into  which  they  are  to  be  laid, 
care  must  be  taken  not  to  bruise  the  pipes  or  to  injure  the  tenons  and 
mortises.  The  pipes  should  not  be  exposed  for  any  length  of  time  to 
the  sun  or  wind,  so  as  not  to  shrink  or  be  warped.  This  is  especially  apt 
to  occur  in  pipes  that  are  made  in  moist  regions  and  transported  to  arid 
or  semi-arid  districts.* 

Four  to  eight  men  are  required  for  laying  the  pipes.  The  latter 
number,  provided  with  ropes,  can  easily  lower  a  48-in.  wooden  pipe  into 
the  trench,  without  the  use  of  a  derrick. 

TABLE  XXIV.  —  WYCKOFF  WOOD-STAVE  PIPEf 


Size  of 
pipe  in 
inches 

Outside  diam- 
eter of  pipe  in 
inches 

Weight  per 

lineal  foot  in 

lbs.,  80  lbs. 

pressure 

No.  feet  in 

carload,  40- 

ft.  car 

No.  feet 

2-horse 

truck  can 

haul 

No.  men  used 
in  laying  ex- 
clusive offore- 
man 

No.  feet  these 
men  can  lay  in 
day  of  10  hours 

6 

lOi 

15 

2700 

344 

4 

2000 

8 

12i 

17 

2300 

272 

4 

1900 

10 

m 

23 

1800 

216 

4 

1700 

12 

16i 

25 

1500 

192 

6 

1500 

14 

18i 

31 

1100 

152 

6 

1400 

16 

20J 

33 

900 

144 

6 

1200 

18 

22i 

38 

750 

128 

6 

1000 

20 

24i 

42 

500 

112 

6 

800 

24 

28i 

55 

330 

80 

8 

600 

30 

36i 

90 

225 

64 

8 

450 

36 

42i 

120 

160 

48 

8 

300 

48 

54i 

150 

95 

24 

8 

200 

t  This  pipe  is  now  manufactured  by  A.  Wyckoff  &  Son  Co.,  Elmira,  N.  Y.,  and  by  the  Michigan  Pipe 
Co.,  Bay  City,  Mich. 

Before  joining  the  pipe  to  the  last  one  laid,  it  should  be  carefully 
inspected,  and,  if  any  slight  injury  is  discovered,  the  pipe  should  be 
turned  so  that  the  defective  part  comes  on  top,  where  it  can  be  readily 
repaired,  if  necessary.  The  joints  are  made  by  simply  driving  the  pipes 
together,  a  maul  being  used  for  pipes  up  to  four  inches  in  diameter,  and 
a  ram,  made  out  of  a  square  piece  of  timber,  for  larger  sizes.    A  wooden 

*  Bulletin  No.  165  of  the  U.  S.  Dept.  of  Agriculture,  p.  28. 
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plug  (tampion),  strengthened  by  iron  rings,  is  used  to  protect  the  end  of 
the  pipe,  and  the  driving  is  usually  done  from  the  coupling  or  mortise 
end.  Deflections  of  2  to  6  degrees  per  joint  can  be  made  with  this  kind 
of  pipe.  On  curves,  short  sections  of  pipe  should  be  used.  The  back 
fiUing  should  be  carefully  tamped  or  puddled,  especially  on  curves,  to 
prevent  blowing  out  under  pressure.  Metal  bends  or  plugs  should  be 
well  anchored. 

The  weights  of  machine-made  wood-stave  pipes,  6  to  48  ins.  in  diam- 
eter for  a  pressure  of  80  lbs.,  and  the  cost  of  laying  them,  is  given  by  the 
WyckofiF  Company  in  Table  XXIV. 

The  cost  of  laying  machine-made  wood-stave  pipe,  not  including 
distribution  along  the  trench,  excavation  and  back  filling,  is  estimated 
by  different  manufacturers  of  pipe  as  follows : 


TABLE  XXV.- 


C08T  OF  LAYING  WOOD-STAVE  PIPE 

(Cents  per  lineal  foot) 


,     Diamelff  or  pipe  in  inches 

* 

3 

« 

^ 

.0 

i. 

4 
4 

1 
4 

4 
4 

5 
5 

S 
6 
5 

30 

7 
7 

aa 

4S 

1 
1 

1 
1 

1 

2 
2 

3 
3 

3 
3 

S 
S 

Pacific  Coast  Co.. 

U 

U 

2 

2! 

49.  Continuous  Wood-stave  Pipes.  —  Wood-stave  pipes  were  first 
used  for  penstocks  for  water-wheels.  A  pipe  of  this  kind  was  built  by 
B.  H.  Hull  *  as  early  as  1851,  in  12-ft.  lengths,  of  2-in.  pine  planks,  which 
were  tapered,  so  that  the  sections  could  be  fitted  together  in  stove-pipe 
fashion.  The  pipe  was  banded  with  solid  jX2-in.  wrought  iron  bars. 
In  later  pipes,  which  were  6  to  10  ft.  in  diamfeter,  Mr,  Hull  made  the 
staves  break  joints,  to  make  the  pipes  more  water-tight,  and  he  used 
f  x2-in.  wrought  iron  bars  having  screw  ends,  which  passed  through 
cast  iron  shoes. 

In  1874  J,  T.  Fanning,  M.  Am.  Soc.  C.  E.,  built  a  wood-stave  pipe, 
6  ft.  in  diameter  and  600  ft.  long,  for  a  penstock  at  Manchester,  N.  H,t 
It  was  made  of  4-in.  southern  pine  staves  with  radial  edges.  The  hoops 
were  of  wrought  u-on,  2^  ins.  wide  and  i  to  5  in.  thick,  according  to  the 
pressure.  Each  band  was  made  in  two  pieces,  and  had  two  tightening 
bolts,  opposite  to  each  other.  The  staves  met  at  their  ends  in  butt 
jointp,  which  were  made  tight  by  inserting  in  them  small  pieces  of  hoop- 
*  Eng.  News,  June  20,  1891,  p.  595. 
t  Trans.  Am.  Soc.  C.  E.,  1877,  VI,  p.  69. 
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iron,  f  in.  wide  and  |  in.  longer  than  the  width  of  the  staves.  These 
pieces  of  iron  were  placed  in  saw-kerfs  which  were  cut  in  the  staves. 
The  ends  of  the  iron  plates  were  sharpened  so  as  to  indent  the  sides  of 
the  adjoining  stave.  This  pipe  was  put  into  use  on  July  4,  1874,  the 
maximiun  head  of  water  to  which  it  is  subjected  being  40  ft.  It 
remained  in  service  until  the  fall  of  1912  when  it  was  replaced  by  a 
steel  pipe. 

The  City  of  Toronto,  Canada,  built  a  wood-stave  pipe,  4  ft.  in  diam- 
eter and  7000  ft.  long,  to  carry  water  for  its  domestic  supply  from  a 
filtering  gaUery  on  an  island  in  Lake  Ontario  to  a  pumping  station  on 
the  mainland. 

Denver,  Col.,  is  the  first  place  where  wood-stave  pipes  were  used 
extensively  as  water-mains.  In  constructing  in  1884  a  pipe-line  to  bring 
a  new  water-supply  to  this  city,  C.  P.  Allen,  M.  Am.  Soc.  C.  E.,  Chief 
Engineer  of  the  Citizens  Water  Company  of  Denver,  decided  to  build 
a  48-in.  wood-stave  pipe  for  this  purpose,  as  the  alkaline  soil  of  Colorado 
was  known  to  corrode  wrought  iron  or  steel  pipes  very  rapidly,  and 
as  the  cost  of  cast  iron  was  prohibitory,  Mr.  Allen  took  out,  in  1887,  a 
patent  for  the  design  of  wood-stave  pipes,  adopted  by  him.  Other 
pipe-lines  were  afterwards  built  under  these  patents  for  the  Citizens 
Water  Company  of  Denver,  which  now  owns  about  100  miles  of  wood- 
stave  pipes,  some  of  which  have  been  in  the  ground  for  over  20  years. 
Wood-stave  pipes  were  built  in  other  places,  both  for  water  supply  and 
for  water  power  works. 

In  1909  a  continuous  wood-stave  pipe,  48  ins.  in  diameter  and  25,500 
ft.  long,  was  built  across  a  salt  marsh  to  supply  Atlantic  City,  N.  J., 
with  water.*  Several  lines  of  metal  pipes,  which  had  been  previously 
laid,  had  been  failures. 

A  number  of  large  continuous  wood-stave  pipes  have  been  built  of 
California  redwood  ot  Douglas  fir,  known  also  as  Oregon  or  Washington 
yellow  fir,  in  connection  with  water  power  developments,  t  The  Pacific 
Coast  Pipe  Co.,  of  Seattle,  Wash.,  built  in  1913  for  the  North-western 

*  Jour.  Am.  Soc.  Engineering  Contractors,  1912,  IV,  p.  301. 

t  Fir  is  a  bastard  spruce,  first  named  by  Douglas.  It  is  the  most  conunon  wood 
of  the  Pacific  Northwest,  and  is  known  locally  as  Douglas  fir.  A  distinction  is  some- 
times made  between  yellow  and  red  fir,  but  both  come  from  the  same  kind  of  tree, 
the  former,  which  is  more  common,  being  cut  from  large  trees,  while  the  latter  is 
obtained  from  small  trees.  The  color  is  somewhat  affected  by  exposure  to  the  sim. 
In  California  these  trees  are  called  Oregon  fir.  The  wood  is  strong,  contains  pitch 
in  seams  and  pockets,  and  can  be  obtained  in  pieces  averaging  20  ft.  in  length. 

Redwood  grows  on  the  Pacific  Coast  from  Santa  Cruz  north  into  southern  Oregon. 
Owing  to  the  large  diameters  of  the  trees,  the  logs  are  cut  in  shorter  lengths  than  fir, 
the  average  length  of  the  commercial  timber  being  about  16  ft.  The  wood  is  not 
as  strong  as  fir. 
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Electric  Co.,  of  Portland,  Ore.,  a  continuous  wood-stave  pipe,  13^  feet 
in  diameter  and  about  a  mile  long,  which  is  the  largest  pipe  of  this 
kind  thus  far  constructed.*  Throughout  its  whole  length  the  pipe  is 
laid  on  timber  cradles,  spaced  about  4^  ft.  from  center  to  center. 

The  same  company  built  a  large  wood-stave  pipe  near  Altmar,  N.  Y., 
for  a  subsidiary  of  the  Ontario  Power  Co.,  of  Niagara  Falls,  N.  Y.  For 
3450  ft.  this  pipe  has  a  diameter  of  12  ft.,  and  for  4400  ft.  the  diameter 
is  11  ft.  The  12-ft.  pipe  was  thoroughly  coated  on  the  outside  with 
avenarius  carbolineum,  as  a  precaution  against  decay  spores  getting 
a  start,  during  seasons  of  low  water,  when  there  might  not  be  sufficient 
head  available  to  saturate  the  wood  thoroughly. 

The  Pacific  Tank  and  Pipe  Co.  is  another  western  corporation  engaged 
extensively  in  the  manufacture  of  wood-stave  pipes. 

Wood-stave  pipes  can  be  used  for  crossing  valleys  as  inverted 
siphons,  providing  they  are  not  exposed  to  a  greater  head  than  about 
200-300  ft.  They  have  been  used  in  this  manner  to  carry  the  water  of 
irrigation  canals  across  valleys.  The  West  Side  Irrigation  and  Mining 
Canal  in  Wyoming  and  Colorado  is  carried  across  three  valleys  by 
wooden  siphons,  3  ft.  in  diameter.f  The  canal  of  the  Rio  Grande  Dam 
and  Irrigation  Company  is  continued  across  the  Rio  Grande  River  by 
a  siphon  consisting  of  four  lines  of  50-in.  wood-stave  pipe.f 

Another  use  for  which  stave  pipes  are  well  adapted  is  as  the  out- 
fall of  sewers.  Pipes  of  this  kind,  built  of  creosoted  wood,  have  been 
used  for  this  purpose  in  New  York,  Brooklyn,  and  other  places.  The 
pipe  is  constructed  in  20-ft.  lengths,  which  are  floated  into  position  and 
then  sunk.  A  mouthpiece  of  galvanized  iron  is  provided.  The  pipe 
may  be  given  a  circular  or  elliptical  cross-section. 

50.  Construction  of  Continuous  Wood-stave  Pipes.  —  Great  care 
must  be  exercised  in  the  selection  of  the  timber  for  continuous  stave- 
pipes.  The  staves  are  milled  out  of  commercial  sizes  of  scantling  (1^  to 
3  ins.  thick).  Only  live  wood,  free  from  pitch,  rotten  knots,  shakes, 
cracks  and  other  imperfections  should  be  used  for  this  pin-pose,  and  it 
should  be  thoroughly  seasoned  before  being  milled  into  staves.  Kiln- 
dried  lumber  is  generally  used  for  these  pipes.  The  staves  should  all  be 
straight-grained  and  free  from  warp  or  wind.  They  should  be  strong 
enough  to  resist  crushing  under  a  firm  tensile  strain  on  the  bands,  and 
should  not  become  spongy,  when  saturated.  California  redwood  has 
been  used  largely  for  wood-stave  pipe,  but  good  results  have  also  been 
obtained  with  various  classes  of  pine,  spruce  and  fir.     Both  sides  are 

*  Eng.  Record,  Oct.  11,  1913,  p.  396. 
t  Eng.  News,  July  30,  1896,  p.  66. 
X  Ibid.,  July  15,  1897,  p.  34. 
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cut  to  the  required  curvature  of  the  pipe,  the  thickness  of  the  stave  thus 
remaining  uniform,  and  the  edges  are  cut  radially.  A  slight  projection 
or  bead,  about  J  in.  high,  is  cut  on  one  edge  of  each  stave,  and  indents 
the  edge  of  the  adjoining  stave,  when  the  bands  are  tightened.  It  serves 
to  offset  slight  irregularities  that  may  occur  in  the  milling.  Leaks  rarely 
occur  in  the  longitudinal  joints  ^  the  pipes. 

The  pipes  are  assembled  in  the  trench.  This  is  a  great  advantage 
as  regards  the  transportation  of  the  material.  When  the  staves  and 
bands  are  distributed,  the  building  of  the  pipe  may  be  commenced  at  as 
many  points  as  the  progress  in  trenching  will  permit.  Gangs  of  8  to  16 
workmen,  according  to  the  number  of  bands  to  be  placed,  commence  at 
points  about  1000  to  2000  ft.  apart,  and  work  towards  each  other.     The 


Fig.  27. 


Wood-atave  Pipe. 


staves  are  of  different  lengths  of  about  14  to  16  ft.  They  are  made 
to  break  joints  in  the  pipe  (Fig.  27).  While  there  are,  therefore,  no 
circumferential  joints  in  the  pipes,  the  joining  of  the  staves  usually 
occurs  within  a  space  of  2  or  3  ft.,  where  two  or  three  extra  bands  are 
placed,  if  the  water  pressure  is  to  be  considerable. 

The  staves  are  butted  together  at  their  ends,  the  joints  being  staggered, 
so  that  they  are  never  nearer  than 
6  ins.  together.  To  insure  tightness 
at  the  butt  joints,  metallic  tongues 
are  inserted,  5  in.  deep,  in  saw-kerfs 
in  the  ends  of  the  staves  (Fig. 
28).     These  tongues  are  made  long  ^"^  ^- "  ^aw-kerf. 

enough  to  project  i  in.  in  either  side  of  the  stave,  so  as  to  indent  the 
adjoining  stave  when  the  bands  are  tightened.    By  this  simple  arrange- 
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ment,  which  was  ah^ady  used  in  1874  in  the  Manchester  pipe,  the 
leakage  at  the  butt  joints  is  prevented.  The  saw-kerfs  must  be  cut 
tangentially  to  the  curve  of  the  pipe  and  with  great  accuracy. 

The  bands  are  usually  made  of  a  mild  steel  •  and  have  a  circular  or 
elliptical  section.  They  are  made  4  to  5  ins,  longer  than  the  perimeter 
of  the  pipe,  to  facilitate  rapid  work  in  placing  them.  One  end  of  each 
band  has  a  head,  and  the  other  is  upset  and  has  a  thread,  about  5  ins. 
long.  The  bands,  which  are  shipped  as  straight  pieces,  are  bent  on 
the  ground  around  circular  tables,  and  are  painted  or  dipped  into  a 
hot  bath  of  asphalt.  The  shoes  (Figs,  29  and  30)  are  made  of  the 
best  tough  cast  iron,  or  of  the  best  quality  of  malleable  iron,  and 
are  coated  with  the  same  paint  or  asphaltum  used  for  protecting  the 
bands. 

In  constructing  the  pipes,  the  bottom  staves  are  placed  inside  of 
U-shaped  molds,  made  generally  of  Ij-in.  gas  pipe.     Centers,  formed 

FiQ,  29.  —  Coupling-ahoe  for  Wood-  Fio.  30.  —  CoupUng-ehoe  for  Wood- 

stave  Pipe.  Htave  Rpe, 

of  the  same  kind  of  gas  pipe,  are  set  up  for  the  upper  staves.  Where  the 
different  sections  meet,  the  last  staves  are  cut  ^  in.  too  long,  and  are 
sprung  into  position.  During  the  placing  and  tightening  of  the  bands, 
the  staves  are  driven  tight  at  their  end  joints,  and  the  inside  of  the  pipe 
is  rounded  out  (coopered).  The  bands  must  be  screwed  up  (cinched) 
sufficiently  tight  to  produce  a  uniform  contact  between  the  band  and 
all  the  staves,  and  to  cause  a  lateral  compression  between  the  staves, 
which  will  not  be  entirely  neutralized,  when  the  pipe  is  subjected  to 
the  full  water  pressure.  It  is  impracticable  to  secure  these  objects, 
without  causing  undue  strains  in  the  bands,  by  simply  screwing  the 
ends  of  the  band.  It  is  found  necessary  to  hammer  the  band  at 
all  points  during  the  cinching,  to  make  it  indent  the  wood  uniformly 
and  sufficiently,  to  secure  the  required  bearing  surface  between  the 
wood  and  the  iron.     If  this  surface  is  not  as  large  as  experience  shows 

•  Steel  having  a  tensile  strength  of  58,000-65,000  Ibe.  per  square  inr,h,  an  elastic 
limit  of  40,000-50,000  lbs.  and  an  elongation  of  24-27  per  cent  in  8  ins. 
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to  be  necessary,  the  fiber  of  the  wood  will  evidently  be  crushed  under 
the  band. 

When  the  bands  are  only  two  or  three  inches  apart,  great  care  must  be 
taken  in  the  cinching,  in  order  to  avoid  crushing  the  wood  or  collapsing 
the  pipe.  If  this  occurs,  serious  leakage  will  take  place,  when  the  pipe 
is  subjected  to  the  full  water  pressure.  The  final  cinching  of  the  pipe 
is  usually  deferred  until  the  day  after  the  pipe  is  laid.  In  order  to 
avoid  screwing  the  rods  too  much,  brace  wrenches  having  not  over  ten 
inches  leverage  are  used.  In  order  to  obtain  good  results,  continuous 
wood-stave  pipe  should  be  made  and  laid  by  contractors  who  have 
had  experience  in  this  kind  of  work. 

The  amount  of  work  that  can  be  accomplished  per  day  in  building 
stave  pipes  depends  upon  the  size  of  the  pipe  and  the  closeness  of  the 
bands.  James  D.  Schuyler,  M.  Am.  Soc.  C.  E.,  states  that  on  a  34-in. 
pipe  in  Denver  each  gang  of  workmen  built  150-300  lineal  ft.  of  pipe  per 
day.  He  gives  the  cost  of  the  erection  of  the  pipe  as  5  to  16  cents  per 
band  for  30  to  48  in.  pipes.  As  a  rule,  wood-stave  pipes  are  placed  in 
trenches,  and  covered  with  earth  of  suflEicient  depth  to  protect  them 
against  the  action  of  the  elements,  and  against  injury  from  falling  rocks 
or  trees,  or  from  fire.  Sometimes  only  the  lower  half  of  the  pipe  is 
covered  with  earth,  but  this  plan  is  not  to  be  recommended,  as  decay 
is  apt  to  set  in.  In  some  cases,  especially  where  the  pipes  are  very 
large,  they  have  been  laid  on  the  surface  on  wooden  or  masonry 
cradles,  spaced  about  4  ft.  apart,  and  have  been  carried  across  depres- 
sions on  bridges  or  trestles.  As  a  rule,  exposed  wooden  pipes  will  not 
last  as  long  as  covered  pipes,  but  they  are  more  easily  inspected  and 
repaired. 

One  of  the  great  advantages  possessed  by  stave-pipes  is  that  they  can 
be  built  in  the  trench  to  follow  any  ordinary  curve.  Pipes  of  40  to  48 
ins.  in  diameter  can  be  readily  constructed  on  curves  of  250  ft.  radius. 
When  sharp  turns  are  to  be  made  with  stave-pipes,  special  castings  are 
required  for  the  angle  points. 

61.  The  Design  of  Wood-stave  Pipes.*  —  The  staves  must  have 
suflScient  thickness  to  prevent  percolation,  to  resist  the  lateral  com- 
pression to  which  they  are  subjected,  and  to  insure  that  the  pipe,  when 
empty,  will  not  collapse  under  the  load  of  the  refilling.  At  the  same 
time,  they  must  be  thin  enough  to  become  perfectly  saturated,  and  to 
bend  easily,  where  the  pipe  has  to  be  laid  on  a  curve.  The  thickness  of 
the  staves  depends,  therefore,  upon  the  diameter  of  the  pipe,  and  upon 
the  maximum  pressure  to  which  it  is  subjected.  It  is  determined 
mainly  by  experience. 

*  Trans.  Am.  Soc.  C.  E.,  1899,  XLI,  p.  27. 
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Robert  E.  Horton,  M.  Am.  Soc.  C.  E.,  gives  the  fcdlowing  empirical 
rule  for  determining  the  thickness  of  the  staves:* 
Thickness  of  stave  in  ins. : 

^  .       ,  head  in  ft.  ,  diam.  of  pipe  in  ins.  ,o/x\ 

1  '"•  +      100      + wo •  ^^^ 

In  actual  practice  the  thickness  of  the  staves  may  vary  from  I  to  |  in. 
from  that  given  by  the  rule. 

For  the  smallest  radius  to  which  continuous  stave-pipes  can  be  laid 
on  curves,  Mr.  Horton  gives  the  following  approximate  rule: 

Minimum  radius  in  ft.  =  4  to  6  (D  +  4  /*),  (31) 

where      D  =  diameter  of  pipe  in  inches; 
t  =  thickness  of  staves  in  inches. 

In  order  to  prevent  the  pipe  from  being  deformed  by  its  weight  and 
that  of  the  water  it  contains,  it  should  be  supported  through  an  arc 
extending  about  55  degrees  on  each  side  of  the  vertical  axis. 

62.  The  spacing  of  the  bands  must  be  such  that  the  stress  caused 
in  each  band  by  the  water  pressure  and  the  swelling  of  the  wood  will  not 
exceed  a  safe  limit,  assimied  usually  for  mild  steel  at  about  16,000  lbs. 
per  sq.  in.  The  spacing  of  the  metal  bands  is  determined  by  the  follow- 
mg  formulas  :t 

Let  r  =  internal  radius  of  the  pipe; 
t  =  thickness  of  staves  in  ins.; 
d  =  distance  between  centers  of  bands  in  ins.; 
s  =  tensile  strain  in  the  band  in  lbs. ; 
e  =  permanent  swelling  force  of  the  wood  in  lbs.  per  lineal  in.  of 

band; 
p  =  pressure  of  water  in  lbs.  per  sq.  in.; 

b  =  safe  bearing  power  of  the  wood  in  lbs.  per  lineal  in.  of  band; 
c  =  average  compressive  lateral  strain  in  lbs.  per  sq.  in.,  when  the 
pipe  is  under  pressure  of  p  lbs. 

The  strain  produced  in  the  bands  by  the  water-pressure  is  readily 
calculated.  The  greatest  pressure  which  the  band  has' to  sustain  is 
evidently  2  rpd.  As  this  is  resisted  by  the  tension  in  the  band  at  two 
points  diagonally  opposite  each  other,  we  have 

s  =  rpd.  (32) 

*  Report  by  Robert  E.  Horton  on  ''Continuous  Stave  Pipe,"  published  by  the 
Marion  Malleable  Iron  Works,  Marion,  Ind.,  in  its  booklet  on  "Malleable  Iron 
Shoes  for  Continuous  Stave  Pipes." 

t  These  formulas  are  given  by  H.  C.  Henny,  M.  Am.  Soc.  C.  E.,  who,  as  manager  of 
the  Excelsior  Wooden  Pipe  Co.,  of  San  Francisco,  Cal.,  had  large  experience  in  the  con- 
struction of  continuous  wood-stave  pipes.     (Trans.  Am.  Soc.  C.  E.,  1899,  XLI,  p.  68.) 
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To  insure  water-tightness,  the  staves  must  be  under  some  compres- 
sion, when  the  pipe  is  under  pressure.  This  is  secured  by  proper 
cinching  before  the  water  is  admitted.  As  the  compression  in  the 
staves  produces  an  additional  strain  in  the  bands,  we  have,  for  the 
whole  strain,  the  formula: 

s  =  rpd  +  ctd.  (33) 

If  the  pipe  has  not  been  cinched  so  tight  that  the  wood  cannot  swell 
laterally,  c,  in  the  above  formula,  will  be  increased  by  the  swelling  of 
the  wood  when  it  becomes  saturated.  As  wood  in  this  condition  will 
evidently  yield,  if  subjected  to  a  greater  compression  per  square  inch 
than  the  force  it  exerts  in  swelling  (just  as  a  spring  would  yield  if 
put  under  a  greater  pressure  than  the  force  it  exerts),  the  maximum 
value  of  c  for  saturated  wood  is  evidently  equal  to  e,  and  we  have, 
therefore,  for  a  saturated  pipe: 

s  =  prd  +  etd.  (34) 

In  order  that  the  wood  under  the  pipe  should  not  be  crushed,  d  must 
be  given  such  a  value  that  the  strain  in  the  wood  under  the  band  will 
not  exceed  b.  Considering  h  to  be  produced  by  a  uniform  exterior 
pressure,  just  as  s  was  calculated  for  an  interior  pressure,  we  have  the 
following  equation  of  condition, 

=  rpd  +  etd  =  (r  +  0  h.  (35) 


'max. 


Formula  (34)  gives  a  greater  strain  in  the  bands  than  is  necessary  to 
produce  tightness.  If  the  nut  of  a  band  is  turned  while  the  pipe  is  under 
pressure,  the  compression  in  the  staves  will  be  reduced,  and  finally  leak- 
age will  take  place  at  points  about  halfway  between  the  bands,  where 
the  compression  in  the  staves  is  least. 

If  ci  and  C2  represent,  respectively,  the  maximum  and  minimutii 
compression  per  square  inch  in  the  stave,  viz.,  that  occurring  at  the 
bands  and  halfway  between  them,  the  average  compression  will  bie 
approximately: 

^-  .(36) 

In  order  to  insure  water-tightness,  we  should  have  Ci  >  p,  as  otherwise 
the  staves  would  be  forced  apart  if  the  water  should  get  between 
them. 

If  the  bands  are  not  spaced  too  far  apart,  and  the  staves  are  not  too 
thin,  Ci  will  not  be  much  greater  than  C2.  Under  these  conditions  it  is 
believed  that  water-tightness  is  insured  by  the  condition 

i 

Ci  +  C2  =  3  p,  or  c  =  5  p.  (37) 
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Substituting  this  value  in  formula  (33)  we  have  for  the  least  band 
strain  in  a  tight  pipe: 

s  =  prd  +  ^  ptd,  •  (38) 

which  should  be  equal  to  the  safe  tensile  strain  in  the  band.  To  limit 
the  pressure  on  the  wood  under  the  band  to  b  we  must  have 

s  =  pd{r  +  ^t)  ^  (r  +  t)b,  (39) 

from  which  we  obtain: 

P(r  +  t0      Vir  +  it)'  ^^""^ 

53.  Horton's  Formulas.  —  Simple  formulas  for  determining  the 
proper  size  and  spacing  of  the  bands  are  given  by  Robert  E.  Horton  in 
his  report  on  *' Continuous  Stave  Pipes/'  The  formula  for  finding  the 
required  size  of  band  is  as  follows : 

„,M+|»0;,  (41) 

where    a  =  required  area  of  band  section  per  inch  length  of  pipe; 
p  =  pressure  of  water  in  lbs.  per  sq.  in. ; 
t  =  thickness  of  staves  in  inches; 

s  =  ultimate  tensile  strength  of  bands  per  square  inch; 
/  =  factor  of  safety. 

s  is  usually  taken  as  60,000  lbs.  and  /  is  assumed  as  4  for  exposed  pipes, 
increasing  to  5  for  pipes  subject  to  water-hammer,  or  for  pipes  buried 
in  the  earth. 

When  the  bands  are  cinched  with  the  wood  dry,  the  resistance  of  the 
wood  to  compression  exerts,  according  to  Mr.  Horton,  a  stress  on  the 
bands  which  may  be  as  great  as  1650  to  2000  lbs.  per  sq.  in.  of  edge 
surface  of  the  staves.  This  pressure  is  greatly  reduced,  as  soon  as  the 
pipe  is  filled  with  water,  as  the  water  pressure  expands  the  bands  and 
consequently  diminishes  the  compression  on  the  edges  of  the  staves. 
On  the  other  hand,  the  sweUing  of  the  wood  increases  the  compression 
in  the  stave  edges  again.  The  net  pressure  per  square  inch  in  the  edges 
of  the  staves,  due  to  the  forces  mentioned,  is  usually  assumed  at  100  lbs. 
per  sq.  in.  of  edge  surface  of  the  staves,  and  this  figure  is  used  in  the 
above  formula. 

In  order  to  avoid  dangerous  crushing  of  the  wood,  the  pressure 
between  the  bands  and  the  wood  should  not  exceed  about  800  lbs.  per 
square  inch  of  contact.  For  round  bands  the  width  of  contact  between 
the  band  and  stave  should  be  about  equal  to  the  radius  of  the  band. 
Adopting  these  data,  Mr.  Horton  gives  the  following  formula  for  deter- 


HORTON'S  FORMULA 


73 


mining  the  maximum  permissible  spacing  between  bands  of  given  size 
under  a  given  pressure: 

S  =  ^^.  (42) 

P 

where  S  =  maximum  permissible  spacing  of  bands  in  ins.  ; 
d  =  diameter  of  round  bands  in  ins. ; 
p  —  water  pressure  per  sq.  in. 

For  the  lightest  pressures,  the  spacing  of  the  bands  is  usually  made 
10  to  12  ins.,  and  for  greater  pressures,  this  distance  must  be  corre- 
spondingly reduced.  Different  sizes  of  bands  and  spacings  may,  evi- 
dently, be  adopted  for  the  same  given  diameter  of  pipe  and  head  to 
which  it  is  exposed.  Small  bands,  spaced  closely  together,  are  apt  to 
insure  water-tightness;  but,  on  the  other  hand^  they  are  not  as  durable 
as  larger  bands.  Practically,  the  nearest  commercial  size  of  band  is 
selected.  Having  decided  upon  the  size  of  band  to  be  used  in  a  given 
case,  the  spacing  of  the  bands  will  be  determined  by  the  following 
formula: 

S  =  -,  (43) 

where  &  =  distance  between  band  centers  in  ins.; 
A  =  area  of  band  section  in  sq.  ins. ; 
a  =  required  band  area  per  lineal  inch  of  pipe. 

TABLE  XX VL  —  ECONOMIC  PROPORTIONS  FOR  CONTINUOUS 

WOOD-STAVE  PIPE  DESIGN 


Nominal  diam. 
of  pipe,  inches 

Stock  size  for 
staves,  inches 

Thickness  of 

finished  staves, 

inches 

Economic  size  of 
bands,  inches 

Working  stress 
in  band, 
pounds 

Factor  of 

safety  in 

band 

Oval 

10 

liX4 

lA 

AXA 

1250 

5.3 

12 

1JX4 

li 

14  X  A 

1470 

4.5 

14 

liX4 

lA 

AXA 

1650 

4.0 

16 

2X6 

lA 

AXA 

1650 

4.0 

18 

2X6 

If 

AXA 

1650 

4.0 

20 

2X6 

11 

AXA 

Circular 

1650 

4.0 

22 

2X6 

li 

1 

1510 

4.5 

24 

2X6 

If 

1 

1650 

4.0 

27 

2X6 

lA 

f 

1650 

4.0 

30 

2X6 

H 

i 

2670 

4.5 

36 

2X6 

lA 

\ 

2950 

4.0 

42 

2X6 

If 

i 

2950 

4.0 

48 

2X6 

iH 

i 

2950 

4.0 

54 

2iX8 

2i 

1 

4600 

4.0 

60 

3X8 

2i 

f 

4600 

4.0 

66 

3X8 

2A 

\ 

6600 

4.0 

72 

3X8 

2| 

i 

6600 

4.0 
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Table  XXVI  gives  the  sizes  of  bands  and  spacings  recommended  by 
A.  L.  Adams  for  continuous  wood-stave  pipes,  10  to  72  ins.  in  diameter.* 

The  flow  through  wooden  pipes  is  not  diminished,  in  course  of  time, 
as  is  the  case  with  iron  and  steel  pipes,  whose  areas  are  reduced  by 
tuberculation  and  corrosion. 

*  Trans.  Am.  Soc.  C.  E.,  1899,  XLI,  p.  76. 
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CAST  IRON  PIPE 

64.  Historical  Notes.  —  The  precise  date  of  the  introduction  of 
cast  iron  is  unknown,  but  this  material  appears  to  have  been  used  in 
the  fourteenth  and  fifteenth  centuries.  Castings  of  iron  made  in  the 
latter  date  in  Sussex,  England,  are  said  to  be  still  extant.*  In  the 
sixteenth  century  cannons,  some  weighing  3  tons,  were  made  of  cast 
iron,  and  the  manufacture  of  cast  iron  water  mains  was,  probably, 
begun  about  this  time. 

In  1664  to  1688  cast  iron  pipes,  about  13  to  20  ins.  in  diameter,  were 
laid,  by  order  of  Louis  XIV  of  France,  to  supply  the  town  and  parks  of 
Versailles  from  the  reservoirs  of  Picardie.f  They  are  1  meter  in  length 
and  are  joined  by  means  of  bolted  flanges.  Some  of  these  early  pipe-lines 
are  still  in  use.  In  1901  some  of  these  pipes  were  taken  up  after  being 
more  than  200  years  in  the  ground,  and  were  found  to  be  of  good  gray 
iron,  clean  on  the  inside,  and  but  little  rusted  on  the  outside.  The  rust 
appears  to  have  formed  a  protective  coating  which  prevented  the 
penetration  of  oxygen  beyond  the  surface  of  the  metal.  Ideal  soil 
conditions  and  good  water  contributed  to  its  long  life. 

In  1746  the  Chelsea  Water  Co.,  of  London,  laid  a  12-in.  cast  iron 
flanged  pipe,  which  had  to  be  relaid  in  1791  on  account  of  defective 
joints.}  Thomas  Simpson,  the  engineer  of  this  company,  designed, 
about  1785,  the  first  bell-and-spigot  pipe  with  lead  joints.  This  kind  of 
pipe  proved  to  be  so  satisfactory  that  it  was  soon  adopted  by  all  of  the 
London  water  companies. 

In  the  United  States  all  water  pipes  were  made  of  wood  up  to  1817, 
when  some  cast  iron  pipes,  imported  from  England,  were  laid  in  Phila- 
delphia. §  These  pipes  were  in  lengths  of  9  ft.  and  had  bell-and-spigot 
joints.  Some  of  them,  which  have  been  about  100  years  in  the  ground, 
are  still  in  use.^  In  the  City  of  New  York  some  uncoated  cast  iron 
pipes,  which  were  imported  from  Scotland  for  the  first  Croton  water 
works,  are  still  in  service.    The  earliest  cast  iron  pipes  were  about  2 J  ft. 

*  "Encyclopcedia  Britannica,"  9th  Edition,  Vol.  XIII,  p.  297. 
t  Jour,  of  New  England  Water  Works  Assoc,  1904,  XVIII,  p.  218. 
t  "Pipe  and  the  Public  Welfare,"  by  R.  C.  McWane,  p.  16,  New  York,  1917. 
§  Ibid.,  p.  17. 

H  Trans.  Am.  Soc.  C.  E.,  1914,  LXXVIII,  p.  810. 
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in  length,  and  were  provided  with  flanged  joints  and  leather  gaskets 
which  were  bolted  together.  At  a  later  date,  somewhat  longer  pipes 
with  screw  joints  were  used,  but  trouble  resulted  on  account  of  the  rigid- 
ity of  the  joints,  which  prevented  expansion  and  contraction.  Next, 
cylindrical  socket-joints  were  tried.  They  were  turned  to  a  conical 
form,  and  were  driven  together  with  a  little  whiting  and  tallow  for  luting. 
Later,  the  length  of  pipe  was  increased  to  about  9  ft.,  and  the  bell-and- 
spigot  joints  were  used,  being  first  adapted  to  a  packing  of  wooden 
wedges,  and  later  to  a  packing  of  lead.  This  form  of  joint,  with  slight 
modifications,  continues  to  be  used  in  both  the  United  States  and 
abroad.  The  length  of  pipe  has,  however,  been  increased,  and  cast  iron 
pipes  are  now  made  so  as  to  have  an  effective  length  of  16  ft.,  exclusive 
of  the  bell. 

The  first  cast  iron  pipes  were  not  coated  with  any  preservative  com- 
position, although  they  were  sometimes  given  a  wash  of  lime.  Uncoated 
pipes  are  still  used  for  gas  mains.  Rust  penetrates  the  metal  on  the 
inside  and  outside  only  for  a  slight  depth,  and  then  preserves  the  pipe 
from  further  corrosion.  When  a  main  has,  however,  to  convey  water, 
its  capacity  is  gradually  reduced  by  tuberculation  (p.  461)  and  for  this 
reason  water  pipes  are  now  always  protected  by  some  kind  of  coating. 

In  1848  Dr.  Angus  Smith  patented  in  England  a  cheap  and  eflScient 
coating  for  protecting  cast  iron  from  corrosion.  It  consists  of  gas-tar, 
pitch,  linseed  oil  and  resin,  and  with  some  improvements  in  the  method 
of  applying  it,  is  now  almost  universally  used  for  protecting  pipes. 

65.  Thickness  of  Cast  Iron  Pipes.  —  The  cast  iron  of  which  water 
pipes  is  made  should  resist  safely  a  tensile  strength  of  16,000  to  18,000 
lbs.  per  sq.  in.  In  computing  the  thickness  of  metal  required  in  a  cast 
iron  pipe  to  resist  a  certain  water  pressure,  an  allowance  must  be  made 
for  possible  water-hammer,  depending  upon  the  diameter  of  the  pipe. 
An  additional  allowance  —  about  tV  of  an  inch  —  must  be  made  for  the 
possibility  of  the  core^s  being  placed  slightly  eccentric  when  the  pipe 
is  cast,  thus  causing  an  inequality  in  the  thickness  of  the  metal.  Beside 
theoretical  considerations,  the  thickness  of  cast  iron  pipe  must  evidently 
be  suflScient  to  prevent  the  breaking  of  the  pipe  in  handling,  and  to  resist 
corrosion.  The  least  thickness  which  should  be  given  to  a  small  cast 
iron  pipe  should  not  be  less  than  |  of  an  inch. 

A  large  number  of  empirical  formulas  for  computing  the  thickness  of 
metal  of  cast  iron  pipe  has  been  proposed.  Due  allowance  is  made  in 
all  of  them  for  the  practical  considerations  mentioned  above. 

James  B.  Francises  formula,  which  is  used  by  the  Warren  Foundry 
and  Machine  Co.,  is: 

t  =  0.000058  hd  +  0.0152  d  +  0.312,  (44) 
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where  h  =  head  in  feet; 

d  =  diameter  of  pipe  in  inches. 

J.  T.  Fanning  gives  the  following  formula: 

t  =  (P+m^  +  0.333  (^ 


d) 


0.4  s         '  100 

where  t  =  thickness  of  pipe  in  inches; 
p  =  pressure  of  water  per  sq.  in.; 
s  =  tensile  strength  of  iron  per  square  inch. 

The  formula  used  for  the  Metropolitan  Water  Works  of  Boston  is: 

(p  +  p')  r 


(45) 


t 


3300 


+  0.25, 


(46) 


where  t  =  thickness  in  ins. ; 

p  =  static  pressure  in  lbs.  per  sq.  in.; 
p'  =  allowance  for  water-hammer  in  lbs.  per  sq.  in. ; 
r  =  radius  of  pipe  in  ins. 

In  this  formula  0.25  is  the  allowance  for  eccentricity^  deterioration 
and  safety  in  handling.  The  tensile  strength  of  cast  iron  pipe  is  assumed 
to  be  16,500  lbs.  per  sq.  in.,  and  a  factor  of  safety  of  5  is  provided. 

The  value  of  p'  in  the  formula  is  assumed  as  follows: 


Size  of  pipe, 
inches 

Value  of  ;*' 

\         Size  of  pipe, 
inches 

Value  of  p' 

a-10 

12 
16 
20 

120 

110 

100 

00 

24 

30 

36 

42-60 

85 
80 
75 
70 

56.  Special  Castings.  —  Curved  pipes,  called,  also,  bends,  and  the 
castings  required  for  uniting  pipes  at  their  intersections,  for  turning 
them  to  one  side  to  avoid  obstacles,  for  reducing  or  enlarging  the  diam- 
eter of  a  pipe-line,  are  usually  classified  as  special  castings,  and  cost  about 
2|  to  7  times  as  much  per  pound  as  ordinary  straight  pipes. 

57.  Standard  specifications  for  straight  pipes  and  specials  were 
adopted  by  the  New  England  Water  Works  Association  in  1902  and  by 
the  American  Water  Works  Association  in  1908.  The  specifications  of 
the  latter  association,  which  are  used  very  extensively  throughout  the 
United  States,  are  given  in  the  Appendix. 

58.  Pipe-joints.  —  There  are  three  principal  ways  for  joining  cast 
iron  pipes,  viz.,  by  bell-and-spigot  joints,  flanged-joints,  or  by  turned- 
and-bored  joints.  The  first  kind  (Fig.  31)  is  almost  universally  used,  on 
account  of  its  making  ample  provision  for  expansion  and  contraction, 
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and,  also,  on  account  of  its  flexibility  and  strength.  The  flexibility  of 
the  ordinary  bell-and-spigot  joint  is  shown  by  the  facility  with  which  a 
line  of  mains  with  such  joints  can  be  moved  to  one  side,  raised  or  lowered, 
within  certain  limits,  without  causing  the  joints  to  leak. 


Fio.  31. —  Bell-and-spigot  Pipe-joint. 

69.  Bell-andspigol  joints  should  be  designed  to  reduce  the  amount 
of  lead  used  to  the  minimum  permitting  good  caulking,  and  to  make  the 
bell  sufficiently  strong  to  withstand  the  stresses  caused  by  caulking. 
Experience  is  the  best  guide  in  these  matters.  Wooden  wedges  have 
been  occasionally  adopted,  instead  of  lead,  to  make  a  tight  packing  for 
bell  and  spigot,  Such  joints  have  been  used  at  Yarmouth,  Nova  Scotia, 
since  1851,  and  have  proved  to  be  so  durable,  that  they  are  now  univer- 
sally used  in  that  place.* 


Fig.  32.  —  Dutch  Pipe-joint  with  Plain  Spigot. 

Fig.  32  shows  a  Dutch  type  of  joint  which  is  used  by  the  Public  Works 
Department  of  The  Hague,  Netherlands.  The  bell  is  beveled  and  the 
pipe  is  without  a  spigot.  It  is  claimed  that  this  shape  facilitates  the 
centering  of  the  plain  ends  in  the  beveled  bottom  of  the  bell. 

60.  Flatnged-jm-nts  (Fig.  33)  are  advantageous  for  places  where  the 
pipes  may  have  to  be  disconnected,  such  as  at  pumping  stations,  at  water- 
gates,  etc.  They  are  easily  made  water-tight  by 
covering  the  faces  of  the  flanges  with  red-lead 
putty,  in  which  a  string  that  makes  two  or  three 
turns  is  embedded,  and  then  screwing  the  flanges 
Fig.  33.  — Flanged  Pipe,  together  with  bolts.  Instead  of  the  red-lead, 
sheets  of  rubber  and  cotton,  corrugated  copper,  lead  or  copper  wire 
may  be  used.  Usually  this  kind  of  joint  has  no  provision  for  expan- 
"  by  J.  T.  Turner  and  A.  W.  Brightmore,  p.  340, 
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sion  and  contraction.  Some  allowance  may  be  made,  however,  by 
placing  an  India  rubber  ring  between  the  two  flanges,  as  shown  in 
Fig.  34,  which  is  a  joint  which  has  proved  effec- 
tive in  high-pressure  mains  in  England.*  Another 
way  of  making  provision  for  expansion  and  con- 
traction is  by  using  a  bell-and-spigot  joint  at  every  Fig.  34.  —  English 
tenth  joint.  Bolted  joints  of  the  flange  form  should  Flanged  Pipe, 
be  avoided  for  underground  work,  as  they  are  too  rigid,  and  as  the 
bolts  will  rust  in  time. 

61.  Tumed-and-bored  joints  (Fig.  35)  involve  some  expense  in  the 
manufacturing,  but  for  large  orders  this  may  be  offset  by  the  saving  of 
lead,  gaskets,  etc.  After  the  bored  or  turned  parts  are  cleaned,  they  arc 
coated  with  a  solution  of  sal  ammoniac  or  with  a  mixture  of  tallow  or  resin. 
The  pipes  are  then  simply  pushed  tightly  together,  the  sal  ammoniac, 
if  used,  making  a  rust  joint.  The  principal  objection  to  this  kind  of 
joint  is  that  it  makes  no  provision  for  changes  of  temperature,  which 


Fio.  35.  —  Bored  Bell  and  Turned  Spigot  Pipe-joint. 

may,  therefore,  cause  the  pipes  to  break  or  draw  apart.  Allowance  for 
expansion  and  contraction  for  a  pipe-line  with  bored  and  turned  joints 
may  be  provided  by  making  every  tenth  joint  of  the  ordinary  bell-and- 
spigot  kind.  Although  bored  and  turned  joints  have,  thus  far,  only 
been  used  to  a  very  limited  extent  in  the  United  States,  they  have  been 
adopted  in  many  foreign  plants.  Where  the  pipes  can  be  laid  in  per- 
fectly straight  lines,  this  kind  of  joint  has  some  great  advantages.  By 
greasing  the  joints,  they  become  practically  water-tight,  independently 
of  the  lead  which  is  always  added. 

62.  The  taper  joint  of  the  universal  pipe,  described  on  page  83,  is 
another  type  of  joint  that  has  been  used  for  cast  iron  pipe.  The  two 
joints  that  fit  together  have  slightly  diiferent  tapers.  This  gives  the 
joint  some  flexibility. 

63.  Making  Joints  of  Bell-and-spigot  Pipes.  —  In  making  ordinary 
bell-and-spigot  joints,  sufficient  hemp  yarn  should  be  wrapped  around , 
the  spigot  end,  before  it  is  placed  in  the  bell.  The  hemp  is  then  packed 
by  a  yarning  tool ;  the  joint  is  closed  by  a  hemp-rope  covered  with  plastic 

•  "Water-works  Engineering,"  by  Turner  and  Br^tmore,  p.  340,  London, 


80 


CAST  IRON  PIPE 


clay  (called  a  snake),  an  opening  being  left,  at  the  top,  through  which  the 
lead  can  be  poured.  The  lead  is  melted  in  a  ladle,  placed  in  a  furnace, 
and  it  is  important  that  the  whole  joint  be  poured  in  one  operation,  even 
for  pipes  as  large  a^  48  ins.  in  diameter,  requiring  about  170  lbs.  of 
lead  for  each  joint.  After  the  lead  has  been  poured,  the  exces.s  of  lead 
is  trimmed  off,  and  the  joint  is  caulked,  generally  by  hand,  by  using 
three  or  four  caulking  tools.  Machines  for  caulking  are  also  in  use  (p. 
475).  For  large  pipes,  a  steel  clip  having  a  joint  at  the  bottom  is  used, 
instead  of  the  rope  and  clay.  After  the  clips  have  been  placed  around 
the  pipe,  a  smalt  basin  for  receiving  the  molten  lead  is  made  with  clay 
at  the  upper  end  of  the  clips. 

In  wet  trenches  itis  dangerous  to  pour  lead  in  joints.     A  little  water  in 
the  joint,  comir^  in  contact  with  the  molten  lead,  will  cause  an  explosion. 


Lead  Wool  Joint. 

This  may  be  avoided,  to  a  certain  extent,  by  pouring  a  little  kerosene  or 
crude  oil  in  the  joint,  before  the  lead  is  poured.  For  very  wet  trenches, 
the  joints  may  be  poured  around  a  pipe  in  a  dry  place,  the  spigot  end 
being  then  pulled  out  of  the  bell,  and  the  lead  joint  being  cut  into  halves. 
These  pieces  of  lead  can  then  be  driven  cold  into  a  joint  in  the  trench 
and  caulked,  A  better  material  for  such  places  is,  however,  the  lead 
wool  described  below. 

With  a  view  of  avoiding  electrolysis,  cement,  mortar  or  wood,  instead 
of  lead,  has  been  placed  in  bell-and-spigot  joints,  at  certain  intervals, 
along  a  pipe-line. 

64.    Lead  wool*  (Figs.  36  and  37)  consists  of  finely  divided  lead  in 

continuous  strands  in  the  form  of  rope.     It  is  used,  without  heating,  to 

fill  the  joints  of  water  and  gas  mains,  to  repair  leaks  in  pipes,  masonry, 

•  Mamitaetured  by  United  Lead  Co.,  New  York. 


MAKING  JOINTS  OF  BELL-AND-SPIGOT  PIPES 


81 


etc.,  and  for  other  emergencies.  The  use  of  this  material  originated  in 
Germany,  where  large  cast  iron  water  pipes  are  usually  caulked  with  lead 
wool.  In  this  country  this  material  has  been  used  for  about  ten  years, 
especially  for  gas  mains  and  for  water  pipes  laid  either  in  wet  trenches 
or  under  water. 

Lead  wool  is  manufactured  in  several  ways,  the  methods  generally 
adopted  being  the  extrusion,  or  a  shaving  process.  Either  of  these 
processes  produces  very  finely  divided  lead,  which,  when  submitted  to 
high  pressures,  unites  and  forms  a  very  dense  material,  which  has  great 
pressure  resisting  qualities. 

Lead  wool  is  always  placed  cold  in  a  pipe-joint.  As  each  skein  or 
strand  is  caulked  separately,  as  it  is  introduced  into  the  joint,  the  lead 
becomes  much  denser  than  when  it  is  poured  in  the  usual  way.  For 
this  reason  less  depth  of  lead  in  a  water  main  joint  is  needed  with  lead 
wool  than  with  cast  lead,  which  shrinks  in  cooling  from  the  iron.  In  the 
latter  case  the  subsequent  caulking  forces  the  lead  out  again  only  to  a 
limited  depth. 

TABLE  XXVII.  —  APPROXIMATE  QUANTITIES  OF  LEAD  WOOL 
AND  YARN  REQUIRED  FOR  C.   I.   PIPE^OINTS 

For  Pressure  up  to  500  Lbs. 


Lead  wool 

Yarn 

Diam.  of  pipe 

Depth,  inches 

Weight,  lbs. 

Depth,  inches 

2 

1 

2 

2 

3 

u 

3 

2 

4 

n 

4.5 

2 

5 

n 

5.5 

2i 

6 

n 

6.5 

21 

7 

n 

8.5 

21 

8 

li 

9 

2J 

9 

u 

11 

21 

10 

li 

12.5 

21 

12 

n 

14 

2f 

14 

u 

16 

3 

15 

li 

18 

3 

16 

u 

20 

3 

18 

11 

22 

3 

20 

It 

^           25 

33 

24 

If 

36 

3J 

30 

n 

45 

3J 

36 

M 

60 

31 

42 

if 

75 

32 

The  caulking  of  lead  wool  must  be  done  by  experienced  men  or  by  a 
pneumatic  caulking  machine.  A  heavy  hammer  weighing  not  less  than 
4  lbs.  should  be  used,  and  the  joint  should  be  finished  so  as  to  be  |  in. 
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inside  of  the  bell.  When  the  joints  have  been  made,  the  pipe-line 
should  be  tested  by  air  under  a  pressure  of  not  less  than  800  lbs.  per 
sq.  in. 

The  advantages  claimed  for  lead' wool  joints  are:  a  saving  in  material, 
the  dispensing  with  the  melting  pot,  and  great  density  of  the  joint.  For 
pipes  of  less  than  24  ins.  in  diameter,  lead  wool  joints  cost  more  than 
cast  lead  joints,  but  for  larger  pipes  the  cost  of  both  kinds  of  joints  is 
about  the  same. 

The  quantities  of  lead  wool  and  yarn  required  in  joints  of  cast  iron 
pipes  are  approximately  as  given  in  Table  XXVII. 

65.  Leadite  *  is  a  composition  of  iron  sulphur,  slag  and  salt,  which 
is  finely  ground,  melted  and  poured  as  a  substitute  for  lead  in  joints  of 
water  and  gas  mains.  The  weight  of  leadite  is  only  118  lbs.  per  cubic 
foot,  when  melted.  Lead  weighs  about  708  lbs.  per  cu.  ft.  One  ton 
of  leadite  will  make  about  5  times  as  many  joints  as  a  ton  of  lead. 

Leadite  melts  at  a  temperature  of  about  400°  F.  It  is  melted  in  a 
suitable  gasoline  or  kerosene  furnace,  and  is  poured  like  molten  lead. 
As  it  expands  in  cooling  and  forms  a  vitreous,  water-tight  substance,  it 
requires  no  caulking.  Leadite  is  shipped  in  powder  form  in  sacks  and 
barrels,  containing,  respectively,  100  and  350  lbs.  of  the  material. 
When  the  joints  are  properly  made,  the  leadite  can  be  used  for  pressures 
up  to  250  lbs.  per  sq.  in.  Leadite  is  more  elastic  than  lead  and,  conse- 
quently, is  not  squeezed  out  of  a  joint  like  lead,  when  a  pipe-line  settles 
or  is  jarred. 

The  following  table,  furnished  by  the  Leadite  Company,  gives  the 
quantity  of  lead  and  leadite  required  to  make  joints,  2^  ins.  deep,  in 
ordinary  water  pipe. 


TABLE 

XXVIII.  — 

QUANTITIES  OF  LEAD  AND  LEADITE  IN 
PIPE-JOINTS 

Size  of  pipe, 
inches 

Lead,  pounds 

Leadito, 
pounds 

Size  of  pipe, 
inches 

Ije&d,  pounds 

Leadite, 
pounds 

4 
5 
6 

8 
10 
12 
14 
16 
18 

6 

7i 
10 
12 
15 
18 
22 
25 
30 

li 
If 

2i 

3 

3J 

ih 
51 
6 

7^ 

20 
24 
#      30 
36 
40 
42 
48 
60 
72 

35 

45 

60 

80 

90 

100 

120 

200 

260 

8i 
11 
15 
20 
23 
25 
30 
50 
65 

Note.  —  For  high  pressures  the  quantities  of  leadite  given  in  the  above  table  should  be  slightly 
increased. 

*  Manufactured  by  the  Leadite  Co.,  Inc.,  Philadelphia,  Pa. 
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Some  of  the  water  works  in  which  leadite  has  been  used  are  given  in 
the  following  table: 

TABLE  XXIX.  — SOME  WATER  WORKS  IN  WHICH  LEADITE 

IS  USED 


Locatio|i 


Atlantic  City,  N.J 

Wilkinsburg,       Pa.       (Pennsylvania 

Water  Co.) 

Jacksonville,  Fla 

Akron,  Ohio 

Sunbury,  Pa 

Hopkinsville,  Ky 


Diameters 


4-20 

4r-30 
&-10 
4-30 
4-24 
4 


Lengths  in 
miles 


8 

6 
6 


i 

4 


Pressures  in  pounds 
per  square  inch 


100-175 
6^110 
90-127 
60-  90 


66.  Pipe-laying.  —  The  trenches  for  water  pipes  must  be  dug  to 
such  a  depth  as  to  provide  a  sufficient  covering  of  refilling  to  protect  the 
pipes  from  injury  from  passing  loads  and  against  freezing.  In  the  lati- 
tude of  New  York  a  covering  of  4  ft.  of  earth  is  sufficient,  but,  in  cold 
countries,  the  pipes  have  to  be  laid  about  7-10  ft.  below  the  surface, 
to  protect  them  against  freezing.  The  width  of  the  trench  should  be 
sufficient  to  enable  the  caulkers  to  perform  their  work  with  care.  For 
this  reason  the  minimum  width  of  a  trench  for  small  pipes  in  good  ground 
should  not  be  less  than  2|  ft.,  and  for  larger  pipes  a  space,  one  foot 
wide,  should  be  provided  on  either  side  of  the  pipe,  the  ordinary  width 
of  a  pipe  trench  being,  therefore,  practically  equal  to  the  inner  diameter 
of  the  pipe  plus  2  ft.,  with  a  minimum  width  of  2J  ft. 

Pipes  up  to  about  12  ins.  in  diameter  are  placed  on  the  bottom  of  the 
trench,  the  extra  space  required  for  the  bells  being  excavated  at  the 
required  intervals.  Larger  pipes  are  usually  laid  on  wood  blocking, 
and  are  held  in  place  by  wooden  wedges.  Two  blocks  are  provided  for 
each  pipe,  one  being  placed  near  the  bell  and  the  other  near  the  spigot. 
For  a  48-in.  main,  the  blocks  are  usually  6  ins.  X  12  ins.  X  4  ft.  and  the 
wedges  are  6  ins.  wide  by  4  ins.  deep  at  one  end,  one-half  inch  thick  at 
the  other  end,  and  18  ins.  long.  The  blocks  give  the  pipes  a  good  bearing 
on  the  bottom  of  the  trench. 

Curves  of  large  radius  can'  be  made  with  ordinary  straight  pipe  — 
short  lengths  being  used,  if  necessary  —  by  laying  the  pipes  as  chords 
of  an  arc.  In  doing  so,  care  must,  however,  be  taken  to  allow  sufficient 
space  at  all  points  of  the  joint  for  pouring  and  caulking.  For  sharper 
curves  special  curved  pipes  are  used. 

67.  Universal  Pipe  (Fig.  38).  —  A  new  type  of  bolted  joints  for  cast 
iron  pipes  was  introduced  about  1904  by  the  Central  Foundry  Company 
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of  New  York.  The  pipe  having  these  joints  is  known  as  Universal 
Pipe,  and  is  manufactured  in  sizes  of  2  to  16  ins.  in  diameter.  The 
joints  are  turned  in  a  lathe,  by  means  of  specially  designed  tools,  to  a 
taper,  but  that  of  the  spigot  ends  is  made  sUghtly  less  than  that  of  the 
bell  ends.  By  this  arrangement  a  perfectly  tight  joint  is  obtained  for 
water  pipes  under  pressure  as  high  as  300  lbs.  per  sq.  in.  by  simply 
drawing  the  spigot  ends  into  the  bell  ends,  no  gaskets,  lead,  cement, 
oakum  or  any  other  filler  being  required.  The  differential  taper  gives 
considerable  flexibility  to  the  joints,  without  causing  leakage,  and  takes 
care,  also,  of  expansion  and  contraction. 

Universal  pipe  is  made  of  a  good  grade  of  cast  iron.  For  adapta- 
bility to  all  general  purposes  it  is  made  in  standard  lengths  of  6  ft. 
Curved  lines  are  easily  laid,  and  the  use  of  specials  can  be  avoided 
in  many  cases.     For  low  pressure?  the  pipes  have  two  wrought  iron 


Fig.  38.  —  Universal  Pipe. 

bolts  at  each  joint,  but  for  high  pressures  four  bolts  are  provided  at 
each  joint  for  pipes  of  12  ins.  or  more  in  diameter,  Universal  pipe 
can  be  laid  by  two  men,  each  provided  with  a  wrench,  preferably  of 
the  ratchet  type.  White  lead  mixed  in  the  oil  is  used  at  the  joints  as 
a  lubricant. 

Universal  pipe  can  be  laid  without  difficulty  in  wet  trenches  and, 
once  drawn  tight,  remains  tight.  Branch  pipes  can  be  easily  connected 
to  the  main  pipe.  This  type  of  pipe  has  been  used  successfully  in  a 
number  of  cities.  In  the  high  pressure  fire  system  of  Philadelphia,  more 
than  30  miles  of  this  kind  of  pipe  have  been  laid. 

68.  Manufacture  of  Cast  Iron  Pipes.  —  In  the  following  pages  we 
shall  describe  briefly  the  manufacture  and  testing  of  cast  iron  pipes, 
discussing  the  different  steps  in  the  order  in  which  they  occur  at  the 
foundry.* 

•  "The  Manufacture  and  Inspection  of  Cast  Iron  Pipes,"  by  Thomna  H.  Wiggin, 
Jour.  AsHoc.  Enginperinfi;  Sonietics,  1899,  XXII,  p.  209. 
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69.  Molding,  —  There  are  three  general  methods  of  molding 
eastings,  known  as  the  green  sandy  dry  sand,  and  loam  method.  In 
the  first,  which  is  used  for  small  castings,  or  large  ones  of  simple  shape, 
slightly  moistened  sand  is  rammed  around  a  pattern  in  a  wooden  or  iron 
box,  called  a  flask.  The  surface  of  the  mold  is  usually  smoothed  over 
with  a  mineral  facing  (powdered  graphite,  etc.),  which  prevents  the  iron 
from  penetrating  the  sand,  insuring  thus  a  smooth  surface  for  the 
casting.  If  a  core  is  required  for  the  casting,  it  is  made  by  ramming 
green  sand  into  a  core-box,  and  coating  it  afterwards  with  graphite, 
etc.  As  such  a  core  possesses,  however,  but  little  strength,  a  baked 
core,  made  as  described  hereafter,  is  generally  used  for  the  green  sand 
method. 

The  dry  sand  method  is  used  for  molding  standard  length  pipes  and 
moderately  large  and  complicated  castings.  It  insures  a  smoother 
surface  and  a  truer  shape  than  the  green  sand  method.  The  mold  is 
made  in  a  flask,  as  in  the  first  method,  but  the  sand  placed  next  to  the 
pattern  has  its  cohesive  strength  increased  by  the  addition  of  flour  and 
clay  water.  The  surface  of  the  mold  is  coated  with  a  liquid  blacking, 
containing  carbonaceous  material  (such  as  powdered  coal  and  graphite, 
mixed  with  clay  water  or  molasses,  etc.),  and  the  whole  mold  is  baked 
in  an  oven  at  a  moderate  temperature  for  about  twenty-four  hours. 

The  core  for  the  straight  pipes  is  formed  by  winding  a  twisted  hay 
rope*  around  a  pipe  or  iron  spindle  having  many  holes  to  allow  the  gases 
to  escape  during  the  casting.  The  sand,  prepared  in  the  same  manner 
as  for  the  mold,  is  plastered  against  the  hay,  brought  to  the  proper  shape 
and  coated.     After  being  properly  coated,  the  core  is  baked  in  an  oven. 

The  loam  method  is  used  for  large,  heavy  castings  and  for  such  which 
are  formed  without  a  pattern  by  revolving  a  form  (sweep)  y  which  cuts 
out  the  proper  shape  in  the  sand.  In  this  method,  a  mold  is  built 
around  the  pattern  with  soft  bricks,  iron  binding  plates  and  mud  made  of 
clay,  sand,  wheat  flour,  clay  water,  etc.  A  skim  coat  of  fine  mud  is  put 
next  to  the  pattern,  the  surface  is  coated,  and  the  whole  mold  is  baked 
as  in  the  dry  sand  method.  Sometimes  a  cast  iron  flask  is  used,  in  which 
a  lining  of  split  bricks  and  loam  are  placed.  The  core  is  prepared  as  in 
the  second  method. 

The  choice  of  the  method  of  molding,  to  be  adopted  for  any  given 
case,  will  depend  on  the  number  of  pieces  of  the  same  pattern  to  be 
cast,  the  available  fittings  in  the  foundry,  the  smoothness  desired  in  the 
casting,  and  somewhat  on  the  judgment  of  the  founder.  Caps,  covers, 
etc.,  which  require  no  core,  are  made  by  the  green   sand  method. 

*  A  few  manufacturers  use  excelsior  instead  of  salt  hay,  where  the  latter  is  too 
expensive  or  difficult  to  obtain. 
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Sleeves  are,  also,  usually  made  by  this  method,  with  green  sand  cores. 
All  straight  pieces  are  made  in  dry  sand  with  baked  cores.  This  method 
is,  also,  generally  used  for  reducers,  blowoflfs,  tees,  etc.,  except  for  large 
sizes,  when  they  are  cast  in  loam. 

Many  cylindrical  castings  can  be  made  without  a  pattern  by  means 
of  a  sweep f  a  board  revolving  on  a  vertical  axis,  and  having  a  cutting  edge 
which  is  given  the  proper  form  for  cutting  out  in  the  sand  the  shape 
of  the  desired  castings.  Loam  is  always  used  for  this  method.  Curved 
pipes  of  large  diameter  are  also  frequently  made  by  means  of  a  sweep. 
The  spindle  on  which  the  sweep  revolves  is  bent  to  the  shape  of  the  center 
line  of  the  pipe.  A  small  sweep  is  used,  and  the  position  of  the  collar 
which  attaches  it  to  the  spindle  is  changed  about  every  six  inches. 
This  method  will,  of  course,  not  produce  a  perfect  curve,  which  would 
require  a  continuous  motion  of  the  sweep  along  its  spindle.  Any 
apparent  angles  that  appear  are  smoothed  over  by  the  molder  by  hand. 

70.  Molding  Straight  Pipes.  —  Formerly  straight  pipes  were  gen- 
erally cast  on  their  sides,  the  result  being  often  an  uneven  thickness 
of  metal.  According  to  the  present  practice,  pipes  are  always  cast  with 
their  axis  vertical,  and,  except  for  small  pipes,  with  their  bell  ends  down. 
In  Fig.  39  we  show  the  mold  of  a  straight  pipe.  A  cast  iron  ring  B, 
called  the  chill,  forms  the  foundation  for  the  whole  mold.  Its  name  is 
really  a  misnomer,  as  it  is  covered  with  molding  sand,  to  prevent  the 
melted  iron  from  coming  in  contact  with  B,  and  being  chilled.  On  the 
chill  is  placed  the  flask  A  which  holds  that  part  of  the  mold  which  forms 
the  outer  surface  of  the  casting.  This  flask  is  placed  in  a  vertical  posi- 
tion, and  a  lining  of  sand  J  is  rammed  between  the  flask  and  the  pattern. 
The  pattern  is  then  removed,  and  the  sand  is  coated  with  a  suitable 
metallic  blacking.  The  bead-ring  F,  at  the  top  of  the  mold,  is  made  by 
pouring  semi-fluid  mud  (made  extra  strong  by  the  addition  of  clay  water 
and  wheat  flour)  into  an  iron  mold,  in  which  it  is  baked.  To  obtain 
sufficient  strength,  an  iron  ring  is  usually  incorporated  into  the  bead- 
ring.  Six  to  a  dozen  semicircular  nicks  are  cut  in  the  edge  of  the  bead- 
ring,  next  to  the  core,  to  permit  the  iron  to  flow  into  the  mold.  There 
is,  also,  a  single  nick  (called  the  riser)  in  this  edge,  which  allows  the 
air  and  gases  to  escape  as  they  are  displaced  by  the  entering  iron.  The 
melted  iron  is  poured  into  a  trough  of  sand,  called  the  runner,  which 
rests  on  the  top  of  the  flask. 

The  core  is  made  by  revolving  by  power  an  iron  spindle  C,  which 
is  to  form  the  center  of  the  core.  A  twisted  hay-rope  E  is  first  wound 
around  the  spindle.  Then  mud  consisting  of  argillaceous  loam,  sand, 
and  water,  which  are  mixed  in  a  pug  mill,  is  plastered  over  the  hay- 
rope.     As  the  spindle  revolves  a  long  wooden  straight-edge  (called  a 
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strike),  bound  with  iron,  is  hrought  to  bear  against  the  mud  and  cuts 
the  core,  as  in  a  lathe,  to  the  desired  diameter. 

The  first  coat  of  mud  brin;^  the  core  within  about  half  an  inch  of  its 
final  diameter.  It  is  baked  over  night,  and  then  receives  a  skim  coat  of 
a  fine,  more  sandy  material,  and  is  finally  coated  with  liquid  blacking, 
which  gives  the  core  a  ver>-  smooth  sm^ace.  This  blacking  is  usually 
applied  by  means  of  the  sirike. 


Fig    39  —  Mold  for  Cart  Iron  Pipe 


If  it  ia  desired  to  increase  the  thickening  of  the  walls  of  a  pipe,  for 
which  the  patterns  have  already  l>een  made,  it  can  be  accomplished  in 
two  ways:  by  reducing  the  diameter  of  the  core;  or  by  makii^  a  new 
pattern  for  the  outside  of  the  pipe.  The  former  plan  involves  practical 
difficulties  in  the  manufacture  of  the  pipe,  and  has  the  undesirable 
feature  of  giving  the  pipe  a  diameter  including  a  fraction  of  an  inch. 
The  latter  way  is,  therefore,  preferable. 
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71.  Casting,  —  The  iron  is  melted  in  an  ordinary  cupola,  coke  being 
generally  used  as  fuel,  and  oyster  shells  or  limestone  being  added  to  act 
as  flux.  The  proportion  of  fuel  to  iron  varies,  being  on  an  average  about 
one  to  eight  by  weight.  A  new  fire  is  started  each  day.  After  the 
casting  has  been  done,  the  bottom  of  the  cupola  is  dropped.  The 
remnants  are  run  through  a  revolving  cinder-mill,  which  separates  the 
iron  from  the  cinder.  The  iron  which  is  thus  obtained,  known  as  shot- 
iroUy  is  mixed  sparingly  with  new  charges  of  iron,  as  it  contains,  like 
cinder-iron,  an  extra  proportion  of  impurities.  The  risers,  runners, 
etc.,  and  rejected  castings  are  broken  up  and  charged  in  like  manner 
into  the  cupola. 

The  melted  iron  is  tapped  from  the  cupola  into  a  pouring  ladle,  a 
large  bucket  holding  three  to  six  tons.  If  the  founder  considers  the  iron 
too  hot,  that  is,  hot  enough  to  injure  the  mold,  it  is  either  allowed 
to  cool  a  little,  or  else  some  scrap  iron  or  pig  is  added  to  reduce  the  tem- 
perature. The  ladle  is  then  skimmed  of  dross,  and  a  little  earth  is 
thrown  in  at  the  nose  of  the  ladle  to  act  as  a  dam  to  keep  back  the  newly 
formed  dross.  The  iron  is  poured  from  the  ladle  into  the  runner, 
which  should  be  kept  full,  in  order  that  the  dross  that  floats  on  the  sur- 
face of  the  iron  may  be  kept  back  by  the  gates.  In  the  ordinary  method 
of  casting,  the  iron  flows  from  the  runner  into  the  top  of  the  mold  at  the 
spigot  ring.  This  obliges  it  to  fall  about  a  height  of  twelve  feet  at  the 
start.  To  avoid  the  shock  thus  produced,  the  iron  is  sometimes  led 
through  a  sand-lined  passage  to  the  bottom  of  the  pipe,  until  it  has  risen 
above  the  hub  of  the  pipe,  when  it  is  allowed  to  enter  from  the  top  as  in 
the  first  method.  The  main  objection  to  the  latter  method  is,  that  a  cool 
scum  is  formed  on  top  of  the  iron  entering  at  the  bottom  and  prevents 
the  iron,  coming  afterwards  from  the  top,  from  uniting  with  the  iron  at 
the  hub.     Both  methods  of  casting  are  used  successfully. 

It  is  very  important  to  provide  sufficient  vent  for  the  steam  and  gases 
that  arise  when  the  red-hot  iron  comes  in  contact  with  the  mold,  and  to 
permit  the  air  to  escape  from  the  mold.  This  object  is  partially  accom- 
plished by  the  risers  at  the  top,  but,  in  addition  to  this,  holes  must  be 
placed  in  the  flask  and  in  the  spindle  of  the  core.  During  the  pouring 
of  the  metal,  the  gases  burn  in  blue  flames  at  these  vent  holes.  In  order 
not  to  retard  the  escape  of  gases,  the  founder  has  to  be  careful  not  to  use 
molding  earth  of  too  compact  a  texture. 

72.  Turning  out  and  Cleaning  the  Pipes.  —  After  a  pipe  has  been  cast, 
it  is  left  to  cool  for  a  sufficient  time,  and  the  spindle  is  then  pulled  out. 
If  it  were  not  for  the  fact  that  it  had  been  surrounded  by  a  hay  rope, 
this  could  not  be  done  as  the  iron,  in  shrinking,  would  hold  it  firmly. 
The  elasticity  of  the  hay  rope,  while  permitting  the  iron  to  shrink,  pre- 
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vents  it  from  holding  the  spindle.  After  the  spindle  has  been  removed, 
the  pipe  is  left  for  some  time  in  the  flask,  usually  over  night.  Pipes  of 
less  than  16  ins.  diameter  are  sometimes  turned  out  while  still  red,  but 
this  is  apt  to  crack  them  by  the  strains  caused  by  sudden  cooling. 

The  pipes  come  from  the  casting  pit  with  the  iron  socket  ring  D,  in 
the  bell,  projecting  gates  and  fins,  and  all  of  the  core-earth  inside  of  the 
barrel.  The  pipe  must  be  thoroughly  cleaned  and  the  fins,  gates,  etc., 
must  be  chipped  off.  Four  men  will  ordinarily  clean  about  fifteen 
48-in.  pipes  per  day. 

73.  Inspection.  —  After  the  pipes  have  been  cleaned,  they  are 
inspected.  There  are  a  great  number  of  causes  of  imperfections  which 
necessitate  the  rejection  of  a  pipe.  The  imperfections  ordinarily  found 
in  pipes  may  be  classified  as  follows: 

1.  Mistakes  in  dimensions,  due  to  incorrect  patterns,  wrong  setting 
of  strikes  for  cores,  etc. 

2.  Too  small  diameter,  due  to  abnormally  high  shrinkage.  This 
occurs  rarely,  and  only  with  large  pipes. 

3.  Scabs,  which  are  excresences  on  a  pipe,  caused  by  a  piece  of  the 
mold  coming  out.  If  the  earth  floated  to  the  top  of  the  pipe,  there 
would  be  no  trouble  on  account  of  the  scab,  but  there  is  always  a  danger 
that  the  earth  has  remained  somewhere  in  the  pipe,  causing  a  weak  spot. 
If  the  scab  is  of  considerable  size,  it  is  advisable  to  reject  the  pipe. 

4.  Mold-cut.  This  is  caused  by  the  iron  penetrating  the  mold.  The 
dirt  does  not  float  away,  but  remains  partly  in  sight.  If  the  mold-cut 
is  of  considerable  size,  the  pipe  should  be  rejected. 

5.  Socket-cut.     This  is  a  mold-cut  in  the  socket,  and  is  usually  fatal. 

6.  Dirt  falling  into  the  runner  when  it  is  made.  There  is  usually 
a  little  of  this,  but  it  leaves  no  tell-tale. 

7.  Core-swells  and  core-strains,  causing  imperfections  on  the  inside 
of  the  pipe.  They  come  from  insufficient  strength  in  the  cores.  If  the 
core  should  yield  slowly,  after  a  crust  had  been  formed  all  aroimd  the 
pipe,  and  the  gates  had  become  too  hard  to  admit  any  more  iron,  a  set- 
tling would  occur  in  the  inside  of  the  pipe,  causing  a  cavity. 

8.  Scale  on  the  inside  of  the  pipe.  It  forms  sometimes  in  blotches, 
about  iV  in.  thick,  and  leaves  a  shoulder  when  it  comes  off.  The  causes 
of  this  defect  are  not  well  understood. 

9.  Imperfect  spigots  are  caused  by  the  dross  and  dirt  in  the  iron 
which  floats  on  the  top.  The  remedy  is  to  cut  off  the  spigot  end  and 
to  shrink  a  wrought  iron  bead  around  the  pipe  into  a  groove  cut  around 
the  pipe.  Modem  practice  is  to  provide  a  shrink-head,  and  to  cut  off 
to  a  correct  length. 

10.  Shrinkage  cracks.    They  are»comparatively  rare  and  usually  short. 
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11.  Excess  or  lack  of  weight.  A  pipe  should  always  be  rejected  if 
its  weight  is  below  the  minimum  called  for,  but  there  is  no  objection  to 
taking  a  pipe  weighing  somewhat  too  much,  if  the  founder  does  not 
charge  for  the  extra  weight. 

12.  Out  of  round.  Occasionally  a  flask  will  distort  the  pipe,  probably 
changing  its  shape  after  the  spindle  has  been  withdrawn. 

13.  Uneven  thickness,  caused  by  misplacing  the  core.  It  may  be 
detected  by  caliper  measurements,  or  by  watching  the  pipe  rolling  on 
smooth,  level  skids.  The  heavy  side  will  go  down  rapidly  and  tend  to 
stay  down.     This  defect  occurs  rarely  in  pipes  cast  vertically. 

14.  Unsuitable  iron.  The  iron  should  be  soft  enough  to  cut  or  drill, 
and  not  cold-  or  red-short  (too  hard  or  too  brittle). 

15.  Leaking  or  bursting  when  tested  in  the  press. 

16.  Cracked  in  handling. 

In  examining  pipe,  the  inspector  tests  the  hub  and  spigot  ends  by  means 
of  templates  and  the  thickness  of  the  pipe  by  calipers.  He  pecks  strongly 
with  a  pointed  hammer  all  around  the  spigot  end,  and  at  all  doubtful 
points.  The  inspector  also  examines  the  pipes  for  hardness,  in  order  to 
judge  whether  or  not  it  can  be  drilled  or  cut. 

74.  Coating.  —  After  the  inspector  has  accepted  the  pipes,  they  are 
rolled  to  the  place  where  they  are  coated.  As  already  stated,  pipes  are 
almost  universally  coated  with  Dr.  Angus  Smith's  coal-tar  varnish. 
There  are  some  minor  differences  in  the  materials  used  in  the  composi- 
tion, and  in  the  methods  of  applying  them.  The  pipes  are  brought,  in 
an  oven,  to  a  temperature  of  300  to  350°  F.,  and  are  then  immersed  in  a 
cauldron  containing  the  varnish  which  is  kept  at  a  heat  of  200  to  225°  F. 
After  being  left  in  the  hot  bath  for  a  certain  time,  the  pipes  are  lifted 
vertically  out  of  the  liquid,  the  surplus  of  which  runs  off  the  pipes. 

In  the  large  foundries  near  Philadelphia  the  pipes  are  coated  as 
follows: 

The  pipe  is  heated  in  an  oven  so  constructed  that  the  heat  is  uni- 
formly distributed.  Electric  pyrometers  regulate  the  temperatures  of 
the  oven  and  of  the  tar  bath.  The  pipe  is  lowered  into  the  tar  bath, 
and  left  there  from  three  to  ten  minutes,  according  to  the  condition 
of  the  work  about  the  vat.  The  composition  used  consists  simply 
of  crude  gas-tar,  to  which  some  dead  oil  of  tar  is  sometimes  added.* 
The  pipe  is  then  taken  out  of  the  bath,  and  is  allowed  to  drain  over 
the  vat,  the  draining  being  assisted  by  scraping  the  invert  with  a 
segmental  hoe.  The  pipe  is  then  put  on  skids  and  imperfections  in  the 
coating  are  remedied  by  smoothing  the  coating  or  adding  some  of  the 

*  Dead  oil  is  that  part  of  coal-tar  which  is  obtained  in  a  fractional  distillation 
between  about  410-750**  F.     It  contains  both  the  creosote  and  the  anthracene  oils. 
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tar  varnish  by  means  of  a  brush  or  mop,  as  may  be  required.  According 
to  the  conditions,  it  requires  from  one-half  to  two  hours  for  the  coating 
to  become  hard. 

The  coal-tar  varnish  applied  to  water  mains  does  not  always  protect 
them  from  rusting.  Many  engineers  think  that  the  varnish  used  nowa- 
days is  inferior  to  that  applied  thirty  or  forty  years  ago,  and  attribute 
this  difference  to  changes  which  have  taken  place  in  the  making  of  gas. 
Some  manufacturers  of  pipe  buy  the  coal-tar  they  use  for  coating  pipes 
in  the  market,  wherever  tbey  can  get  it  the  cheapest,  without  having  any 
chemical  analysis  made.  Tar  from  different  works  vary,  however,  in 
physical  and  chemical  character.  The  mixture  of  coal  used  in  making 
the  gas,  the  heat  in  the  retorts  and  condensers,  etc.,  have  an  effect  on 
the  tar,  which  is  a  complicated  mixture  containing  more  than  one 
hundred  different  chemical  compounds. 

It  is,  therefore,  very  evident  that  the  quality  of  the  coal-tar  varnish 
put  on  water  mains  differs  very  much,  according  to  the  composition  of 


Fia.  40.  —  Hydraulic  Press  for  Testing  Water  Mains. 

the  tar  used.  The  temperature  of  the  pipe,  when  taken  out  of  the  bath, 
has,  also,  a  great  deal  to  do  with  the  quality  of  the  coating.  If  the  pipe 
is  too  hot,  the  coating  will  be  over  distilled,  and  will,  probably,  be  too 
_,  brittle.  If  the  pipe  is  too  cool,  the  coating  will  be  too  thick  and  will 
not  harden  sufficiently.  Thin  pipes  should  be  heated  hotter  than  thick 
pipes,  as  they  will  not  retain  the  heat  as  long  as  the  latter.  The  distilla- 
tion must,  therefore,  be  more  rapid  at  first. 

76,  Weighing.  —  After  the  pipes  have  been  coated,  they  are  weighed 
on  a  suitable  platform-scales,  in  the  presence  of  the  inspector,  the  weight, 
class  and  number  of  the  pipe  being  painted  on  the  inside  with  white  lead. 

76,  Proving.  — The  pipes  are  next  subjected  to  hydraulic  pressure. 
Each  pipe  is  placed  between  two  heavy  discs  (Fig.  40),  one  being  sta- 
tionary and  the  other  attached  to  the  piston  of  a  hydraulic  cylinder. 
Gaskets  are  placed  between  the  ends  of  the  pipe  and  the  discs,  to  insure 
water-tightness.  Water  at  a  low  pressure  is  admitted  into  the  pipe 
through  an  orifice  in  one  of  the  discs,  the  air  in  the  pipe  escaping  through 
another  orifice  at  the  top  of  the  disc.     It  is  important  to  expel  practically 
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all  of  the  air  in  the  pipe,  as  it  might  cause  accidents,  on  account  of  its  ex- 
pansive force,  by  throwing  fragments  of  a  pipe,  should  it  burst  in  thepress. 
When  there  is  only  water  in  the  pipe,  the  bursting  can  cause  no  danger. 
After  the  pipe  has  been  filled  with  water,  the  air-valve  is  closed  and  a 
high  pressure,  amounting  to  300  lbs.  per  sq.  in.,  is  turned  on.  While 
the  pipe  is  subjected  to  the  pressure,  the  inspector  hits  the  pipe  several 
blows  at  different  places,  to  see  whether  any  cracks  are  started.  But 
few  pipes  burst  in  the  press. 

After  a  pipe  has  passed  the  pressure  test  successfully,  it  is  ready  for 
shipment,  and  the  inspector  allows  his  initials  to  be  painted  inside  the 
pipe. 

Good  foundries  are  arranged  on  a  gentle  slope,  in  order  to  facilitate 
moving  the  pipes,  one  process  following  the  other  in  regular  order. 

77.  Tests  for  the  Iron.  —  Three  qualities  of  cast  iron  must  be 
considered:  strength,  hardness,  and  durability.  The  degree  to  which 
a  casting  should  possess  these  qualities  depends  upon  the  use  to  which 
it  is  to  be  put.  The  effect  of  the  chemical  composition  of  the  iron  on  the 
quahties  mentioned  above  is  discussed  on  pages  94  to  97. 

Pipe  castings  should  be  strong  enough  to  bear  shocks  caused  in 
handling  the  pipes,  from  water-hammer,  etc.;  they  should  be  capable 
of  being  readily  cut  and  drilled,  and  as  diu*able  as  possible,  without 
interfering  with  the  requirements  first  mentioned.  Hard  iron  is  pre- 
ferred for  pipes  by  some  engineers,  as  it  resists  the  chemical  action  of 
earth  and  water  better  than  softer  iron,  but  hardness  is  a  disadvantage 
if  the  pipe  is  to  be  cut  or  tapped.  The  fitness  of  the  iron  for  being  cut, 
drilled,  etc.,  can  be  tested  directly  with  a  chisel,  file,  or  pointed  hammer. 
The  general  quality  of  the  iron  can  be  judged  from  the  appearance  of 
its  texture,  when  broken.  Thus,  a  white  texture  indicates  hardness  and 
brittleness;  a  fine  gray  texture  is  a  sign  of  strength,  while  a  coarse, 
crystalline  fracture  with  much  graphitic  carbon  indicates  weakness.  In 
judging  of  the  quality  of  the  iron,  the  indications  of  the  fracture  must 
be  taken  in  connection  with  chemical  analysis,  as  the  rate  of  cooling  has 
much  to  do  with  the  appearance  of  the  fracture,  while  most  of  the  alloys 
may  remain  unchanged. 

In  testing  a  bar  of  iron  from  the  same  iron  used  for  the  pipes,  it  is  not 
sufficient  to  determine  only  its  strength  to  resist  tension  or  compression, 
as  very  brittle  iron  may  possess  such  strength  to  a  high  degree.  It  is 
essential  to  note  the  elasticity  of  the  iron  (shown  by  its  strength  under 
tension),  as  this  quality  enables  it  to  resist  shock.  The  best  way  of 
testing  a  bar  of  iron  is  under  a  transverse  load,  as  its  deflection  indicates 
its  elasticity.  It  is,  also,  the  cheapest  way,  as  it  does  not  require  any 
complicated  apparatus.     This  method  was  adopted  for  the  Metropolitan 
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Water  Works  of  Boston.  Specimen  bars,  1  X  2  X  26  ins.,  laid  flatwise 
with  a  clear  span  of  24  ins.,  were  required  to  carry  a  center  load  of  1900 
lbs,,  with  a  deflection  of  at  least  0.3  in.  This  test  was  required  as  a 
daily  average  from  a  cupola. 

In  taking  a  test-bar,  it  must  be  borne  in  mind  that  the  strength  of 
this  bar  may  differ  materially  from  that  of  the  castings.  The  strength 
of  cast  iron  depends  largely  upon  the  rate  at  which  it  cools,  quick 
cooling  producing  strength  and  brittleness,  while  slow  cooling  produces 
softness  and  elasticity.     The  surface  of  the  iron,  called  the  skin,  has 


Fio.  41.    RiehM-a  Testing  Manhine. 

greater  strength  than  the  inner  portions  of  a  bar.  For  this  reason,  if  a 
tesi^bar  is  planed  down  to  the  size  of  the  smaller  bar,  the  latter  will  be 
found  to  be  the  stronger  of  the  two,  when  tested;  while  the  former  is 
more  elastic,  on  account  of  the  removal  of  the  hard  skin.  It  follows 
that  the  test-bar  should  equal  in  thickness  the  thickest  part  of  the 
proposed  casting. 

Although  the  objections  noted  above  hold  against  using  small  sample 
castings,  as  a  means  of  judging  the  strength  of  a  larger  casting,  the 
method  of  test-bars  is  generally  used,  for  lack  of  any  better  method. 
The  founders  are  usually  permitted  to  cast  the  test-bars  in  any  way  they 
prefer  (in  green  sand,  dry  sand,  etc.),  the  only  requirements  being  that 
the  iron  must  be  the  same  kind  as  that  used  for  the  pipes,  and  that  the 
test-bars  shall  not  be  annealed. 

The  bars  can  be  tested  in  a  machine  made  by  Riehlg  Bros,  of  Phila- 
delphia, Pa.  (Fig.  41),  the  load  being  gradually  applied  at  the  center  of 
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the  bar,  and  the  deflection  being  noted.  The  errors  that  may  occur  in 
the  testing  may  be  neglected  in  view  of  the  roughness  of  the  whole 
test-bar  method. 

As  pipes,  about  one-half  to  one  in.  thick,  appear  to  have  about  the 
same  texture  as  a  1  by  2-in.  bar,  these  test-bars  indicate,  very  probably, 
the  strength  of  the  iron  in  the  pipes. 

Although  the  transverse  test  may  not  give  the  exact  strength  of  the 
iron  in  the  pipe,  it  serves  to  detect  variations  in  the  iron  in  the  cupola, 
due  to  differences  in  charging.  Taken  together  with  a  careful  examina- 
tion of  the  texture  of  the  fractiu-ed  sections  of  test-bars,  it  forms  a  good 
indication  of  the  quality  of  the  iron.  Two  bars  should  always  be  cast 
from  the  same  ladleful  of  iron,  and  tested,  in  order  that  the  exactness  of 
the  results  obtained  may  be  checked. 

78.  Chemical  Tests  *  —  As  the  chemical  composition  of  a  piece  of 
cast  iron  determines  largely  its  character,  it  would  seem  that  the  com- 
position of  the  iron  should  be  specified,  and  that  a  chemical  analysis 
should  be  included  in  the  prescribed  tests.  Thus  far,  this  has  not  been 
generally  done,  as  there  is  still  some  difference  of  opinion  among  foundry- 
men  and  chemists  about  the  exact  effect  which  results  from  certain 
combinations  of  the  different  substances  usually  found  in  iron.  A 
uniform  chemical  analysis  should,  however,  not  be  insisted  upon  for  all 
places  of  manufacture,  as  the  variation  in  the  chemical  composition  of 
the  ores  from  which  the  pig  iron  is  made  in  different  places  must  be 
considered. 

The  general  effect  which  each  of  the  foreign  substances  contained  in 
iron  ore  produce  is  well  understood. 

79.  Foreign  Elements  in  Iron.  —  The  elements  usually  found  in 
pig  iron  are:  iron,  carbon,  silicon,  sulphur,  phosphorus,  and  man- 
ganese, the  two  first  mentioned  having  the  controlling  effect. 

80.  Carbon.  —  This  element  is  found  in  cast  iron,  either  combined 
or  uncombined,  as  graphite.  Combined  carbon  is  usually  admitted  to 
embrace  more  than  one  kind  of  carbon.  A  great  deal  remains  still  to  be 
discovered  about  the  effect  of  carbon  on  iron.  Its  action  depends  not 
only  upon  the  amount  present  in  the  iron,  but,  also,  upon  its  condition. 
Mixtiu*es  in  which  charcoal  iron  is  the  chief  component  show  perceptible 
differences  from  those  made  entirely  from  coke-iron.  Graphite  is  known 
to  be  the  principal  softening  agent  in  cast  iron. 

81.  Silicon,  —  Thirty  or  forty  years  ago,  foundry-men  regarded 
this  element  as  their  worst  enemy.  It  has  since  been  shown  that  silicon 
has  the  very  beneficial  function  of  promoting  the  formation  of  graphite, 

*  ** Modem  Cupola  Practice  and  the  Physics  of  Cast  Iron,"  by  Bertrand  S. 
Summers,  Eng.  NewSy  Oct.  6,  1898,  p.  219. 
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while  lowering,  at  the  same  time,  the  saturation  point  of  iron  for  com- 
bined carbon.  Some  foundry-men  claim  that  an  increase  in  silicon 
causes  always  a  proportional  increase  in  graphite,  and  that  siUcon  may 
be  blindly  added  to  a  foundry-mixture,  without  considering  other  con- 
ditions. Analyses  of  castings,  given  by  Mr.  Bertrand  S.  Summers  of 
Chicago,  111.,  prove  that  this  view  is  erroneous,  and  that  there  are  other 
conditions  that  affect  the  amount  of  graphitic  carbon  as  much,  and 
possibly  more,  than  the  silicon.  It  is,  therefore,  more  important  to 
control  the  amount  of  graphite  present  in  the  pig  iron  put  in  the  cupola 
than  the  amount  of  silicon  which  it  contains. 

It  is  now  generally  accepted  that  the  silicon  affords  the  pipes  con- 
siderable resistance  to  corrosion,  and,  for  this  reason,  it  is  claimed  that 
cast  iron  pipe  resists  corrosion  better  than  steel  pipe.  Some  silicon 
should  always  be  present  in  a  casting.  For  most  foundry  purposes  the 
iron  should  contain  at  least  1^  per  cent  of  silicon.  A  machinery-casting 
of  close  structure,  that  is  to  be  soft  enough  for  tooling,  should  not  con- 
tain over  1 1  to  2 J  per  cent  of  silicon. 

For  light  hardware,  which  does  not  require  to  have  great  strength,  the 
silicon  may  amount  to  3  per  cent.  The  effect  of  this  large  amount  of 
silicon  is  to  make  the  iron  very  fluid,  so  that  it  will  take  delicate  molds 
well,  and  avoid  the  difficulty  due  to  shrinkage.  If  more  than  3  per  cent 
of  silicon  is  carried,  the  casting  becomes  too  brittle. 

82.  Sulphur  frequently  counteracts  the  good  effects  of  silicon,  and 
causes  much  trouble  in  the  foundry.  Th^  brands  of  soft  charcoal  or 
coke-iron  do  not  generally  contain  enough  sulphur  to  cause  any  trouble. 
The  excess  amount  of  this  eleihent  is  in  many  instances  introduced  into 
the  mixture  through  the  ferro-silicon  irons  which  are  added  to  the  charge. 
In  good  foundry-practice  the  amount  of  sulphur  in  a  casting  is  limited 
to  0.08-0.10  per  cent. 

83.  Phosphorus,  —  For  the  greater  part  of  foundry  work,  the 
presence  of  this  element,  up  to  1  per  cent,  is  an  advantage,  as  it  keeps 
the  metal  fluid.  Phosphorus  makes  the  iron,  however,  brittle  and  very 
liable  to  break  under  a  sudden  blow.  Where  great  strength  and  resili- 
ence are  required,  the  amount  of  phosphorus  should  be  kept  at  less  than 
0.5  per  cent. 

84.  Manganese  is  an  important  element  in  iron.  Metallurgists 
consider  it  to  have  a  beneficial  effect,  as  it  promotes  combined  carbon. 
If  silicon  predominates  in  the  iron,  it  would  tend  to  counteract  this 
effect.  Manganese  increases  the  strength  of  the  iron,  closes  the  grain, 
and  reduces  the  tendency  to  form  blow-holes. 

85.  Oxidized  materialj  especially  rusty  scrap,  has  considerable 
influence  upon  the  mixture  in  the  cupola.    The  surface  rust  in  pig 
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iron  is  usu9.11y  not  noticeable,  but  if  the  corrosion  has  gone  to  consider- 
able depth,  it  has  a  very  bad  effect  in  the  cupola.  When  such  light 
scrap,  having  a  large  surface  exposed  to  atmospheric  corrosion  in 
proportion  to  its  volume,  is  charged  in  the  cupola,  the  casting  made  will 
consist  of  exceedingly  dirty  and  spongy  iron.  The  cleaner  the  materials 
put  into  the  cupola  are,  the  cleaner  will  be  the  castings. 

86.  Effects  of  the  Blast.  —  The  blast  has,  in  all  probability,  a  great 
influence  in  furthering  the  mutual  reactions  of  the  different  elements 
in  the  cupola.  Although  the  exact  effects  of  this  influence  has  not  yet 
been  clearly  shown,  increase  of  blast  seems  to  have  a  decided  tendency  to 
increase  the  total  amount  of  carbon  in  the  cast  iron,  augmenting  corre- 
spondingly the  percentage  of  graphite. 

87.  Iron  Specifications.  —  As  already  stated,  it  has  not  yet  become 
customary  to  specify  the  limits  within  which  certain  elements,  usually 
found  in  iron,  are  to  be  kept,  although  it  is  sometimes  done. 

The  best  composition  of  iron  for  cast  iron  pipes  depends  upon 
the  size  of  the  pipe  and  upon  the  thickness  of  the  metal.  R.  D. 
Wood  &  Co.,  of  Philadelphia,  Pa.,  give  the  following  limitations  in 
percentage  for  foreign  elements  in  the  average  quality  of  cast  iron  used 
for  pipes:  silicon,  1.00  to  2.50;  sulphur,  0.08  to  0.15;  phosphorus,  0.50 
to  1.00;  manganese,  0.40  to  0.80. 


CHAPTER  VI 

WROUGHT  IRON  AND   STEEL  PIPES 

88.  Historical  Notes.  —  Prior  to  1853,  wrought  iron  was  rarely- 
used  for  water  mains  in  the  United  States,  as  cast  iron  pipes  were  cheaper. 
Wrought  iron  penstocks  and  supply  pipes  for  turbines  were,  however, 
occasionally  constructed,  and  some  of  these  pipes  were  in  use  for  more 
than  fifty  years. 

Wrought  iron  pipes  were  first  used  on  a  large  scale  in  1856  in  the 
hydraulic  mining  operations  in  California,  owing  to  the  large  expense 
involved  in  transporting  cast  iron  pipes  in  mountainous  regions.  For 
about  three  years  prior  to  this  time,  thin  sheet  iron  pipes,  5  and  6  ins. 
in  diameter,  had  been  laid  to  lead  water  from  flumes  or  ditches  to  the 
large  jet  nozzles  used  in  hydraulic  mining. 

The  first  wrought  iron  pipes  laid  in  California  were  made  of  very  thin 
plates,  the  metal  being  occasionally  strained  to  half  its  breaking  strength. 
As  the  plates  rarely  exceeded  No.  10  Birmingham  Wire  Gauge  (0.134 
in.),  the  small  rivets  used  for  these  pipes  could  be  driven  cold.  Except 
for  great  pressure,  the  seams  were  all  single  riveted.  The  pipes  were 
often  made  right  at  the  mines  in  sections,  18  to  25  ft.  long,  with  slightly 
tapering  courses.  They  were  dipped  into  a  bath  of  melted  asphalt  and 
coal  tar,  to  protect  them  against  corrosion,  and  were  shoved  together, 
stove-pipe  fashion,  by  means  of  jack-screws,  the  asphalt  coating  at  the 
joints  being  first  softened  by  heating.  These  joints  were  not  secured  by 
any  riveting.  If  leakage  occurred,  it  was  stopped,  or  at  least  reduced, 
by  throwing  sawdust  into  the  pipe. 

One  of  the  oldest  of  these  conduits  was  a  line  of  40-in.  wrought  iron 
pipe,  laid  in  1857  across  a  depression  at  Timbucto,  Yuba  County,  Cal. 
During  the  following  decade  various  other  lines  of  similar  pipe  of  a  tem- 
porary character  were  laid,  and  the  use  of  wrought  iron  conduits  was, 
also,  extended  to  water  works,  thicker  plates  being  used  and  the  rivets 
being  driven  hot.  For  small  pipes  the  joints  were  made  by  means  of 
sleeves  and  hot  lead.  In  larger  pipes  the  circumferential  joints  were 
riveted,  no  provision  being  made  for  expansion  and  contraction,  as  it 
was  deemed  unnecessary. 

In  the  Western  States,  the  largest  amount  of  wrought  iron  pipe  was 
laid  to  convey  water  to  San  Francisco.  The  first  pipes  for  this  purpose 
were  constructed  about  1862.     By  the  end  of  1892,  about  72  miles  of 
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wrought  iron  pipe,  22-44  ins.  in  diameter,  had  been  laid,  in  connection 
with  the  water  works  of  San  Francisco,  besides  a  submarine  Une  of  16-in. 
pipe,  13,800  ft.  long,  across  San  Francisco  Bay,  in  55  ft.  of  salt  water. 
Some  of  the  early  lines  of  wrought  iron  pipe  are  mentioned  in  the  follow- 
ing table: 

TABLE  XXX. —  RIVETED  WROUGHT  IRON  PIPES 


Year 

Locality 

Diameter, 
inches 

Length, 
feet 

Thickness 

of  metal, 

inches 

Maximum 
head,  feet 

1868 

Humbue  Canon,  Cal 

26 
30 
30 
Hi 

8 

1,200 
13,200 
14,000 
37,100 
68,640 

t 

120 

1869 
1870 
1872 

1888 

Cherokee  Gravel  Mines,  Cal 

Spring  Valley  Mining  Co.,  Cal. . . 
Virginia  City  Water  Co.,  Nev.*  . 
Tuscarora,  Nev 

850 

'i726" 
900 

• 

*  This  pipe  leaked  considerably  at  the  circular  joints.  The  following  year  a  10-inch  lap-welded  pipe 
with  screw  couplings  was  laid  alongside  of  the  riveted  pipe.  Although  the  second  pipe  had  a  smaller 
diameter  than  the  first  one,  it  delivered  as  much  water,  owing  to  its  smooth  inner  surface. 

The  wrought  iron  water  pipes  of  San  Francisco,  and  several  of 
those  mentioned  in  the  above  table,  were  designed  by  Herman 
Schussler,  M.  Am.  Soc.  C.  E.,  the  Chief  Engineer  of  the  Spring  Valley 
Water  Co. 

89.  In  the  Eastern  States,  the  first  riveted  wrought  iron  pipe  of 
importance  was  laid  for  the  Rochester  Water  Works  in  1873  to  1875. 
This  pipe-line  is  36  ins.  in  diameter  and  9f  miles  long.  According  to  the 
original  intention,  cast  iron  pipes  were  to  be  laid  in  this  line,  but  the 
prices  bid  were  found  to  be  prohibitory,  and  it  was,  therefore,  decided 
to  make  the  pipes  of  wrought  iron.  Although  this  pipe-line  has  been 
more  or  less  corroded  in  places,  it  is  still  in  service. 


TABLE  XXXI.  —  PIPE-LINES  OF  RIVETED  STEEL 


Year 


1892 
1894 
1895 
1896 
1895 
1906 


Water  works 


East  Jersey  Water  Co.*. . 
Rochester  Water  Works  t 

Cambridge  t 

New  Bedford  § 

Allegheny  N 

Brooklyn  Water  Works . . , 


Location 

Diameter, 
inches 

New  Jersey 

New  York 

Massachusetts . . . 
Massachusetts. . . 
Pennsylvania. . . . 
New  York 

48 
38 
40 
48 
60 
72 

Length, 
miles 


21 

26 

3 

8 
10 

8 


•  Jour.  New  England  Water  Works  Assoc,  1893,  VIII,  pp.  18-42;  Eng,  Record,  Aug.  8,  1891,  p.  156; 
Eng.  News,  Oct.  11,  1890;  Aug.  1  et  aeq.,  1891;  and  June  15  et  aeq.,  1893. 
t  Eng.  Record,  April  13  et  seq.,  1895. 
t  Ibid.,  Jan.  5,  1895,  p.  97. 
§  Ibid.,  March  28,  1896,  p.  293. 
II  Eng.  News,  Oct.  10, 1895,  p.  234. 
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About  1890  soft  steel  began  to  supersede  wrought  iron  for  pipes, 
boilers,  etc.,  on  account  of  its  greater  cheapness.  Some  engineers  claim 
that  steel,  when  buried  in  the  ground,  corrodes  more  rapidly  than 
wrought  iron;  but,  according  to  the  best  authorities,  this  difference,  if 
it  exists,  is  not  large,  and  steel  has  been  used  in  all  recent  lines  of  riveted 
pipes,  the  most  important  of  which  are  given  in  Table  XXXI. 

90.  Large  riveted  steel  pipes  have  been  used  extensively  in  recent 
years  as  conduits  and  penstocks  for  water  power  development,  and  as 
inverted  siphons  on  aqueducts.  A  steel  penstock,  18  ft.  in  diameter, 
was  constructed  for  the  Ontario  Power  Company  of  Niagara  Falls,  N.  Y. 
It  is  subjected  to  a  head  of  about  20  ft.,  which  gives  the  water  a  velocity 
of  15  ft.  per  second. 

On  the  line  of  the  great  aqueduct  which  brings  a  supply  of  water 
from  the  Catskill  Mountains  to  the  City  of  New  York,  a  number  of 
valleys  are  crossed  by  inverted  siphons  of  riveted  steel  pipe,  9  or  11  ft. 
in  diameter,  and  made  of  plates  xV  ^o  f  iii-  thick  (p.  306).  Similar 
siphons  of  riveted  steel  pipes,  7.5  to  11.5  ft.  in  diameter,  were  con- 
structed on  the  Los  Angeles  aqueduct  (p.  253). 

91.  Design  of  Riveted  Pipes.  —  The  thickness  of  shell  required  for 
a  riveted  pipe  to  resist  a  given  pressure  is  calculated  by  the  formula 
for  a  thin  ring,  used  for  a  cast  iron  pipe.  In  fixing,  however^  the  value 
of  permissible  stress  in  the  pipe,  we  must  bear  in  mind  that,  even 
in  well-designed  pipes,  the  strength  at  a  longitudinal  joint  is  only  54  to 
75  per  cent  of  that  of  the  metal  in  the  pipe-ring  itself,  according  to 
whether  single,  double  or  triple  riveting  is  used.  In  a  pipe  made  of  soft 
steel,  having  a  tensile  strength  of  about  60,000  lbs.  per  square  inch  and 
an  elastic  limit  of  30,000  lbs.  per  square  inch,  the  metal  in  the  pipe  may 
be  safely  stressed  to  15,000  lbs.  per  square  inch,  but  the  longitudinal 
joints  only  to  8000  to  11,000  lbs.,  according  to  the  number  of  rows  of 
rivets,  and  the  latter  values  must  be  used  in  the  formula  for  determining 
the  thickness  of  the  metal  of  the  pipe. 

In  designing  a  riveted  joint,  we  have,  however,  not  only  to  consider 
the  question  of  strength,  but,  also,  the  practical  requirement  of  making 
the  joint  water-tight.  The  questions  how  closely  the  rivets  should  be 
driven  between  centers  for  this  purpose,  and  how  near  to  the  edge  of  the 
plate,  are  principally  determined  by  experience.  The  formulas  used  for 
calculating  the  diameter  and  pitch  (distance  between  centers  of  rivets) 
of  the  rivets  for  a  pipe  having  a  given  thickness  of  metal  are  to  a  great 
extent  empirical. 

92.  Riveted  Joints.  —  The  metal  plates  for  a  riveted  pipe'  are 
joined  either  by  lap-joints  (Fig.  42)  or  butt-joints  (Fig.  43),  made  with 
one  or  two  covering-plates  or  straps.     Occasionally  a  lap-joint  is:  pro- 
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vided  with  a  cover-plate  (Fig.  44).  For  pi-actical  reasons  lap-joints  are 
only  used  for  plates  up  to  J  in.  in  thickness.  With  thicker  plates  it 
would  be  impracticable  to  hammer  the  plates  down,  where  necessary,  at 
the  joints,  to  obtain  a  close  contact  between  the  plates,  and  the  rivets 
required,  which  are  usually  about  twice  the  thickness  of  the  plate,  would 
be  too  large  to  be  driven  by  hand.  For  a  butt-joint  twice  as  many 
rivets  are  used  as  for  a  lap-joint,  and  they  may,  therefore,  have  half  the 
size.  If  only  one  covering-plate  or  strap  is  used,  it  should  evidently 
have  the  same  thickness  as  the  shell  of  the  pipe,  but,  when  there  are  two, 
each  need  only  have  half  the  thickness  of  the  shell.  Butt-joints  are 
somewhat  more  expensive  than  lap-joints. 
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DovilcRitiUd 
Fio.  42.  —  Lap-joints. 


Quadruple  Rizetod 


SiagU  RimUd  DmOle  Ritded  Triple  BiieUi 

Fig.  43.  ~  Butt-joints. 

Lap-joint«  may  have  one,  two,  three  or  more  rows  of  riveta.  With 
butt-joints  at  least  two  rows  of  rivets  must  be  driven  —  one  on  each 
side  of  the  joint  —  and  as  many  more  can  be  used  as  required.  When 
the  rivets  are  in  line  both  longitudinally  and  transversely  of  the  seam 
(Fig.  45),  the  joint  is  said  to  be  chain-riveted.  If  they  are  staggered  as 
shown  in  Fig.  46,  the  joint  is  said  to  be  zigzag  or  staggered  riveted. 

93.  Punching  or  drilling  may  be  used  for  making  the  rivet  holes, 
which  are  usually  made  -^  in.  larger  than  the  diameter  of  the  cold  rivet, 
to  allow  for  the  expansion  due  to  the  heating  of  the  rivet.  As  the  rivet, 
if  driven  properly,  fills  the  hole,  its  diameter  is  usually  assumed  in  cal- 
culations of  the  strength  of  riveted  joints  to  be  equal  to  that  of  the  hole. 
Some  engineers  assume,  however,  the  diameter  of  the  rivet  to  be  that 
s^hijh'it  was  when  cold,  as  the  rivets  may  be  sultjectod  to  additional 
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stresses  caused  by  the  rivet  holes  not  being  directly  opposite  to  each 
other. 

Punching  diminishes  the  strength  of  the  plates  between  the  rivet  holes, 
unless  the  plates  are  subsequently  annealed,  when  the  original  strength 
is  recovered.  This  may  also  be  accomplished  by  punching  the  holes  ^ 
to  J  in.  too  small,  and  reaming  them  to  the  required  size.  The  fact  that 
reaming  restores  the  plates  to  their  original  strength  shows  that  the 
injury  done  by  punching  extends  only  to  a  very  short  distance  from  the 
rivet  holes. 


r3<t- 


OOUBLE   RIVETED   LAP-JOINTS. 


Fio.  44.  —  Combined  Lap- 
and  Butt-joint. 


Fig.  45.— Chain 
Eivetii^. 


Fig,  46.  — Zigzag 
Riveting. 


Drilling  is  a  slow  and  expensive  process;  annealing  requires  large 
furnaces  and  may  injure  the  plate,  if  it  is  not  done  very  carefully. 
Punching  the  holes  too  small  and  reaming  them  afterwards  seems,  there- 
fore, the  most  practical  method  of  securing  a  strong  joint.  In  ordinary 
practice,  plates  having  a  thickness  up  to  J  in.  are  punched.  For  greater 
thicknesses  drilling,  or  punching  and  reaming,  is  resorted  to.  Experi- 
ments made  by  Prof.  A.  B,  W.  Kennedy*  in  England,  and  by  others  at 
the  Arsenal  at  Watertown,  Mass.,t  have  shown  that  drilling  and  reaming 
increases  the  strength  of  the  metal  on  the  line  of  perforations.  This  is 
explained  by  the  condition  of  localized  stress  and  consequent  prevention 
of  lateral  contraction.     The  following  table,  compiled  by  Bindon  B. 


Proc.  Inst.  M,  E.,  1888,  p.  546. 

"Tpflts  of  Mptals,"  1S8S,  pp.  12(14,  1557. 
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Stony,*  shows  the  effect  on  the  metal  between  rivet  holes  of  punching, 
annealing,  and  drilling. 

TABLE  XXXII.  —  RELATIVE  STRENGTH  OF  PUNCHED  AND 

DRILLED  PLATES 


Specimens 

Unit  strength  of  net  section  between  holes,  compared  with  that 
of  the  solid  plate,  taken  as  100  per  cent 

\  inch 

i  inch 

finch 

1  inch 

Punched 

Per  cent 
101.0 
105.6 
113.8 

Per  cent 
94.2 
105.6 
111.1 

Per  cent 
82.5 
101.0 
106.4 

Per  cent 

75.8 

Punched  and  annealed 

Drilled 

100.3 
106.1 

For  punched  and  reamed  holes  the  same  percentages  may  be  used  as 
for  drilled  holes. 

94.  Riveting  may  either  be  done  by  hand  or  by  machinery,  the 
power  used  in  the  latter  case  being  steam,  hydraulic  pressure,  or  com- 
pressed air.  Hand  riveting,  if  properly  done,  will  make  as  strong,  but 
not  as  tight,  a  joint  as  machine  riveting.  The  pressure  under  which  the 
latter  kind  of  work  is  done  produces  a  greater  frictional  resistance  be- 
tween the  plates,  and  requires,  therefore,  a  greater  force  to  produce 
visible  slipping  between  the  plates  than  hand  riveting.  When 
the  rivets  are  driven  by  hand  —  as  they  have  to  be  in  many  cases  — 
they  must  be  heated  to  the  proper  temperature,  indicated  by  their  being 
a  bright  red  color,  and  the  first  few  blows  of  the  hanamer  must  be  strong 
and  quick  enough  to  make  the  rivet  fill  its  hole  entirely.  In  shops  most 
of  the  riveting  is  donle  by  machinery,  as  it  is  cheaper  than  hand  work, 
and  makes  tighter  joints.  In  machine  riveting  a  pressure  of  about  35- 
50  tons  is  brought  to  bear  on  the  rivet,  and  is  kept  on  it  until  it  is  set. 
If  a  greater  pressure  is  used,  the  rivet  will  be  injured.  Machine  riveting 
is  superior  to  hand  riveting,  if  the  rivet  remains  under  a  high  pressure 
long  enough  to  lose  all  the  red  color  of  heat.  The  force  by  which  the 
plates  are  pressed  together  in  machine  riveting  gives  a  joint  considerable 
frictional  resistance  to  sliding.  This  resistance  depends,  also,  largely 
upon  how  the  rivet  holes  were  made.  Where  holes  are  punched  to  the 
full  diameter,  they  are  always  slightly  tapering,  a  noticeable  burr  being 
generally  left  on  the  lower  side  of  the  plate,  and  a  corresponding  de- 
pression on  the  upper  side.  Truly  cylindrical  holes  can  only  be  pro- 
duced by  reaming  the  punched  holes,  or  by  drilling. 

With  punched  plates  a  greater  frictional  resistance  will  be  produced, 
if  the  plates  are  assembled  so  as  to  bring  the  lower  faces,  containing  the 

*  "Strength  and  Proportion  of  Riveted  Joints,"  by  Bindon  B.  Stony,  London, 

1885. 
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burrs,  together,  than  if  the  smooth  upper  faces  were  placed  in  contact.* 
With  the  best  work  the  friction  between  the  plates  may  become  equal 
to  the  shearing  stress  commonly  adopted  in  designing  iron  and  steel 
structures.  On  account  of  the  numerous  practical  difficulties  of  ac- 
complishing this  with  certainty,  it  is  best  to  depend,  for  the  strength  of  a 
riveted  joint,  entirely  upon  the  rivets  to  resist  tension,  compression  and 
shearing,  and  to  consider  the  frictional  resistance  simply  as  an  additional 
margin  of  safety. 

Experiments  have  shown  the  ultimate  compressive  strength  of  wrought 
iron  and  soft  steel  rivets  and  plates  to  be  40-70  tons  per  square 
inch,  although  the  same  metal,  when  tested  in  direct,  unconstrained 
compression,  may  have  an  ultimate  crushing  strength  of  only  25-30  tons 
per  square  inch.  This  is,  doubtless,  due  to  the  constraint  afforded  by 
the  overlapping  rivet  heads.  In  general,  good  wrought  iron  and  soft 
steel  rivets  have  a  shearing  strength  of  about  20  tons  per  square  inch. 
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Fig.  47.  —  Rivet   Heads. 
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heads;  c,  steeple-  and  pan-heads;  rf,  button-  and  pan-heads. 

• 

The  compressive  strength  of  a  riveted  joint  may  have  almost  any  value 
up  to  its  empirical  limit  of  two  to  three  times  its  resistance  to  shearing. 

In  order  to  keep  the  diameters  of  the  rivets  within  practical  bounds, 
it  is  customary  to  assume  the  ratio  of  the  compressive  strength  to  the 
shearing  strength  of  a  riveted  joint  to  be  within  the  limits  of  1  to  2. 
Practice  in  this  respect  varies  greatly.  Often  the  lower  Hmit  is  chosen 
for  a  thick  plate,  to  avoid  getting  the  diameter  of  the  rivets  too  large, 
while  higher  limits  are  taken  for  thin  plate,  to  get  this  diameter  large 
enough.  Rivets  greater  than  \\  ins.  in  diameter  cannot  be  driven  by 
hand,  so  as  to  make  tight  work.  When  the  diameter  is  less  than  \  in., 
much  skill  is  required  to  form  even  and  concentric  heads.  Small  rivets 
cool  so  quickly,  that  they  are  apt  to  be  injured  by  being  overheated  in 
the  forge. 

When  the  rivets  are  in  single  shear,  their  diameter  should  be,  in 
general,  twice  the  thickness  of  the  plate,  while  it  should  only  be  equal  to 
the  thickness  of  the  plate,  if  the  rivets  are  in  double  shear.    In  the  latter 

*  This  has  been  fully  proved  by  experiments  made  by  Bach  in  Germany,  Con- 
sid^re  in  France,  Prof.  Kennedy  in  England,  Prof.  Talbor  of  Champaign,  111.,  and  by 
tests  made  at  the  Watertown  Arsenal. 
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case^  care  must  be  taken  to  discriminate  between  the  thickness  of  the 
plate  and  that  of  the  straps. 

Three  different  types  of  rivet  heads  (Fig.  47)  are  used.  The  first  is 
called  the  pan-head  or  conical  head;  the  second,  called  the  steeple-head, 
is  used  for  boilers  and  similar  work;  and  the  third  type,  known  as  the 
spherical,  "^button-head,  or  snap-head,  is  used  for  riveted  pipes  and 
general  structural  work. 

95.  Caulking.  —  Riveted  joints  generally  leak,  unless  the  edges  of 
the  plates  or  cover  straps  are  caulked.  Formerly  these  edges  were  cut 
square  and  provided  with  a  small  groove,  which  was  spread  apart  by 
means  of  a  chisel.  This  kind  of  work,  known  as  split-caulking ^  was  apt 
to  injure  the  plates,  and  a  round-nose  tool  is  now  used  for  caulking.  To 
facilitate  the  work,  the  edges  of  the  plates  or  straps  that  are  to  be  caulked 
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Fig.  49.  Fig.  50. 

Failures  of  Riveted  Joints. 
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are  usually  planed  to  a  bevel  of  1  in  3.  Leakage  occurs,  sometimes, 
under  the  heads  of  the  rivets,  and  must  be  stopped  by  caulking  the  edges 
of  the  rivet  heads.  Thin  sheets  of  wrought  iron  or  steel  cannot  be 
caulked,  as  the  plates  will  bend  or  buckle  under  the  blows  of  the  hammer. 
While  a  good  workman  can  caulk  a  sheet  of  metal  as  thin  as  |  in.,  ^  in. 
is  about  the  practical  limit  of  thinness  for  sheets  that  are  to  be  caulked. 
96.  Formulas  for  Riveted  Joints.*  —  There  are  four  ways  in  which 
a  riveted  joint  can  fail:  (1)  by  the  shearing  of  the  rivets  (Fig.  48);  (2) 

*  "On  Riveting,  with  Special  Reference  to  Ship- work,"  by  M.  Le  Baron  Clauzel, 
Proc.  Inst.  M.E.,  1881. 

"General  Formulas  for  Efficiency  and  Proportions  for  Riveted  Joints,"  by  Prof. 
J.  H.  Barr  in  Sibley  Jour,  of  Engineering,  October,  1900. 

"Machine  Design,"  by  A.  W.  Smith  and  G.  H.  Marx,  Fourth  Edition,  p.  113, 
New  York,  1915. 

"Machine  Design,  Construction  and  Drawing,"  by  Henry  J.  Spooner,  C.  E., 
Third  Edition,  p.  143,  London,  1913. 
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by  the  tearing  of  the  plates  between  rivet-holes  (Fig.  49);  (3)  by  the 
crushing  of  the  rivet,  or  the  plate  in  front  of  it  (Fig.  50),  and  (4)  by  the 
breaking  of  the  plate  in  front  of  the  rivet  (Fig.  51).  Theoretically  a 
joint  should  be  so  designed  as  to  have  the  same  factor  of  safety  to  resist 
each  of  the  four  ways  in  which  failure  may  occur.  The  diameter  and 
pitch  required  in  a  well-designed  joint  can  be  computed  by  the  following, 
simple  formulas,  in  which  all  dimensions  are  to  be  taken  in  inches  and 
all  stresses  in  pounds  per  square  inch.  As  the  joint  is  composed  of 
a  number  of  equal  units,  each  having  a  length  equal  to  the  pitch,  i.e., 
the  distance  from  center  to  center  of  rivet,  we  shall  only  consider  in 
the  formulas  one  unit's  length.  Assimiing  all  linear  dimensions  to  be 
taken  in  inches,  and  all  stresses  to  be  given  in  pounds  per  square 
inch, 

Let  P  =  ultimate  tensile  strength  of  the  unperforated  plate; 

T  =  ultimate  tensile  strength  of  the  net  section  of  the  plate; 

S  =  ultimate  shearing  strength  of  all  rivets  in  the  length  of  one 

unit; 
C  =  resistance  of  metal,  or  metal  around  rivet-hole,  to  crushing; 
d  =  diameter  of  rivet-hole,  assumed  as  ^  in.  larger  than  the  diam- 
eter of  the  cold  rivet; 
p  =  pitch  of  rivets; 
t  =  thickness  of  plate; 
ft  =  tensile  strength  of  plate; 
fc  =  crushing  strength  of  rivets  and  plates,  when  the  rivets  are  in 

single  shear; 
//  =  crushing  strength  of  rivets  and  plates,  when  the  rivets  axe  in 

double  shear; 
/,  =  shearing  strength  of  rivets,  when  they  are  in  single  shear; 
/,'  =  shearing  strength  of  rivets,  when  they  are  in  double  shear. 

97.   Lap-joints,  —  The  tensile  strength  of  the  unperforated  plate  is 
given  by  the  formula: 

P-P^fi.  (47) 

On  the  line  of  perforation  the  tensile  strength  is  represented  by: 

r  =  (p  -  d)  tU  (48) 

If  the  joint  has  only  one  row  of  rivets,  the  resistance  to  shearing  will  be: 

'S  =  ^/.  =  0.7854  (P/..  (49) 

The  resistance  the  rivet,  or  the  metal  around  the  rivet-hole,  offers  to 
crushing  will  be  given  by  the  formula: 

C  =  dtU  (50) 
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To  give  the  joint  equal  strength  to  resist  every  kind  of  failure  we  should 

have: 

T  =  S  =  C. 

If  we  equate  the  values  of  S  and  C,  given  by  formulas  (49)  and  (50), 
we  find: 

d=  1.27  t^j,  (51) 

which  gives  the  proper  theoretical  value  of  d  for  given  values  of  <,  /«, 
and  /,. 

By  equating  the  values  given  for  T  and  S  in  formulas  (48)  and  (49) 
we  obtain: 

p  =  0.7854:^  +  d,  (52) 

which  is  the  proper  pitch  for  given  values  of  d,  /„  and  ft. 

98.  For  double-riveted  lap-joints y  the  unit  strip  of  joint,  whose  length 
equals  the  pitch,  will  have  two  rivets,  each  in  single  shear.  This  will 
cause  a  modification  of  some  of  the  formulas  given  for  single-riveted  lap- 
joints,  and  we  shall  have,  when  the  joints  are  double-riveted: 

Dovble-Riveted  Lap-joints 
T=  (p-d)  tU  (53) 

S  =  ^/.  =  1.57  dJ'U  (54) 

C  ='2dtU  (55) 

d=1.27^"  (56) 

V  =  ^-^^■¥d.  (57) 

For  three  or  more  rows  of  rivets,  the  formulas  must  be  modified  in  a 
similar  manner. 

99.  Butt-joints  may  have  one  or  two  cover-plates.  In  the  former 
case  cover-plates  will  have  to  have  the  same  thickness  as  the  plate.  In 
the  latter  case  each  of  the  covers  should  have  theoretically  half  the 
thickness  of  the  plate.  Experience  shows,  however,  that  with  this 
thickness  the  cover-strap  will  usually  fail  before  the  main  plate  does, 
probably  on  account  of  unsymmetrical  stresses,  causing  more  than  half 
the  load  to  come  on  one  of  the  cover-plates,  and  these  straps  are,  there- 
fore, generally  made  a  little  thicker  than^« 

When  only  one  cover-plate  is  used,  the  rivets  will  be  in  single  shear, 
and  the  formulas  given  for  lap-joints  may,  therefore,  be  applied  to  this 
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case.  If  there  are  two  cover-plates,  each  rivet  will  be  in  double  shear, 
and  will  offer  practically  twice  the  resistance  to  shearing  that  it  would 
to  single  shear.  The  theoretical  formulas  for  butt-joints  with  two  cover- 
straps,  each  assumed  to  have  a  thickness  of  at  least  ^ ,  are,  therefore,  as 
follows: 

S  =  ^//  =  1.57d2//.  (58) 

T  =  (p  —  d)  (fly. as  for  lap-joints.  (59) 

C  =  2  dtf/.  (60) 

Equating  the  values  of  S  and  C  given  in  formulas  (58)  and  (60),  we  ob- 
tain: 

d  =  0.64^'^.  (61) 

By  equating  T  and  S  we  find: 

p  =  5^^|P  +  d.  (62) 

If  the  butt-joint  is  double-riveted,  the  formulas  to  use  are: 

T  =  (p-d)  tft.  (63) 

S  =  i^/.'  =  3.14  dy.'.  (64) 

C  =  2  dtfc'.  (65) 

d='-:^.  (66) 

P  =  ^-^^f^  +  d.  (67) 

100.  Practical  Considerations.  —  The  theoretical  formulas  dis- 
cussed above  do  not  take  into  consideration  the  stresses  caused  in  the 
rivets,  when  their  shrinkage,  due  to  cooling,  is  resisted  by  the  plates. 
For  small  rivets  these  stresses  may  become  excessive.  In  rivets  having 
lengths  of  six  or  more  inches,  the  shrinkage  caused  by  cooling  is  apt  to 
force  off  the  rivet  heads,  unless  the  rivets  are  cooled  at  the  center,  before 
being  driven.  In  actual  practice  the  stock  size  of  rivet  that  is  nearest 
the  diameter  given  by  the  theoretical  formulas  will  be  used,  but  there 
are  limitations  as  to  the  size  of  rivets  that  can  be  driven.  For  hand- 
work the  diameter  of  the  rivet  should  be  limited  to  1^  ins.  For  machine 
driving  the  diameter  has  been  made  as  large  as  1|  ins.  in  special  cases. 

The  formulas  given  above  consider  only  the  strength  of  a  joint.  In 
practice,  we  must,  however,  also  secure  joints  that  are  tight,  and  this 
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may  oblige  us  to  modify  considerably  the  pitch  given  by  theoretical 
formulas.  In  order  to  have  sufficient  room  to  make  the  rivet  headS; 
there  is,  also,  a  limit  to  the  shortness  of  the  pitch.  The  results  given 
by  the  theoretical  formulas  have,  therefore,  to  be  modified  by  the  re- 
quirements established  by  experience. 

The  margin  between  the  rivet-hole  and  the  edge  of  the  plate  is  usually 
made  equal  to  the  diameter  of  the  rivet,  or  slightly  more.  With  this 
width,  riveted  joints  that  have  been  tested  to  the  breaking  point  have 
almost  invariably  failed  by  the  shearing  of  the  rivets,  or  the  tearing  of 
the  plates  between  the  rivet-holes.  There  are,  therefore,  two  important 
ways  of  possible  failure  to  which  particular  attention  has  to  be  paid  in 
practice. 

101.  Empirical  Formulas.  —  Numerous  empirical  formulas  for 
rivet  diameters  and  pitch  have  been  proposed.  The  following  for- 
mulas give  the  diameter  of  the  rivets  based  upon  the  thickness  of 
the  plate. 

Unwin  gives  d  =  1.2  v7  to  1.4  Vt.  (68) 

Box  gives  d  =  (U  0  +  A-  (69) 

Prof.  Kennedy  gives  for  lap-joints  d  =  2^t 

The  diameter  of  the  rivet  should  be  taken  to  the  nearest  ^V  ^^' 

Emil  Kuichling,  M.  Am.  Soc.  C.  E.,  discussed  the  subject  of  riveted 
joints  very  thoroughly,  and  gave  both  theoretical  and  practical  formulas, 
the  latter  being  based  upon  a  study  of  more  than  twenty  empirical  for- 
mulas and  tables.* 

In  using  practical  formulas  for  the  diameter  and  pitch  of  rivets,  we 
can  no  longer  maintain  the  ideal  requirement. 

T  =  S  =  C. 

The  efficiency  of  the  joint  will  be,  therefore,  the  minimum  value  found 
by  dividing  T,  S,  and  C  by  P. 

The  distance  from  the  edge  of  the  plate  to  the  rivet  hole,  called  the 
margin,  cannot  be  determined  by  theoretical  formulas.  When  wrought 
iron  rivets  are  driven  in  steel  plates,  the  margin  is  usually  made  equal  to 
the  diameter  of  the  rivet.  When  steel  rivets  are  used  the  margin  is 
generally  increased  to  1.25  d. 

The  American  Machinist^  May  3,  1906,  gives  the  following  mini- 
mum distances  from  the  center  of  any  rivet-hole  to  the  edge  of  the 
plate: 

*  "The  Design  of  Riveted  Steel  Pipes,"  by  Emil  Kuichling,  The  Polytechnic,  1898 
and  1899,  XV,  p.  125. 


RELATIVE  EFFICIENCIES  OF  VARIOUS  KINDS  OF  JOINTS      109 


TABLE  XXXIII.  —  MINIMUM  MARGIN,   CENTER  OF  RIVET  TO 

EDGE  OF  PLATE 


Diameter  of  rivet- 
hole 
\ 

Sheared  edges 

Rolled  edges 

Inches 

7 
S 

i 

1 

Inches 

li 
u 

li 
1 

Inches 

li 

li 
1 

i 

The  maximum  distance  from  any  edge  should  not  exceed  8  X  ^. 

For  double  chain-riveting  the  distance  between  the  center  lines  of  the 
rivets  should  not  be  more  than  2.5  d.  If  the  riveting  is  staggered  the 
distance  between  the  rows  should  be  1.88  d.  This  will  insure  safety 
against  zigzag  tearing,  but  it  may  bring  the  rivet  heads  too  close  to- 
gether. 

102.  Relative  Efficiencies  of  Various  Kinds  of  Joints.  — ^  Stoney 
gives  in  his  '* Strength  and  Proportions  of  Riveted  Joints"  the  following 
table  of  efficiencies  of  various  kinds  of  riveted  joints,  as  found  by  actual 
tests. 

TABLE  XXXIV.  —  RELATIVE  EFFICIENCY  OF  WROUGHT 

IRON  JOINTS 


Description 


Original  solid  plate 

Lap-joint,  single-riveted,  punched 

Lap-joint,  single-riveted,  drilled 

Lap-joint,  double-riveted 

Butt-joint,  single  cover,  single-riveted. . 
Butt-joint,  single  cover,  double-riveted . 
Butt-joint,  double  cover,  single-riveted. 
Butt-joint,  double  cover,  double-riveted 


Efficiency, 
percent 


100 
45 
50 
60 
45-50 
60 
55 
66 


RELATIVE  EFFICIENCY  OF  STEEL  JOINTS 


Description 


Original  solid  plate 

Lap-joint,  single-riveted,  punched 

Lap-joint,  single-riveted,  drilled 

Lap-joint,  double-riveted,  punched 

Lap-joint,  double-riveted,  drilled 

Butt-joint,  double  cover,  single-riveted,  drilled . . . 
Butt-joint,  double  cover,  double-riveted,  punched 
Butt-joint,  double  cover,  double-riveted,  drilled.. 


Efficiency,  per  cent 


Thickneas  of  plates 


i-l 


100 
50 
55 
75 
80 
70 
75 
80 


i-f 


100 
45 
50 
70 
75 
65 
70 
75 


M 


100 
40 
45 
65 
70 
60 
65 
70 
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Table  XXXV,  reproduced  from  page  112  of  Smith  and  Marx's  treatise 
on  "Machine  Design,  '*  gives  the  average  values  of  the  different  elements 
of  strength  in  riveted  joints. 

103.  English  Practice  in  Riveted  Joints.*  —  Spooner  gives  the 
following  values  for  the  strengths  of  steel  plates,  steel  rivets,  etc. : 

Tons  per 
sq.  inch 

Tensile  strength  of  unperf orated  steel  boiler  plate 28 

Resistance  of  rivets  to  shearing 23 

Resistance  of  rivets  to  crushing 46 

If  the  diameter  of  a  rivet  is  made  less  than  the  thickness  of  the  plate, 
there  is  danger  of  the  punch  being  crushed.  For  this  reason  The  British 
Board  of  Trade  has  made  the  rule  that  the  diameter  of  the  rivet  must 
not  be  less  than  the  thickness  of  the  plate.  Empirical  English  formulas 
for  this  thickness  were  given  on  page  108. 

In  the  following  table  will  be  found  the  size  of  rivets  and  minimum 
pitch  recommended  by  the  National  Boiler  Insurance  Co.  of  England. 

TABLE  XXXVI. —  SIZE  OF  RIVETS  AND  MINIMUM  PITCH 


Minimum  pitch 

Thickness  of 
plate 

Diameter  of 
finished  rivet 

Single  riveting 

Double  riveting 

Inch 

Inch 

Inch 

Inch 

i 

i 

If 

2 

A 

tt 

n 

2i 

1 
2 

a 

2 

2i 

9 

1 

7 
8 

2 
2i 

2i 
2J 

a 

1 

2i 

2h 

1 

i 

2i 

2i 

H 

a 

2i 

21 

7 
8 

a 

2J 

2} 

M 

H 

2}- 

21 

The  proportions  of  the  rivet  heads  have  not  yet  been  standardized 
in  England.  Fig.  52,  reproduced  from  Mr.  Spooner's  book  on  "Machine 
Design,  Construction  and  Drawing,**  gives  the  usual  EngUsh  practice  as 
regards  rivet  heads. 

Two  different  kinds  of  tools  are  used  for  caulking  the  plates,  viz, :  the 
ordinary  caulking  steel  (Fig.  53),  having  at  its  extremity  a  thickness  of 
about  ^y  in.  and  a  width  of  1|  ins.;  and  the  fullering  tool,  having  a 
thickness  equal  to  that  of  the  plate  (Fig.  54). 

In  boiler  practice,  the  joints  are  usually  caulked  on  the  outside  and 

*  Spooner's  "Machine  Design,  Construction  and  Drawing,"  p.  142. 
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on  the  inside.  This  work  is  facilitated  by  shearing  or  grinding  the  edges 
of  the  plates  to  an  angle  of  about  75  to  80  degrees.  The  tool  burrs 
down  the  plate,  so  as  to  form  a  metal  to  metal  joint.  Care  n;ust  be 
taken  not  to  damage  the  plate  below  the  tool,  nor  to  spring  the  joint 
open.  Fullering,  which  is  largely  superseding  caulking  in  England, 
gives  a  clean  finish  and  is  less  apt  to  injure  the  plate.  Fig.  55  shows 
a  combined  fullering  and  caulking  tool. 


Fig.  54. 


Fio.  66. 


In  girder  work,  |-in.  rivets  arc  generally  used  for  plates  less  than  ^  in. 
thick,  and  J-in.  rivets  for  ^-  to  |-in.  plates. 

The  British  Board  of  Trade  rule  for  distances  between  rows  of  rivets 
in  zigzag  work  is: 


Distance  between  rows  = 
A  rough  rule  makes  the  di»«>n»l  ''•' 


\/(llp+4d)(p  +  4d) 
10 
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The  German  Lloyd's  rule  for  the  diagonal  pitch  in  zigzag  riveting  is: 

Diagonal  pitch  =  2.4  d. 

Prof.  Kennedy  recommends: 

2         d 
Diagonal  pitch  =  oP  +  o' 

The  margin  between  the  rivet  hole  and  the  edge  of  the  plate  is  made 
at  least  equal  to  the  diameter  of  the  hole,  which  makes  the  minimum  lap 
of  the  plates  3  d. 

In  butt  joints  with  two  covers,  each  of  the  straps  is  made  at  least  f  t 
in  thickness. 

For  chain  riveting,  the  distance  between  the  pitch  lines  should  be  at 
least  equal  to  2  d.    The  British  Board  of  Trade  rule  makes  this  distance 

y  =  2dto2d  +  h 

The  British  Board  of  Trade  rule  is  for  double  shear  strength,  which  is 
assumed  to  be  1.75  X  strength  of  single  shear. 

According  to  Mr.  Spooner,  well-designed  joints  for  boiler  work  should 
have  the  following  efficiencies: 

Single-riveted  joint,  50-55  per  cent  ejfficiency. 

Double-riveted  joint,  68-70  per  cent  efficiency. 

Treble-riveted  joint,  80-85  per  cent  efficiency. 

104.  Expansion  and  Contraction  in  Riveted  Pipes.  —  In  the  first 
Rochester  pipe  (p.  324),  provision  for  expansion  and  contraction  was 
made  by  riveting  a  cast  iron  hub  to  one  end,  and  a  cast  iron  spigot  to  the 
other  end,  of  each  section  of  pipe.  As  these  sections  had  usually  a  length 
of  about  27  ft.,  and  never  over  81  ft.,  ample  allowance  for  the  effects 
caused  by  changes  of  temperature  was  thought  to  have  been  made.  This 
arrangement  did  not,  however,  prove  to  be  satisfactory.  The  joints 
were  partly  drawn  out  in  winter,  and  did  not  assume  their  original  good 
condition  in  summer.  This  caused  considerable  leakage  at  the  circular 
joints  of  the  pipe-line,  and  necessitated  constant  inspection.  Similar 
experience  was  made  in  California. 

In  all  recent  lines  of  riveted  pipe,  no  expansion  joints  are  used,  the 
metal  of  the  pipe  being  considered  strong  enough  to  resist  successfully 
stresses  caused  by  changes  of  temperature.  In  such  cases,  however, 
the  pipe  must  be  well  anchored  at  its  ends  in  masonry,  and,  also,  at 
any  intermediate  places  where  gate-houses,  valves,  etc.,  may  be 
introduced. 

In  steel  pipes  that  are  exposed  and  subjected  to  great  changes  of  tem- 
perature some  kind  of  expansion  joint  must  be  used.  It  may  be  simply 
a  stufling-box.    Such  a  joint  was  placed  at  each  end  of  the  wrought  iron 
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pipe,  90J  ins.  in  diameter  and  1380  ft.  long,  which  was  constructed  in  a 
vault  on  "High  Bridge"  in  1863  to  convey  the  supply  of  the  Old 
Croton  Aqueduct  across  the  Harlem  River  to  the  City  of  New  York. 
Other  types  of  expansion  joints  are  shown  in  Figs.  56,  57,  and  58. 

The  last  is  used  extensively  in  France. 


rT  n 


Expansion  Joints. 


Fio.  S 


French  Expansion  Joint.    A,  C,  and  D  are  of  steel;  £  is  of  rubber. 


106.  Spiral  riveted  steel  pipe  *  (Fig.  59)  is  used  extensively  in  water 
works  and  hydro-electric  plants  for  pressures  up  to  400  lbs.  per  square 
inch.  It  is  made  from  strips  of  sheet  steel,  which  are  wound  into  a 
helical  shape  with  one  edge  overlapping  the  other,  forming  a  lap-joint, 
which  is  secured  by  rivets.  The  outside  lap  is 
slightly  offset,  so  that  besides  giving  a  good 
metal  contact,  it  also  makes  the  pipes  smoother 
I  on  the  inside.  The  rivets  are  driven  cold  by 
compression,  and  fill  the  rivet  holes  completely 
and  with  a  slight  countersink.  The  pipe  is 
Fiti.  59. —Spiral  Riveted  majg  by  machines  from  which  it  issues  in  a 
'"*■  continuous  piece,  which  is  cut  to  any  desired 

lengths.  The  pipe  is  manufactured  in  sizes  of  3  to~40  ins.  in  diam- 
eter, usually  in  lengths  of  about  20  to  30  ft.  and  is  immersed  in  a 
bath  of  asphalt,  kept  at  a  temperature  of  400°  F.,  to  protect  it  from 
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The  pipes  are  provided  with  forged  steel  flanges  which  are  riveted  to 
the  ends  of  the  pipes,  and  the  flanges  of  adjoining  pipes  are  bolted 
together.  Where  expansion  joints  are  required,  they  are  made  as  shown 
in  Fig.  60.  For  submerged  pipes  the  flexible  joint  shown  in  F^.  61  is 
used.     Specials  for  spiral  riveted  pipes  are  shown  in  Fig.  62. 

Spiral  riveted  pipe  is  stronger  than  pipe  of  the  same  thickness  of  metal 
made  in  the  ordinary  manner  with  horizontal  and  circumferential  joints. 
The  spiral  seam  is  the  strongest  part  of  the  pipe.  This  type  of  pipe  has 
the  additional  advantage  of  hghtness,  and  for  this  reason  is  often  used 
in  mountainous  regions,  where  transportation  is  difficult.  The  pipes 
are  easily  put  together. 

Spiral  riveted  pipe  has  been  used  in  the  water  works  of  Portsmouth 
and  Gorham,  N-  H.,  Brattleboro,  Vt.,  Langerville,  Dixfield,  Milli- 
nocket  and  Lewisport,  Maine. 


rfi^^S^ 


Fig.  60. - 


Fio.  I 


-  EKpaneion  Joint. 

Among  some  of  the  western  lines  of  spiral  riveted  pipes  may  be 
mentioned : 

TABLE  XXXVII.  —  SPIRAL  RIVETED  PIPES 


o.™ 

L...^,. 

Lenjth 

Diameter 

"=" 

CairoContractingA  Bridg- 
ing Co. 

Cairo,  IH. 

Newaygo  Co.,  Michi- 

Oeborn  Creek,  Nome, 

Alaska 
S^t  Lake  City,  Utah 

Utah 

Lead,  So.  Dakota 

6,600 

44,000 
12,000 
17,000 

Ipcb» 

12 
10 
24 

12  and  14 

30,32, 
and  34 

28  and  28 

231 

Newhouae  Mines  A  Smelt- 

iog  Co. 

Beaver  River  Power  Co..-. 
Homeetake  Mining  Co. 

377 
191 
462 

106.  Lap-welded  steel  pipe  *  is  made  of  low  carbon  steel  plates  of 
the  best  quality,  in  sizes  of  IJ  ins.  to  30  ins.  diameter.     Great  care  is 

•  Manufactured  by  the  National  Tube  Company,  Pittsburgh,  Pa.,  Amer.  Spiral 
Pipe  Works,  Chicago,  Spang  Chalfant  A  Co.,  Pittsburgh,  Pa.,  and  A.  M,  Byers  & 
Co.,  Pittsburgh,  Pa. 
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taken  to  secure  a  uniform  mixture  of  metal  in  the  blast  furnace,  by 
using  high^ade  ore,  and  combining  the  molten  iron  from  several  blast 
furnaces  in  one  large  300-ton  mixer.  The  metal  is  then  refined  in  a  con- 
verter into  low  carbon  steel,  and  cast  into  ingots.     These  are  reheated 


Fig.  62.  —  Speciala  for  Spiral  Riveted  Pipes. 

and  rolled  into  blooms,  which,  after  a  second  reheating,  are  rolled  into 
plates  of  the  required  thickness  and  width,  suitable  for  making  the 
various  sizes  of  pipe.  The  plates  are  bent,  with  the  edges  overlapping, 
and  are  then  heated  to  a  high  temperature  in  a  welding  furnace,  and 
passed  over  a  pointed  cylindrical  mandril  between  two  rapidly  revolving 
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rolls.  The  mandril  is  held  in  such  a  way,  that  it  acts  like  an  anvil,  on 
which  the  overlapping  edges  of  the  tube  are  forced  together  and  welded, 
by  the  pressure  of  the  rolls.  The  tube  goes  next  to  a  table,  on  which  it- 
is  kept  rolling,  to  maintain  its  circular  form,  and  it  straightens,  while 
cooling.  Both  ends  are  then  cut  square,  and  one  end  is  heated  and  ex- 
panded to  form  a  belt  end. 

Lap-welded  pipe  comes  in  random  lengths  of  17  to  20  ft.,  the  average 
length  being  about  18  ft.  With  this  length,  approximately  280  joints 
occur  in  a  mile  of  pipe,  instead  of  440  joints,  the  number  required  per 
mile  with  ordinary  cast  iron  pipes.  There  is,  also,  with  lap-welded  pipes, 
a  saving  as  regards  the  quantity  of  lead  required  per  mile.  Lap-welded 
pipes,  like  spiral  riveted  pipes,  have  the  advantages  of  light  weight. 
They  can  be  made  of  plate  up  to  1  in.  in  thickness.  The  pipes  are 
dipped  into  a  bath  of  hot  asphalt,  or,  first  galvanized  and  then  dipped 
into  the  bath. 


107.  Forge-welded  steel  plate  pipes  are  made  in  Germany  in  lengths 
up  to  60  ft.,  and  have  been  used  in  many  places.  In  the  power  plant  at 
Necaxa,  Mexico,*  30-in.  forge-welded  pipes  were  used  under  a  maximum 
head  of  1450  ft.  The  pipe  was  made  in  Germany  in  30-ft.  sections,  each 
of  which  was  forged  complete  with  flanges  from  one  sheet  of  steel. 
Rubber  gaskets  were  placed  in  the  joints. 

108.  American  manufacturers  ■f  have  recently  commenced  to  make 
forge-welded  pipes  by  processes  similar  to  those  used  in  Germany,  and 
are  prepared  to  manufacture  such  pipes  up  to  8  ft.  in  diameter  of  plates 
up  to  1^  ins.  in  thickness. 

109.  Joints  for  lap-welded  and  forge-welded  steel  pipes  are  shown 
in  Figs.  63,  64,  and  65.  The  first  of  these  joints  is  the  ordinary  forged 
steel  fiange  connection;  the  second  can  be  used  where  field  riveting  is 
possible.     The  fiared  end  makes  it  easy  to  insert  the  taper  end  of  the 

'  Trans.  Am.  Soc.  C.  E.,  1907,  LVIII,  p.  42. 

t  American  Spiral  Pipe  Worka,  Chicago,  M.  W.  Kellogg  4  Co.,  New  York,  and 
Continental  Iron  Works,  Brooklyn,  N.  Y. 
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adjoining  pipe,  and  avoids  a  diminution  of  the  diameter  of  the  pipe  by- 
projecting  rivet  heads.  Fig.  65  is  used  for  low  pressures  and  requires 
less  lead  than  the  quantity  used  in  cast  iron  bell-spigot  pipes.  The 
boUed-sockel-joint  which  allows  a  slight  deflection  at  each  joint  is  espe- 
cially suited  for  long  lines  of  pipe  or  for  connections  or  submerged  pipe- 
line. The  standard  bolted  exparision  joint,  illustrated  in  Fig.  60,  p.  115, 
can,  also,  be  used  with  lap-welded  or  forge-welded  pipe. 

For  high-pressure  works,  the  ends  of  the  pipes  are  heated  and  turned 
over  the  hubs  of  the  flanges  (Fig.  66),  which  makes  leakage  impossible, 
except  through  the  gasket.  With  this  joint,  the  flanges  are  left  loose  and 
can  be  turned  so  as  to  bring  the  bolt  holes  in  Hne, 

Another  type  of  joint  (Fig.  67),  which  is  much  used  by  the  U.S.  Navy, 
is  made  by  boring  a  forged  steel  flange  a  little  smaller  than  the  outside 


-^# 


Fig.  60.  —  Pipe-joint  for  High  Fm.  67.  —  Pipe-joint  with  End  of 

Pressure.  Pipes  Peened  into  the  Flange. 

of  the  pipe,  and  then  shrinking  it,  while  hot,  on  the  pipe.  The  end  of 
the  pipe  is  usually  peened  into  the  flange  by  an  expanding  machine  or 
by  hammering. 

The  National  Tube  Company  of  Pittsburgh,  Pa.,  uses  with  its  lap- 
welded  pipes  the  Matkeson  joint  (Fig.  68),  which  is  a  bell-and-spigot  joint, 
very  similar  in  appearance  to  that  of  a  cast  iron  pipe-joint.  In  the 
Matheson  joint  the  spigot  end  of  the  pipe  has  a  groove  cut  in  it,  corre- 
sponding to  a  recess  in  the  bell,  which  acts  with  it  as  a  lock,  when  the 
lead  is  poured  and  caulked.  These  joints  are  used  for  pipes  of  2  to  30 
ins.  in  diameter  and  18  to  20  ft.  long. 

The  Matheson  joint  is  so  designed  that  inside  the  pipe  there  is  a 
continuous,  straight,  smooth  surface,  which  reduces  friction  losses  to  a 
minimum.  Another  advantage  of  this  joint  is  that  small  variations  in 
alignment  and  grades  are  taken  care  of  in  the  joint.     By  using  short 
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let^hs  of  pipe,  expensive  fittings  and  pipe  bends  can  be  omitted,  the 
deflections  in  the  line  being  made  at  the  Matheson  joint. 

110.  Failure  of  Lap-welded  Pipe,  —  Some  failures  of  lai^e  lap- 
welded  pipes,  due  to  imperfect  welding,  have  occurred.  J.  D.  Gallo- 
way,* M.  Am.  Soc.  C.  E.,  mentions  a  SO-in.  pipe  of  this  kind,  in  which  one 
of  the  aeamB  opened,  shortly  after  the  pipe  was  installed,  and  caused 
much  damage.  After  being  in  use  for  seven  years,  another  seam  opened. 
This  was  found  to  be  caused  by  a  very  imperfect  weld.  There  was,  also, 
at  this  joint,  a  shearing  of  the  outer  portion  of  the-steel  from  the  inner 
portion,  along  the  neutral  axis.  The  steel  appeared  to  be  in  layers.  In 
another  line  of  30-in.  lap-welded  pipes,  the  welds  were  discovered  to 
be  defective  in  several  places.  Two  defective  welds  were  found  in  a 
line  of  24-in,  lap-welded  pipe,  one  before  the  pipe  was  laid,  and  another, 
two  weeks  after  the  pipe-line  had  been  put  in  service.  Such  failures 
are  practically  unknown  with  modern  lap-welded  pipes. 


Fig.  68.  —  The  Matheson  Joint. 


111.  Lock-bar  pipe  f  (Fig,  69)  is  made  of  plates  of  steel  or  ingot  iron, 
in  thicknesses  of  ^^  to  ^  in.,  the  longitudinal  seams  being  joined  by 
means  of  a  lod^har  extending  the  whole  length  of  the  pipe,  instead  of 
being  joined  by  rivets.  Each  length  of  pipe  consists  of  two  metal  plates, 
curved  to  a  semi-circle,  having  their  longitudinal  edges  upset  so  as  to 
fit  the  lock-bar.  When  the  plates  have  been  assembled,  a  lock-bar  of 
steel  is  forced  by  hydraulic  pressure  over  each  set  of  longitudinal  edges, 
forming  thus  the  lock-bar  joint.  This  type  of  joint  provides  a  metal 
pipe  the  strength  of  which  is  limited  only  by  the  strength  of  the  plate 
itself. 

Lock-bar  pipe  was  used  for  the  first  time  in  1898  and  1899  in  the  Cool- 
gardie  pipe-line,  in  Western  Australia,  which  is  30  ins.  in  diameter  and 
325  miles  long  (p.  338).     In  1905  the  City  of  Lynchburg,  Va.,  made  the 

•  TmoB.  Am.  Soc.  C.  E.,  1907,  LVIII,  p.  59. 

t  Letters  patent  for  lock-bar  pipe  were  granted  to  Mephan  Ferguson,  ot  Perth, 
Australia.,  in  Great  Britain,  Gennany,  France,  and  the  United  States.  The  patent 
and  exclusive  righta  for  Its  manufacture  and  sale  in  the  United  States  and  Canada 
have  been  acquired  by  the  East  Jersey  Pipe  Corporation,  Paterson,  N.  J. 
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first  use  of  this  pipe  in  the  United  States,  when  it  laid  15,000  ft.  of  30-in. 
lock-bar  pipe.  In  that  year  it  was,  also,  installed  in  Wilmington,  Del,, 
Pittsburgh,  Pa,,  and  Paterson,  N.  J.  Since  that  time,  it  has  been  used 
by  many  other  cities  in  the  United  States  and  Canada  for  water  supply 
and  distribution.  It  has,  also,  obtained  considerable  usage  as  penstock 
for  high-pressure  hydraulic  installations. 

112.  Method  of  Manufacture.  — ■  This  type  of  pipe  can  be  made 
much  more  rapidly  than  riveted  pipe  of  the  same  size,  as  all  punching, 
drilling,  reaming,  riveting,  and  caulking  on  the  longitudinal  scams  is 
avoided.  The  flat  sheets  of  steel,  in  standard  lengths  of  about  30  ft., 
are  taken  direct,  from  the  cars  by  cranes,  and  placed  singly  on  the  laying- 
out  floor.  After  the  plates  have  been  marked  off  to  dimensions,  and 
the  rivet-holes  at  the  ends  have  been  properly  spaced,  the  plates  are 


Lock-bar  Pipe. 


carried  by  electric  cranes  to  the  multiple  punches  where  the  rivet-holes 
on  the  ends  of  the  plates  for  the  circumferential  joints  are  cut.  The 
plate  is  then  transferred  to  the  bed  of  the  upsetting  machine,  one  end 
being  held  firmly  by  a  movable  plate-girder  clamp,  with  a  vertical  web, 
which  is  operated  by  hydraulic  jacks.  A  traveling  planer-head,  with 
fine  horizontEil  planing  tools,  moving  parallel  with  the  clamp,  trims  the 
edge  of  the  steel  plate  to  the  exact  size.  The  planer  is  followed  by  a  set 
of  six  to  eight  vertical  grooved  rollers,  3  ins.  in  diameter,  that  act  suc- 
cessively on  the  edge  of  the  steel  plates,  upsetting  the  metal  in  propor- 
tion to  the  thickness  of  the  plate,  the  upset  forming  a  shoulder  that  in  a 
later  process  is  firmly  engaged  by  the  lock-bar.  When  one  edge  has 
■  been  upset,  the  sheet  is  turned  around,  and  its  other  edge  is  treated 
similarly. 

The  plates  are  then  placed  in  the  crimping  machine,  a  hydraulic  press 
of  150  tons  capacity,  with  dies  4  to  8  ft.  long,  to  curve  the  edge  of  the 
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plate  to  the  required  radius.  This  is  done  to  prevent  injury  to  the  upset 
edge  in  the  bending  rolls,  to  which  the  plate  goes  next,  and  from  which 
it  comes  out  curved  to  a  semicircle.  The  curved  plates  are  then  taken 
to  the  assembling  floor,  where  two  plates  are  matched  together,  and  their 
edges  fitted  with  two  lock-bars^  They  are  held  firmly  in  that  position 
by  solid  steel  rings,  about  5  ft.  apart,  which  enclose  the  two  plates  and 
are  wedged  tight  against  the  bars. 

The  plates,  thus  assembled,  are  delivered  to  the  lock-bar  press,  which 
is  a  750-ton  hydraulic  cylinder,  set  vertically  under  an  adjustable  cross- 
head,  on  heavy  steel  bolts.  The  cross-head  is  set  to  provide  clearance 
between  it  and  the  plunger  for  the  pipe,  and  a  pair  of  adjustable  die- 
blocks,  mounted  on  a  long,  horizontal  steel  arm,  and  operated  by  a  small 
vertical  hydrauUc  cyUnder,  which  is  mounted  in  the  pipe.  The  plunger 
of  the  small  cylinder  is  extended  so  that  the  die-blocks  engage  the  inner 
faces  of  the  two  lock-bars  and  act  as  a  holder-on.  The  large  hydraulic 
cylinder  outside  is  then  operated,  and  reacting  through  the  inner  cylinder 
against  the  dies  of  the  cross-head,  closes  the  open  flanges  of  the  lock-bars, 
pressing  them  solidly  down  on  the  upset  edges  of  the  covered  plates,  in 
lengths  of  6  ins.  on  thick  plates  to  12  ins.  on  ^^  and  ^-in.  plates.  The 
pipe  is  then  placed  on  the  trimming  skids,  the  ends  of  the  lock-bars  that 
project  are  cut  off,  and  the  bars  are  chamfered  down  at  the  ends,  to 
permit  a  snug  fit  for  the  circular  field  joints.  For  this  reason,  the  inner 
faces  of  the  bar  are  also  flattened,  affording  at  the  same  time  bearing 
for  a  rivet. 

Each  pipe  is  tested  to  at  least  one  and  one-half  times  its  intended 
working  pressure  in  a  large  adjustable  testing  machine,  having  heavy 
disced  heads  with  rubber  gaskets.  The  pipe  is  then  filled  with  water 
from  a  pmnp  capable  of  exerting  the  desired  pressure,  which  is  main- 
tained while  a  careful  inspection  is  made  of  the  lock-bar  joints. 

After  being  tested,  the  pipe  is  thoroughly  cleaned  and  dried.  It  is 
then  heated  uniformly  in  a  large  oven  to  a  temperature  of  350°  F.,  and 
dipped  vertically  in  a  bath  of  mineral  rubber  coating,  maintained  at  a 
temperature  of  350°  F.,  and  of  sufficient  depth  to  allow  the  pipe  to  be 
entirely  submerged.  After  the  pipe  sections  have  been  removed  from 
the  bath,  they  are  set  in  a  vertical  position  while  cooUng.  When  the 
pipe  has  been  dipped  in  the  mineral  rubber  coating,  and  the  coating  is 
sufficiently  set  to  prevent  flow  in  the  subsequent  operations,  it  may,  as 
an  extra  precaution,  optional  with  the  purchaser,  be  wrapped  with  10- 
ounce  Calcutta  burlap,  cut  into  strips  18  ins.  wide,  and  applied  on  a 
spiral  wrapping  machine. 

The  dipping  tank  is  made  of  two  concentric  cylinders,  10  ft.  and  12  ft. 
respectively  in  diameter,  set  vertically  on  a  concrete  base,  the  space 
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between  the  two  cylinders  being  occupied  by  steam  coils.  The  inner 
face  of  the  inner  cylinder  also  has  a  set  of  heating  pipes,  and,  on  the  axis 
of  the  cylinder,  stands  a  I2-in,  pipe  that  contains  an  auxiliary  heating 
system,  which  insures  an  even  temperature  to  the  bath. 

Lock-bar  pipe  is  manufactured  by  the  East  Jersey  Pipe  Corporation 
of  Faterson,  N.  J.,  in  sizes  from  20  to  72  ins.  in  diameter.  On  account 
of  the  absence  of  rivet  heads  along  the  longitudinal  joints,  and  the  omis- 
sion of  circumferential  rivet  seams,  except  on  the  ends,  an  increased 
carrying  capacity  of  from  10  to  20  per  cent  is  attained  by  this  pipe  over 
riveted  pipe  of  the  same  size.     The  strength  of  the  longitudinal  joint 


Fic.  70.  —  Lock-bar  Pipe,  Tested  to  Rupti 

has  been  proved  by  tensile  tests  and  by  hydraulic  tests  to  be  stronger 
than  the  plate  itself,  as  will  be  seen  in  Fig.  70,  which  shows  the  result 
of  an  actual  test. 

For  diameters  of  24  ins.  and  upwards,  which  are  sufficiently  large  for  a 
man  to  work  on  the  interior,  riveted  taper-joints  are  employed  for  ordi- 
nary purposes.  This  joint  is  similar  to 
the  stove-pipe  joint,  the  end  of  one  pipe 
fitting  snugly  into  the  end  of  the  contig- 
uous pipe,  the  circumferential  seam  then 
being  riveted,  and  the  edges  of  the 
plates  being  caulked  both  inside  and  out. 
Flanged  joints,  butt-strap  joints,  and 
special  Custer  (Fig.  71)  are  also  used, 
depending  on  field  conditions. 

113.  Cement-lined-and-coated  Pipes. 
—  Jonathan  Ball  invented  a  pr6cess  of 
lining  sheet-iron  water  pipes  on  the  in- 
Fia.  71.  — Custer  Joint.  gjjg^  ^^d  coating  them  on  the  outside, 

with  hydraulic  cement  mortar,  in  order  to  prevent  the  iron  from 
being  corroded.  Pipes  of  this  kind  were  laid  in  Saratoga,  N.  Y., 
for  domestic  water  supply  as  early  as  1845.*  Many  hundred  miles 
of  this  kind  of  pipe  have  been  laid,  especially  in  the  New  England 

*  J.  T.  Fanning's  "Treatise  on  Hydraulic  and  Water-supply  Engineering,"  9^ 
edition,  p.  479. 
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States.  During  the  Civil  War  cement-lined  wrought  iron  pipes  could 
be  manufactured  and  laid  more  cheaply  than  cast  iron  pipes,  and  this 
consideration  promoted  their  introduction,  but  of  late  years  they  have 
been  less  in  favor. 

This  type  of  pipe  is  made  either  according  to  the  Goodhue  and  Birnie 
or  the  Phipps  patent.*  In  the  first  method,  sheets  of  wrought  iron  of 
proper  thickness  to  withstand  the  water  pressure  are  single-riveted, 
cold,  into  cylindrical  forms,  without  any  attempt  being  made  to  secure 
water-tight  joints.  The  pipes  are  then  lined  on  the  inside  with  f  to  1  in. 
of  neat  hydraulic  cement  or  cement  mortar,  mixed  1  part  cement  to  1 
part  of  sand.  The  pipes  are  laid  in  the  trench  on  a  bed  of,  and  covered 
by,  f  to  1  in.  cement  mortar.  They  are  made  in  9-ft.  lengths,  fastened 
together  by  means  of  wrought  iron  sleeves,  and  the  joint  cased,  inside  and 
outside,  with  cement  mortiar,  or  the  joints  may  be  telescoped  together 
in  stove-pipe  fashion,  and  protected  by  a  coating  of  cement  mortar. 
Cast  iron  joints  have  been  also  used  for  cement-lined  pipes,  but  have  not 
proved  to  be  very  satisfactory. 

In  the  second  method,  the  pipes  are  made  in  a  similar  way  to  that  de- 
scribed above,  with  this  difference,  however,  that  the  pipes  are  coated, 
both  on  the  inside  and  on  the  outside,  before  being  laid  in  the  trench. 

Compared  with  cast  iron  pipes,  cement-lined  wrought  iron  pipes  have 
the  following  advantages:  (1)  Freedom  from  tuberculation;  (2)  longev- 
ity and  durability,  under  favorable  conditions. 

On  the  other  hand,  this  kind  of  pipe  has  the  following  disadvantages: 
(1)  The  necessity  of  great  care  in  the  manufacture  and  laying  of  the 
pipe;  (2)  small  factor  of  safety,  and  consequently  liability  to  be  injured 
by  water-hammer;  (3)  difficulty  of  securing  water-tight  joints;  (4)  diffi- 
culty of  making  service-pipe  connection;  (5)  difficulty  of  making  repairs. 

On  account  of  these  disadvantages,  cement-lined  wrought  iron  pipes 
have  not  proved  generally  satisfactory  for  distributing  systems  of  pipe, 
but  they  can  be  used  advantageously  for  supply  pipes  that  are  not  sub- 
jected to  greater  pressure  than  about  65  lbs.  per  square  inch. 

In  Plymouth,  Mass.,  however,  where  the  water  pressure  is  only  30  to 
70  lbs.  per  square  inch,  cement-lined  water  pipes  have  been  in  use  since 
1855.t  The  original  pipe,  of  which  a  large  amount  is  still  in  use,  con- 
sisted of  a  sheet-iron  shell,  about  9  ft.  long,  lined  on  the  inside  with 
about  ^  in.  of  cement  mortar,  mixed  1  to  1.  The  pipe  was  laid  in  the 
trench  on  a  bed  of  mortar,  and  was  covered  with  mortar.  The  pipes 
were  butted  together,  and  the  joints  were  covered  with  steel  sleeves,  or 
collars,  which  were  afterwards  encased  in  mortar.    Some  of  these  pipes, 

*  Jour.  New  England  Water  Works  Assoc,  March,  1909,  p.  3. 
t  Eng.  News,  Feb.  17,  1916,  p.  300. 
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whicli  were  dug  up,  after  being  in  continuous  use  for  60  years,  were  found 
to  be  in  excellent  condition. 

Plymouth  manufactures  its  own  cement-lined  pipes.  No  difficulties 
are  said  to  be  experienced  there  in  tapping  the  pipes,  which  is  done  in 
the  following  manner:  the  jacket  is  cut  away  with  a  cold  chisel,  and  the 
intervening  cement  is  chipped  away  down  to  the  shell  of  the  pipe,  which 
is  then  tapped  in  the  usual  way. 

In  1914  the  city  had  55J  miles  of  cement-lined  pipes,  2  to  24  ins.  in 
diameter.  At  that  time  the  cost  of  the  pipes  was  about  the  same  as  of 
those  made  of  cast  iron.  The  annual  repairs  amounted  to  $2.20  per 
mile,  and  the  leakage  averaged  only  1  leak  to  4  miles  of  pipe. 
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CHAPTER  VII 

PIPES   OF  VITRIFIED   STONE-WARE,   CEMENT,   AND 

CONCRETE 

114.  Vitrified  Stone-ware  Pipe.  —  Terra-cotta  pipes  have  been 
used  from  the  remotest  periods  for  conveying  water.  In  the  ruins  of  Ur 
of  the  Chaldees,  Nineveh,  Troy,  Jerusalem,  Pompeii  and  Herculaneum, 
etc.,  such  pipes,  laid  thousands  of  years  ago,  are  still  found  in  good  con- 
dition. They  have  not,  however,  much  strength,  and  were  encased 
with  masonry,  when  used  for  water  under  pressure. 

In  modern  water  works,  salt  glazed  vitrified  stone-ware  pipe  has  been 
used  in  a  few  cases  for  conveying  water,  not  under  pressure.  Such 
pipes,  12  to  18  ins.  in  diameter,  were  used  in  the  conduits  of  Amsterdam, 
Little  Falls,  and  Johnstown,  N.  Y.*  They  were  made  with  hub-and- 
spigot  joints,  which  were  filled  with  Portland  cement  mortar.  The  pipes 
were  made  extra  thick,  in  order  to  withstand  the  pressure  of  the  refilling. 

The  cheapness  of  vitrified  terra-cotta  pipes,  their  durability,  and  the 
fact  that  they  are  not  subject  to  tuberculation  may  make  it  advisable 
to  use  them  for  conveying  water  which  is  not  subject  to  pressure,  pro- 
viding the  diameter  of  the  pipe  does  not  exceed  24  to  30  ins. 

115.  Cement-mortar  pipes,  6  to  36  inches  in  diameter,  have  been 
used  extensively  in  some  of  the  Western  States,  in  connection  with  irriga- 
tion works. t  These  pipes  are  made  in  lengths  of  2  ft.  One  end  of  the 
pipe  tapers  inward  and  the  other  tapers  outward,  to  form  a  beveled  lap- 
joint,  when  abutting  ends  are  connected  together  with  cement  mortar. 

The  pipes  are  made  of  a  moist  mixture  of  cement  and  sand  which 
is  tamped  into  metal  molds.  For  pipes  up  to  18  ins.  in  diameter,  the 
mixture  consists  usually  of  1  part  cement  to  4  parts  of  sand.  For  larger 
pipes,  1  part  cement  is  mixed  with  3  parts  of  sand.  The  molds  are 
removed  as  soon  as  the  tamping  has  been  completed.  The  pipes  are 
carefully  cured,  by  being  kept  moist  for  nearly  a  week,  and  are  allowed 
to  harden  for  a  month,  before  being  laid. 

The  strength  of  a  cement  pipe  depends  as  much  upon  the  joints  as 
upon  the  pipe  itself.  Pipes  made  of  moist  mortar  are  more  porous  and 
weaker  than  those  made  of  wet  mortar,  and  they  are  liable  to  be  cracked 

*  Eng.  Rec(rrd,  May  26,  1888,  p.  361. 

t  "Irrigation  Practice  and  Engineering,"  by  B.  A.  Etcheverry,  Vol.  II,  p.  301, 
New  York,  1915. 
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by  expansion  and  contraction.  When  the  pipes  are  used  as  laterals  of 
an  irrigation  system,  cracks  are  not  a  serious  objection  to  the  pipes  being 
used. 

The  following  table*  shows  what  heads  can  be  safely  borne  by 
cement  mortar  pipes.  The  bursting  values  are  about  four  times  the 
values  given  in  the  table. 

TABLE    XXXVIII.  —  SAFE    PRESSURE    HEADS    FOR 
HAND-TAMPED    CEMENT  PIPE 


Diameter  of 
pipe  in  inches 

Maximum  safe  head  in  feet 

For  1  to  2 
mixture 

For  1  to  3 
mixture 

For  1  to  4 
mixture 

12 
14 
16 
18 
20 
24 
30 

20 
20 

18 
18 
18 
15 
15 

15 

15 
12 
12 
12 
10 
10 

10 
10 

8 
8 
8 
6 
6 

116.  Concrete  pipes  are  made  in  a  similar  manner  as  cement-pipes, 
1  part  of  cement  being  mixed  with  4  parts  of  natural  aggregate  of  pit 
gravel  and  sand,  for  pipes  up  td  18  ins.  in  diameter.  For  larger  pipes,  1 
part  of  cement  is  mixed  with  3  parts  of  pit  gravel  and  sand.  If  screened 
gravel  or  crushed  rock  is  used,  the  mixture  should  be  about  1  part  of 
cement,  2  parts  of  sand,  and  3  or  4  parts  of  gravel  rock,  which  should 
not  be  larger  than  ^  in.  in  diameter. 

The  pipes  are  usually  coated  on  the  inner  surface  with  a  thin  paste  of 
neat  cement,  in  order  to  make  them  less  permeable.  To  insure  water- 
tightness,  hydrated  lime,  equal  in  weight  to  5  per  cent  of  that  of  the 
cement,  is  often  added  to  the  concrete  mixture. 

The  tamping  of  the  concrete  into  molds  is  usually  done  by  hand,  but 
machinery  has,  also,  been  employed  for  this  purpose.  In  the  latter  case, 
the  pipes  are  generally  made  with  bell-and-spigot  joints. 

117.  Reinforced  Concrete  Pipe.  —  For  diameters  larger  than  3  ft., 
concrete  pipes  are  usually  reinforced  with  steel  bars.  These  bars  are 
made  of  sufficient  size  to  resist  the  whole  water  pressure  and  any  water- 
hammer  that  may  occur.  The  concrete  is  made  only  thick  enough  to 
prevent  percolation.  When  the  pipes  are  to  be  subjected  to  a.  consider- 
able pressure,  they  are  sometimes  provided  with  a  lining  of  steel  plate, 
placed  either  at  the  inner  surface  of  the  pipe,  or  embedded  in  the  con- 
crete. 

*  '*  Irrigation  Practice  and  Engineering,"  by  B.  A.  Etcheverry,  Vol.  II,  p.  303. 
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Pipes  of  reinforced  concrete  can  either  be  made  in  sections,  4  to  8  ft. 
long,  which  are  lowered  into  the  trench,  or  they  can  be  constructed  in 
the  trench  as  a  continuous  pipe.  The  former  method  can  only  be  em- 
ployed for  pipe  up  to  about  6  ft.  in  diameter.  The  circumferential  rein- 
forcement, which  has  to  resist  the  water  pressure  and  water-hammer, 
may  consist  of  bands,  placed  at  the  required  intervals;  or  it  may  be 
formed,  for  pipes  not  larger  than  about  4  ft.  in  diameter,  of  a  band, 
wound  spirally  by  machinery,  as  is  done  for  wood-stave  pipes.  The 
longitudinal  reinforcement  serves  to  keep  the  circumferential  reinforce- 
ment in  place,  and  to  resist  temperature  stresses.  If  expansion  joints 
are  provided,  the  longitudinal  reinforcement  can  be  made  very  light. 

To  insure  water-tightness,  the  concrete,  for  heads  of  less  than  50  ft., 
should  be  mixed  in  the  proportion  of  1  part  cement,  2  parts  of  sand,  and 
4  parts  of  stone.  For  heads  of  50-100  ft.,  a  1  :  2  :  3  mixture  of  concrete 
should  be  employed.* 

118.  Lock-joint  Pipe.  —  Pipes  of  concrete,  reinforced  with  wire 
fabric,  made  according  to  the  patented  Meriwether  system,  are  manu- 
factured by  the  Lock-joint  Pipe  Company 
of  New  York.  The  pipes  are  either  made 
in  the  trench,  or  cast  in  4-ft.  sections  and 
lowered  into  the  trench.  The  joints  of  the 
pipe  are  formed  as  shown  in  Fig.  72.  The 
reinforcement  of  two  adjoining  pipe  sec- 
tions overlap  in  a  recess,  If  to  1|  ins. 
long,  which  is  filled  with  cement  mortar, 
poured  through  a  hole  at  the  top  of  the 
recess,  thus  locking  the  sections  together  and  sealing  the  joint  by  one 
operation.  For  a  24-in.  pipe,  the  thickness  of  the  concrete  is  usually 
3  ins.     For  a  7-ft.  pipe  it  is  about  8  ins. 

The  following  companies,  also,  are  engaged  in  the  manufacture  of 
reinforced  concrete  pipe,  viz.:  The  Reinforced  Concrete  Pipe  Company 
of  Los  Angeles,  Cal.,  and  the  Reinforced  Pipe  Company  of  Jackson, 
Mich. 

119.  Inverted  siphons  of  reinforced  concrete  have  been  built  in  a 
number  of  places.  Two  important  works  of  this  kind,  known  as  the 
Sosa  Siphon  and  the  Albelda  Siphon,  were  built  in  the  province  of  Huena, 
Spain.f 

120.  The  Sosa  Siphon  consists  of  twin  pipes  of  reinforced  concrete, 
12.47  ft.  in  diameter,  and  3340  ft.  long.    It  is  subjected  to  a  maximum 

*  For  a  full  account  of  the  making  of  reinforced  concrete  pipe  see  Etcheverry's 
"Irrigation  Practice  and  Engineering,"  Vol.  II,  pp.  310-338. 
t  Ihid.f  p.  333. 


Fig.  72.  —  Lock-joint  Pipe. 
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h(^  of  So  ft.  The  twin  pipes  consist  of  158  sections,  each  21.32  ft. 
long,  formed  of  a  steel  tube,  i  in.  thick,  on  the  outside  of  which  are 
spaced  hoops  of  T-bar  reinforcement,  which  are  surrounded  with,  and 
embedded  in,  a  concrete  shell,  6.9  ins.  thick.  The  pipes  are  lined  on 
the  inner  surface  with  reinforced  mortar,  0.87  in.  thick.  The  ends  of  the 
steel  tubes  were  connected  by  a  riveted  steel  collar,  shaped  with  a  cor- 
rugation, to  allow  for  expansion  and  contraction.  This  collar  was  well 
coated  with  a  hot  mixture  of  tar  and  asphalt.  A  collar  of  reinforced 
concrete  was  placed  over  each  joint.  At  the  crossing  of  the  Sosa  River, 
the  siphon  pipes  are  carried  by  an  archcl  bridge  of  concrete. 

121.    The  AVkIAh  Siphon,  built  in  1909,  is  formed  of  a  single  pipe  of 
reinforced  concrete,  13.12  ft.  in  diameter,  and  2363  ft.  long.     It  is  sub- 


.Albdda  Siphon,  Spaio. 


jected  to  a  maximum  bead  of  97  ft.  This  siphon  has  no  expansion  joints, 
and  DO  steel  tube,  to  insure  water-tightness.  The  siphon  is  7.87  ins. 
thick,  and  is  supported,  up  to  its  horizontal  diameter,  by  a  concrete 
cradle.  As  some  leakage  was  expected  from  the  siphon,  the  cradle 
was  provided  with  a  drainage  system  (Fig.  73),  and  was  made  of  very 
porous  concrete,  to  enable  the  water  leaking  from  the  siphon  to  find  its 
way  into  the  drains. 

The  shell  of  the  pipe,  in  which  the  reinforcanent  is  placed,  b  7.28  ins. 
thick.  It  is  plastered  on  the  inside  with  I  in.  of  cement  mortar,  making 
the  total  thickness  of  the  pipe  7.87  ins.  The  reinforcement  consists  of 
124  longitudinal  round  rods,  spaced  about  4  ins.  apart,  and  of  circum- 
ferential T-bars,  tici  at  their  intersection  to  the  longitudinal  rods  with 
wire,  about  iV  in.  in  diameter.     Each  of  the  T-bars  has  an  exterior 
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diameter  of  13.4  ft.,  and  is  formed  of  two  halves,  butt-joined  together 
with  six  rivets.  The  concrete  for  the  conduit  was  composed  of  1  part 
of  Portland  cement,  1.28  parts  of  sand,  and  2.56  parts  of  gravel,  less  than 
1 J  ins.  in  diameter.  The  interior  plastering  was  made  of  equal  parts  of 
cement  and  sand. 

122.  Siphons  of  the  United  States  Reclamation  Service.  —  The  first 
siphon  of  reinforced  concrete  for  the  Umatilla  Project  was  completed  in 
1908.  It  is  47  ins.  in  inner  diameter,  and  468  ft.  long.  The  pipe  was 
made  in  sections,  8  ft.  long  and  2^  ins.  thick.  The  sections  were  cast 
vertically,  by  placing  a  steel  core  between  the  forms,  and  filling  the 
molds  with  wet  concrete.  The  reinforcement  consists  of  round  wire, 
which  is  wound  into  spirals,  4  ft.  long,  two  being  used  for  each  8-ft.  sec- 
tion. After  the  spiral  is  wound,  the  proper  spacing  is  maintained  by 
longitudinal  rods,  4  ft.  long,  which  arc  tied  to  the  spiral  with  wire. 
Cross-lacing  is  used,  to  give  additional  rigidity  to  the  spiral.  The  sec- 
tions of  pipe  were  kept  moist  for  10  days,  after  being  cast,  and  were 
allowed  to  harden  for  about  30  days,  before  being  transported  and  laid. 

This  pipe-line,  which  is  one  of  the  first  of  its  kind  in  America;  was  laid 
in  sandy  soil,  which  drains  readily.  It  is  subjected  to  a  maximum  head 
of  55  ft.  Although  exposed  to  temperatures  as  low  as  29°  F.,  the  siphon 
has  proved  to  be  satisfactory  in  every  respect.  Tests  of  water-tightness, 
made  soon  after  its  completion,  showed  a  total  leakage  of  only  |  gallon 
per  second. 

Another  siphon  on  the  Umatilla  Project  is  46  ins.  in  inner  diameter, 
and  4700  ft.  long.  The  maximum  head  on  this  pipe  is  55  ft.  The  pipes 
were  cast  in  8-ft.  sections  near  the  trench.  The  reinforcement  consists 
of  y'V  ^^'  wire  of  mild  steel,  wound  on  a  drum  into  a  helical  coil,  spaced, 
according  to  the  head,  to  give  a  unit  stress  of  12,000  lbs.  per  square 
inch  on  the  steel.  The  joints  are  covered  by  collars,  3  ins.  wide  and 
3  ins.  thick.  Tests  made  by  the  U.  S.  Reclamation  Service  on  a  46-in. 
pipe  of  reinforced  concrete,  under  a  head  of  110  ft.,  showed  that  the 
pipe  could  stand  a  pressure  of  50  lbs.  per  square  in.,  without  excessive 
leakage. 

The  Belle  Fourche  River  siphon  has  an  inner  diameter  of  5  ft.,  and  a 
length  of  3565  ft.     It  is  subjected  to  a  maximum  head  of  65  ft. 

The  Anderson  siphon  (Fig.  74)  has  an  inner  diameter  of  8  ft.,  and  a 
length  of  477  ft.     The  maximum  head  on  this  siphon  is  about  70  ft. 

The  Whitewood  siphon  has  an  inside  diameter  of  6  ft.,  and  a  length  of 
395  ft.     The  maximum  head  on  this  siphon  is  only  16  ft. 

All  of  these  siphons  have  shells  of  reinforced  concrete,  8  ins.  thick. 
The  circumferential  reinforcement  consists  of  twisted  ^-  and  f-in.  bars, 
spaced  4J  to  12  ins.  apart  between  centers,  according  to  the  pressure  that 
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has  to  be  resisted.  The  ends  of  the  bars  were  securely  fastened  by  weld- 
ing. The  longitudinal  reinforcement  of  the  three  siphons  is  formed  of 
§-in.  twisted  steel  bara,  spaced  about  12  ins,  apart.  These  bars  overlap 
20  ins.  at  the  ends  and  are  tied  with  wire.  All  intersections  are  wrapped 
with  wire. 

The  concrete  was  mixed  wet  by  machinery  in  the  proportion  1 ;  2J, 
3|,  with  20-22  per  cent  of  water.  The  gravel  and  crushed  stone  used 
are  i  to  1  in  in  diameter 

123.  Aqueducts  of  Reinforced  Concrete  *  —  Portions  of  the  Los 
Angeles  Aqueduct  adjoining  siphons  of  steel  pipe,  were  constructed  of 
reinforced  concrete     These  sections  have  inner  diameters  of  10  feet, 


Fla.  74.  —  Anderson  Siphon. 

and  are  subjected  to  heads  of  40  to  75  ft.  For  greater  heads,  steel  pipes 
were  found  to  be  cheaper  than  those  made  of  reinforced  concrete. 

The  mixture  of  concrete  used  for  the  sections  of  reinforced  concrete 
consisted  of  1  part  of  cement,  2  parts  of  sand,  and  4  parts  of  stone.  Tufa 
cement  was  found  to  make  denser  concrete  than  ordinary  Portland 
cement,  aa  it  is  ground  finer.  The  shell  of  the  aqueduct  is  9  ins.  thick 
on  the  top  and  sides  and  the  bottom  is  supported  by  a  cradle  of  con- 
crete. Fig.  75  shows  one  of  these  pipes.  Under  a  head  of  70  ft.,  the 
reinforced  concrete  is  stressed  200  lbs,  per  square  inch,  a  stress  which 
good  concrete,  one  month  old,  is  able  to  withstand,  without  the  assist- 
ance of  the  steel. 

The  steel  reinforcement  rods  were  placed  J  in.  from  the  outside  edge 
•  "Final  Report  on  the  Construction  of  the  Los  Angelea  Aqueduct,"  1916,  p.  209. 
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of  the  pipe.     They  were  lapped  18  ins.,  and  wired  together.     The  details 
of  the  reinforcing  is  given  in  Fig.  75. 

The  pipes  were  all  buried  in  trenches  and  covered  with  soil.  The  back 
filling  was  wetted  down  during  the  curing  of  the  pipe,  and  the  ends  of  the 
pipe  were  closed  with  curtains,  in  order  to  maintain  a  humid  atmosphere 
in  the  pipes.  After  a  pipe  was  4  to  6  weeks  old,  it  was  filled  slowly  with 
water,  and  kept  full. 


Transverse  Reinforcement  Spaced  4  ins. 
Center  to  Center. 

Rods 


Head 

15' 
30' 

45' 
70' 


1" 

8 


i" 
i" 

3" 

4 


Length 

35'  4" 

35'  10" 

36'  5" 

36'  11" 


Rods  1  in.  from  outer  edge  of  pipe. 


B'-O 


Fig.  75.  —  Reinforced  Concrete  Con- 
duit, on  Los  Angeles  Aqueduct,  Cal. 

In  the  first  two  concrete  pipes,  expansion  joints  of  the  Z-type  were 
used,  the  joints  being  filled  with  asphalt.  No  expansion  joints  were 
placed  in  the  other  concrete  pipes,  and  no  trouble  resulted  from  this 
omission. 

On  the  Catskill  aqueduct,  built  recently  to  supply  New  York  with 
water,  certain  pressure  sections,  7.75  to  17  ft.  in  diameter,  subjected  to 
heads  of  less  than  50  ft.,  are  built  of  reinforced  concrete.* 


*  « 


Water-works  Hand-book,"  by  Flinn,  Weston,  and  Bogert,  p.  374. 


CHAPTER  VIII 

STRESSES  IN  WATER  PIPES 

124.  Stresses  in  Water  Pipes.  —  All  kinds  of  water  pipes  are 
subjected  to  certain  stresses,  caused  by  the  pressure  of  the  water  in  the 
pipe,  the  weight  of  the  refilUng  over  the  pipe,  water-hammer,  resulting 
from  closing  gates  quickly,  and  the  effect  of  changes  of  temperature. 
These  stresses  are  usually  neutralized  by  the  resistance  of  the  material 
in  the  pipe-shell.  On  curves  and  steep  grades  unbalanced  forces  may 
exist,  which  may  necessitate  the  construction  of  anchorages,  to  keep  the 
pipe  from  being  displaced.  A  water  pipe  is  usually  supported  for  its 
whole  length  by  the  refilling  which  has  been  rammed  around  it.  The  re- 
filling gives  the  pipe  a  certain  amount  of  stability  to  resist  any  tendency 
to  collapse,  and  opposes,  also,  the  motion  due  to  expansion  and  contrac- 
tion. If  the  pipe  is  not  supported  for  its  whole  length  —  as  when  it 
rests  on  masonry  piers  —  it  will  act  as  a  beam,  causing  thus  longitudinal 
stresses. 

125.  Stresses  due  to  Water  Pressure.  —  The  stresses  caused  b}' 
the  outward  pressure  of  the  water  are  readily  calculated.  As  the  thick- 
ness of  the  pipes  is  in  all  ordinary  cases  only  a  small  fraction  of  the  diam- 
eter, tlie  pipe  may  be  considered  to  be  a  thin  ring,  and  its  thickness  can 
Ik}  calculated  bv  the  well-known  formula: 

s=f.  (70) 

where  5  =  stress  per  square  incli  in  the  iron  of  the  pipe; 
p  =  pressure  per  square  inch  of  the  water; 
r  =  radius  of  the  pipe  in  inches; 
(  =  thickness  of  the  pipe  in  inches. 

Formula  (70)  is  based  upon  the  assumption  that  the  material  in  the 
walls  of  the  pipe  is  devoid  of  dasticity,  and  that  the  stress  is  the  same 
on  all  the  circumferential  fibers,  from  the  innermost  to  the  outermost. 
While  these  assumptions  may  be  applied  to  pipes  having  thin  waDs,  they 
are  greatly  in  error,  when  the  pipe  walls  are  thick. 

Various  formulas  have  been  proposed  for  calculating  the  stresses  in 
pipes  or  tubes  having  thick  waDs.  Rad  T.  Stewart,  M.  Am.  Soc.  M.  E., 
analyied  carefully  the  principal  ones  of  these  formulas,  and  tested  their 
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accuracy  by  experiments  conducted  at  one  of  the  mills  of  the  National 
Tube  Company.* 

Mr.  Stewart  recommends  the  Barlow  formula,  given  below,  as  best 
suited  for  all  ordinary  calculations,  pertaining  to  the  bursting  strength 
of  commercial  thick  tubes,  pipes,  and  cylinders.  The  errors  involved 
in  its  use  are  on  the  safe  side,  and  it  is  much  to  be  preferred  to  formula 
(70)  for  pipes  having  thick  walls,  for  which  this  formula  errs  greatly  on 
the  side  of  danger. 

The  Barlow  formula  is  as  follows: 

.  P=  ^^  (71) 

where  D  =  outside  diameter  in  inches; 

t  =  thickness  of  pipe  wall  in  inches; 
p  =  internal  gauge  pressure  in  pounds  per  square  inch; 
/  =  fiber  stress  in  the  pipe  wall  in  pounds  per  square  inch. 

This  formula  is  like  equation  (70)  in  form,  the  only  difference  being 
that  the  external  diameter  of  the  pipe  is  used  instead  of  the  inner 
diameter. 

126.  Water-hammer.  —  When  the  motion  of  water  flowing  in  a 
pipe  is  suddenly  checked  or  stopped,  a  force,  called  water-hanamer  or 
water-ram,  is  produced  that  is  in  excess  of  the  static  pressure  in  the  pipe. 
In  small  pipes  of  a  distribution  system,  this  force  may  exert  a  pressure  as 
great  as  100  lbs.  per  square  inch,  and  in  larger  pipes  it  may  amount  to  50 
per  cent  of  the  static  pressure.  If  the  system  of  pipes  is  cross-connected, 
and  the  water  is  flowing  at  a  velocity  of  only  about  3  ft.  per  second,  the 
effect  of  water-hammer  is  insignificant,  but  in  a  penstock  in  which  water 
flows  at  a  high  velocity  due  provision  must  be  made  for  water-hammer. 

127.  Theoretical  Formulas  for  Water-hammer,  —  The  greatest  possi- 
ble water-hammer  will  be  caused  by  closing  a  stop-gate  in  a  pipe-line 
practically  instantaneously.  Of  course,  this  can  only  be  done  in  a 
small  pipe.  In  large  mains  the  length  of  time  required  to  close  a  gate 
prevents,  or,  at  least,  greatly  reduces,  the  effect  of  water-hammer. 
When  the  velocity  of  flow  is  suddenly  stopped,  the  resulting  pressure  is 
a  function  involving  the  elasticity  of  the  water  and  of  the  pipe,  and  is 
a  case  of  impact  of  an  elastic  prism.  If  we  neglect  the  elasticity  of  the 
metal  of  the  pipe,  as  may  be  done  for  ordinary  sizes  of  pipe,  the  impact 
will  be  represented  by  the  following  formula  if 

V  =  f^,  (72) 

*  Trans.  Am.  Soc.  M.  E.,  1906,  XXVII,  p.  730. 

t  "Public  Water-supplies,"  by  F.  E.  Turneaure  and  II.  L.  Russell,  2d  Edition, 
p.  243,  Now  York. 
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wtm^^    V  »  \mi\sX  vdocity  of  water; 

K^  «  modulus  of  eb^tieity  of  water 

»  300,000  \\m,  per  ^uare  inch; 
V  «  velocity  of  isound  in  water 
'     «s  at>out  4700  ft,  per  second. 

^uhniiiuiing  the  values  given  above  for  E^,  and  V  we  obtain: 

p  =  64  r,  (73) 

where  p  —  water-hammer  in  pounds  per  square  inch  and  v  =  velocity  in 
feet  per  second.  From  this  fonnula  we  see  that  the  pressure  produced 
by  water-hammer  is  proportional  to  the  velocity  of  the  water  and  inde- 
pendent of  the  length  of  the  pipe. 

J.  B.  Frizell,  M.  Am.  Soc.  C.  E.,*  obtained  the  following  formula  for 
water-hammer,  taking  the  elasticity  of  the  pipe  into  account: 

t;  E^ 

P-v''—27-rj  (74) 

^'^  t^e; 

whore  E^  ^  modulus  of  elasticity  of  the  pipe; 
2  /•  ^  diameter  of  pipe  in  feet; 
t'  «  thickness  of  pipe  in  inches. 

The  theoretical  fonnulas  indicate  the  maximum  possible  pressure  that 
might  be  produced  by  water-hammer.  It  is  practically  impossible  to 
stop  the  velocity  of  the  water  instantly,  except  when  the  pipe  is  very 
sujall,  and  the  pressure  that  may  result  from  water-hammer  must, 
therefore,  be  detei*mined  by  experiment.  Air  that  may  collect  in  a 
water  pipe  has,  also,  an  effect  upon  water-hanuner. 

Mr,  Frinell  oonaidered  the  closing  of  a  gate  or  valve  to  be  essentially 
inatantiu^eous,  if  the  time  of  closing  is  less  than  the  time  required  for  the 
wave  of  prossure  to  be  transmitted  to  the  end  of  the  pipe  and  back,  at 
the  rate  of  about  4700  ft,  per  second.  This  brings  the  length  of  the  pipe 
into  the  problem.  Shutting  a  pipe  quickly,  which  would  have  no  bad 
effeet  in  a  short  pipe,  might  produce  a  dangerous  water-hammer  if  the 
pi|>e  were  eonsiderably  longer. 

Vincent  P,  ^^a^ran,t  Superintendent  of  Walsh's  Hdyoke  Steam 
Boiler  Works,  Hol^tJce^  Mass,,  gives  the  following  empirical  formulas 
whi^h  he  has  usml  in  deigning  long  pipe-Une: 

p  =  0.0201  ^^y^,  (75) 
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where  P  =  pressure  in  pounds  per  square  inch; 
L  =  length  of  pipe-Une  in  feet; 
T  =  time  in  seconds,  required  to  close  gate. 

If  the  closing  of  the  gate  in  T  seconds  is  greater  than  the  time  of  a 
wave  round  trip  from  the  gate  to  the  reservoir  and  back,  or  T,  seconds, 
the  intensity  of  the  water-hammer  will  diminish  as  follows: 

The  time  T,  required  for  a  wave  of  compression  to  travel  twice  the 
length  of  the  pipe  —  that  is,  to  make  the  round  trip  —  is: 


T.  =  ^,  (77) 


2L 

where  L  =  length  of  pipe  in  feet; 

V,  =  4700  ft.  per  second  (approximately),  which  is  the  velocity 
of  sound  in  water. 

Mr.  Marran  states  that  the  above  formula  has  proved  to  be  very  satis- 
factorj'.    He  gives,  also,  the  following  formula  as  being  frequently  used: 

1 


gT 


_        \2gTh)_ 


(78) 


where  L  =  length  of  pipe  in  feet; 

V  =  velocity  of  water  in  the  pipe  at  the  time  the  gate  is  closed; 

g  =  32.2; 

T  =  time  required  to  close  gate  in  seconds; 

h  =  net  head  in  feet  at  time  of  gate  closing; 

a  =  velocity  of  wave  propagation  in  feet; 

P  =  excess  pressure  in  feet  of  water-hammer. 

aV 
This  formula  can  be  used  when  P  is  less  than  h  and  when  zr-^  is  greater 

2  gh 

than  1. 

The  velocity  of  wave  propagation  equals  practically  the  rate  at  which 
flowing  water  is  able  to  compensate  for  the  compression  of  the  water  and 
the  extension  of  the  pipe,  corresponding  to  the  increased  pressure.  The 
proper  value  is  the  actual  velocity  of  the  wave,  which  is  in  many  cases 
materially  different  from  the  given  value  of  4700  ft.  per  second.  When 
the  pipe  extension  is  not  considered,  Prof.  I.  P.  Church  gives  the  formula: 

Velocity  of  wave  =  y  —  =  4726  ft.  per  second,  (79) 
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where  E  =  bulk  modulus  of  water  =  300,000  lbs.  per  square  inch; 
g  =  386.4  ins.  per  second  =  velocity  due  to  gravity; 
w  =  0.03604  lbs.  per  cubic  inch  =  weight  of  water. 
For  empirical  formulas  which  do  not  Include  the  pipe  distension  the 
value  of  4700  ft.  per  second  may  generally  be  considered  satisfactory. 

128.  Experimenls  on  waier-kammer  have  usually  been  limited  to 
ascertaining  the  increase  of  pressure  caused  in  short  pipes  by  closing  a 
stop^ate  quickly.  E.  B..  Weston  determined  by  experiments  made  at 
Providence,  R.  I.,*onsmaIlpipesthat  the  water-hammer  was  practically 
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VELOCITY  IN  MPE,  FT.  PER  SECOND 
Fig.  76.  —  Experiments  on  Water-hftmmer. 

proportional  to  the  velocity  of  the  water.    The  results  he  obtained 
approached  closely  to  the  maximum  given  by  formula  (72), 

Prof.  Carpenter!  made  experiments  on  2-in.  pipes,  the  results  of 
which  are  shown  in  the  diagram  of  Fig.  76,  When  no  air-chamber  was 
used,  he  found  pressures  from  one-half  to  two-thirds  of  those  obtained 
by  using  Frizell's  formula  (74).  The  pressure  due  to  water-ram  appeared 
in  these  experiments  to  increase  more  rapidly  than  the  velocity.  The 
effect  of  air-chambers  in  these  experiments  is  very  marked. 
Experiments  made  at  Dartmouth  CoU^e  J  in  1898  showed  that  the 

•  Trans.  Am.  Soc.  C.  E.,  1885,  XIV,  p.  238. 

t  Ibid.,  1894,  XV,  p.  510. 

X  Eng.  Nem,  Mar.  24,  1898,  p.  186. 
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force  of  water-hammer  varies  with  the  velocity,  and  with  the  volume  of 
water  in  the  pipes.  This  force  is  increased  when  dead  ends  are  near  the 
gate.  Extensive  experiments  made  by  N.  Jonkowsky  in  Russia  *  con- 
firm the  general  laws  of  formulas  (72),  (73),  and  (74).  According  to 
these  experiments,  the  pressure  caused  by  a  sudden  decrease  in  velocity 
is,  for  each  foot  per  second  of  such  decrease,  approximately,  4  atmos- 
pheres (60  lbs.  per  square  inch)  for  small  pipes  and  3  atmospheres  (45  lbs. 
per  square  inch)  for  large  pipes.  These  values  approach  very  closely  to 
those  obtained  by  using  formula  (74). 

The  manner  in  which  a  gate  is  closed  ha^  an  eJBFect  on  the  water- 
hanomer.  If  the  rate  of  closing  is  uniform,  the  maximum  pressure  will 
occur  at  the  end  of  the  movement,  and  with  similar  laws  of  closing  the 
pressure  will  be  approximately  proportional  to  the  length  of  the  pipe,  to 
the  speed  of  closing  the  valve,  and  to  the  velocity  of  the  flow.  If  the 
gate  is  closed  rapidly  at  first,  and  more  slowly  toward  the  end  of  the 
movement,  the  water-hanmier  will  produce  a  lower  maximum  pressure.f 

129.  Temperature  Stresses.  —  The  ordinary  bell-and-spigot  joint, 
filled  with  lead,  permits  cast  iron  pipes  to  expand  or  contract,  when 
changes  of  temperature  occur.  In  some  of  the  early  lines  of  riveted 
wrought  iron  or  steel  pipes,  expansion  joints  were  introduced,  but  in 
later  works  of  this  kind  no  allowance  for  expansion  and  contraction  was 
made,  unless  the  pipes  were  uncovered,  as  the  metal  of  the  pipe  is  gener- 
ally strong  enough  to  resist  the  stresses  caused  by  changes  of  tempera- 
ture. 

The  temperature  stresses  caused  in  a  riveted  pipe  by  changes  of  tem- 
perature may  be  calculated  by  the  following  formula: 

S  =  cET,  (80) 

where  S  =  temperature  stress  in  pounds  per  square  inch; 

E  =  modulus  of  elasticity  —  assumed  at  30,000,000  lbs.  per  square 

inch  for  steel; 
T  =  change  of  temperature  in  degrees  Fahrenheit; 
c  =  coefficient  of  expansion. 

The  coefficient  of  linear  expansion  of  soft  steel  plates  ranges  from 
0.0000062  to  0.0000068  for  each  degree  Fahrenheit.  Assuming 
0.0000065  as  a  fair  average  value,  and  taking  the  modulus  of  elasticity 

*  "Memoirs  of  the  Imperial  Academy  of  Sciences  of  St.  Petersburg,"  Vol.  IX, 
No.  5.  A  S3aiopsis  of  this  paper  is  given  in  Eng.  NewSy  Aug.  2,  1900,  p.  81,  and  in 
Trans.  Am.  Water  Works  Assn.,  1904.  See  also  Trans.  Am.  Soc.  C.  E.,  1915,  LXXIX, 
p.  281. 

t  Trans.  Assn.  C.  E.,  Cornell  University,  1898,  p.  31.  See,  also,  paper  by  Prof. 
I.  P.  Church  in  Journal  of  the  Franklin  Inst.,  April  and  May,  1890. 
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as  30,000,000,  we  find  the  stress  caused  in  a  rigid  steel  pipe  by  a  change 
of  temperature  of  one  degree  Fahrenheit  to  be  195  lbs.  per  square  inch. 
For  larger  values  of  the  coefficient  of  expansion  and  the  modulus  of 
elasticity,  we  would  obtain  greater  stresses;  but  we  may  assume  200  lbs. 
per  square  inch  as  a  fair  average  value  for  the  stresses  caused  in  a  rigid 
steel  pipe  by  expansion  or  contraction. 

In  a  temperate  climate,  with  the  pipe  covered  by  about  2§  ft.  of  earth, 
the  temperature  of  the  steel  may  vary  from  32  to  77°  F.  This  would 
cause  a  stress  of  about  9000  lbs.  per  square  inch  in  the  steel,  which  would 
be  in  tension  in  winter  in  the  parts  that  were  laid  in  smnmer,  and  in 
compression  in  sunmier,  in  the  parts  that  were  laid  in  winter.  In  the 
intermediate  portions,  the  stress  might  be  only  half  of  the  maximum. 
If  the  pipe  were  laid  at  a  temperature  of  20°  F.  and  raised  to  a  tempera- 
ture of  80  degrees  in  simimer,  the  longitudinal  compression  would  amount 
to  about  12,000  lbs.  per  square  inch.  This  stress  would  have  to  be 
transmitted  by  the  circular  joints,  and  might  cause,  if  only  one  row  of 
rivets  were  used  in  these  joints,  as  is  customary,  a  shearing  strain  as 
great  as  15,000  lbs.  per  square  inch  on  the  rivets,  which  is  nearly  double 
the  amount  usually  allowed  in  structural  work. 

130.  Unbalanced  Pressure  in  a  Pipe-line.  —  At  dead  ends,  closed 
gates,  horizontal  and  vertical  curves  (bends)  of  a  pipe-line,  the  water  in 
the  pipe  produces  an  unbalanced  pressure  that  causes  longitudinal 
stresses  in  a  pipe,  unless  it  is  anchored  to  its  foundation.  For  ordi- 
nary water  pressures  these  longitudinal  stresses  may  be  neglected,  but 
for  high  pressures  —  such  as  exist  for  instance  in  high-pressure  fire-lines 
—  provision  must  be  made  to  resist  them.  The  pressures  on  dead 
ends  and  gates  may  be  opposed  by  blocks  of  masonry  to  which  the 
pipe  is  anchored,  or  by  fastening  the  pipes  together  by  tie  rods,  at- 
tached to  lugs  cast  on  the  pipes,  for  a  sufficient  length  to  permit 
the  friction  between  the  pipe  and  its  trench  to  neutralize  the  unbal- 
anced pressure.* 

The  unbalanced  pressure  on  a  horizontal  curve  may  be  determined  as 
follows: 

In  Fig.  77,  let 

Pi  and  P2  =  the  axial  water  pressures  in  the  straight  parts  of  the 

pipe-line,  in  lbs.; 
R  =  resultant  of  Pi  and  P2; 
d  =  diameter  of  pipe  in  inches; 
p  =  water  pressure,  in  lbs.  per  square  inch; 
a  =  central  angle  of  the  curve. 

*  The  latter  method  was  used  in  the  high-pressure  fire  system  of  New  York. 
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K=^psin|  (81) 

R  may  be  increased  or  diminished  by  temperature  stresses,  com- 
puted by  formula  (80),  according  to  whether  expansion  or  contraction 
occurs. 

R  will  be  increased  by  the  centrifugal  force  of  the  water,  but  this  force 
is  negligible,  except  where  great  velocities  occur. 


(82) 


Fig,  77. 
The  centrifugal  force  C  can  be  computed  by  the  following  formula: 

2gR' 

where  W  =  weight  of  water  in  the  bend  in  pounds  per  square  inch; 
V  =  velocity  in  feet  per  second; 
R  =  radius  of  curvature  of  the  bend  in  feet. 
In  the  case  of  a  vertical  concave  curve,  the  unbalanced  water  pressure 
and  the  temperature  stresses  are  neutralized  by  the  reaction  of  the 
foundation  of  the  pipe  trench.     If  the  curve  is,  however,  convex,  the  un- 
balanced pressure  may  necessitate  the  anchoring  of  the  pipe  to  a  block 
of  masonry  or  to  a  rock  foundation.     In  this  case  the  unbalanced  pres- 
sure R  is  partly  neutralized  by  the  weights  of  the  pipe,  the  water  it  con- 
tains, and  of  the  refilling.     Calling  the  resultant  of  these  weights  W  and 
combining  it  by  the  parallelogram  of  forces  with  R  (Fig.  77)  we  obtain 
R  as  the  final  resultant  acting  on  the  bend. 


140 


BEAM-ACTION  IN  PIPES 


If  the  pipe-line  is  laid  on  a  steep  grade,  the  component  of  the  force  of 
gravity,  parallel  with  the  axis  of  the  pipe-line,  will  cause  the  up-stream 
part  of  the  pipe-line  to  push,  and  the  down-stream  side  to  pull,  on  the 
bend.  These  forces  will  produce  additional  longitudinal  stresses  on  the 
bend,  unless  they  are  neutralized,  as  is  often  done,  by  the  construction 
of  anchor  piers  to  which  the  pipe-line  is  tied. 

131.  Beam-action  in  Pipes.  —  Where  a  pipe  is  supported  by  piers, 
and  is  not  covered,  it  forms  a  continuous  beam.  The  stresses  that  will 
be  caused  in  the  shell  of  the  pipe  by  the  weights  of  the  pipe  and  of  the 
water  can  be  determined  by  mathematical  formulas.*  When  the  pipe 
is  covered  by  refiUing,  which  is  well  tamped  around  the  pipe,  beam  action 
will  not  take  place,  but  the  refilling  will  tend  to  collapse  the  pipe,  espe- 
cially when  it  is  empty.  Under  ordinary  circumstances  cast  iron  or 
wooden  pipes  are  strong  enough  to  bear  any  weight  of  filling  which  is 
likely  to  be  placed  upon  them,  but  thin  wrought  iron  or  steel  pipes  may 
be  distorted  by  the  earth  filUng.  In  estimating  the  crushing  pressure 
to  which  a  pipe  may  be  exposed,  the  possibility  of  vacuum  in  the  pipe, 
more  or  less  complete,  caused  by  a  break  letting  the  water  out  quickly, 
must  be  considered. 

The  collapsing  pressure  exerted  by  the  refilling  on  the  empty  pipe 
cannot  be  computed  accurately,  as  it  depends  upon  a  great  many  con- 
ditions, such  as  the  kind  of  material  used  for  refilling,  the  care  with 
which  it  was  deposited  and  ranamed,  etc.  When  the  covering  on  the 
pipe  is  only  2-3  ft.  deep,  the  pressure  produced  by  its  weight  on  the  pipe 
may  be  neglected.    For  greater  depths  of  filling,  the  stresses  produced 

by  the  backfilling  can  be  computed 
approximately  in  the  following  man- 
ner if 

In  Fig.  78,  the  weight  of  the  filling 
on  top  of  the  pipe  is  assumed  to  be 
distributed  uniformly  over  a  width 
equal  to  the  diameter  of  the  pipe,  as 
a  vertical  load,  and  the  lateral  sup- 
port given  by  the  filling  is  neglected. 
The  weight  of  the  filling  is  neutral- 
ized by  the  reaction  of  the  foundation, 
acting  upwards.  At  the  points  a-a  and  6-6  there  will  be  produced  equal 
bending  moments,  but  of  opposite  signs,  because  a  similar  set  of  hovu 
zontally  applied  forces   must   reduce   the  moments  at  a  and  6  to 

*  Hutte,  "Des  Ingenieurs  Taschenbuch,"  Band  1,  "  Durchlaufende  Trager." 
t  "Public  Water  Works,"  by  F.  E.  Turneaure  and  H.  L.  Russell,  2d  edition, 
p.  499,  New  York. 
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zero.*  Representing  the  total  load  in  pounds  by  W  and  the  diameter  of 
the  pipe  in  inches  by  d,  we  find  the  bending  moment  at  the  points  a  and 
h  to  be: 

M  =  tV  Wd.  (83) 

Assuming  h  =  depth  of  fill  in  feet;  weight  of  filUng  =  100  lbs.  per  cubic 
foot;  /  =  safe  fiber-stress  in  bending  for  the  pipe  material;  d  =  diameter 
of  pipe  in  inches;  t  =  thickness  of  pipe  in  inches,  we  derive,  from  the 
ordinary  beam  formula  approximately: 

t-hd^j  (84) 

132.  Collapse  of  Riveted  Pipes.  —  When  the  pipe  is  full  of  water, 
the  hydrostatic  pressure  on  the  inside  will  generally  prevent  the  pipe 
from  collapsing,  and  will  maintain  its  circular  form.  The  danger  of  a 
thin  pipe's  collapsing  f  will  occur  when  the  pipe  is  empty  and  the  back 
fiUing  is  heavy;  or  when  a  break  in  the  pipe-line,  or  the  sudden  opening 
of  a  gate,  permits  the  water  to  rush  out  of  the  pipe  with  such  a  velocity 
that  the  hydrostatic  pressure  becomes  practically  zero,  or  a  minus  pres- 
sure, causing  a  partial  vacuum.  Air-valves  are  usually  placed  at  dif- 
ferent points  on  a  line  of  riveted  steel  pipes,  to  permit  the  air  in  the  pipe 
to  escape  during  the  filling,  air  that  may  be  contained  in  the  water  to 
leave  the  pipe  at  summits,  and  to  admit  air  into  the  pipe,  as  the  water  is 
drawn  off.  In  most  cases  the  air-valves  are  entirely  too  small  to  be 
effective  in  preventing  the  formation  of  a  partial  or  a  complete  vacuum, 
in  case  of  a  break.  In  some  pipe-lines  the  air  would  have  to  flow  through 
the  air-valves  with  a  velocity  of  1000  to  2000  feet  a  second  to  enter  the 
pipe  as  rapidly  as  the  water  would  flow  out,  in  case  of  a  serious*  break. 

M.  L.  Enger  and  F.  B.  Seely  have  given  the  following  formula,}  based 
upon  a  theoretical  investigation,  for  the  excess  of  external  over  internal 
pressure,  which  a  riveted  pipe  can  withstand  without  collapsing. 

P2-Pi  =  77,300,000  AY  ,  (85) 

where  p2  =  external  pressure  in  pounds  per  square  inch; 
Pi  =  internal  pressure  in  pounds  per  square  inch; 
t  =  thickness  of  shell  of  pipe  in  inches; 
d  =  diameter  in  pipe  in  inches. 

*  Paper  by  Wm.  H.  Searles  on  '*  Deflections  and  Strains  on  a  Flexible  Ring  under 
Load,"  Jour.  Assoc.  Engineering  Societies,  1895,  XV,  p.  124. 

t  By  the  collapsing  of  a  pipe  the  buckling  inward  of  the  plates  is  meant.  This 
will  not  always  rupture  the  pipe,  which  may  resume  its  original  circular  form,  as  soon 
as  the  pressure  inside  of  the  pipe  exceeds  that  on  the  outside. 

t  Eng,  Record,  May  23,  1914,  p.  594. 
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If  the  pipe  is  not  perfectly  round,  and  the  refilling  is  not  homogeneous, 
it  will  take  less  pressure  to  collapse  the  pipes. 

Thus  far,  no  experiments  have  been  made  on  the  resistance  of  large 
riveted  pipes  to  collapsing,  but  they  have  been  made  on  boiler  tubes  and 
well-casings.*  According  to  these  experiments,  small  cold-drawn  and 
lap-welded  tubes,  less  than  10  ins.  in  diameter,  will  collapse,  when  the 
excess  of  inward  over  outward  pressure  reaches  that  given  by  the  follow- 
ing formula,  in  which  the  letters  have  the  same  significations  as  in  for- 
mula (85): 

P2-Pi  =  50,200,000  (^Y  •  (86) 

This  empirical  formula  may  reasonably  be  expected  to  apply  to  similar 
pipes  of  larger  diameter  having  smaller  values  of  ^  than  those  experi- 
mented upon.  In  the  case  of  a  riveted  pipe  with  lap-joints,  the  effect 
of  the  longitudinal  joints  will  be  to  cause  the  pipe  to  collapse  with  a 
lower  pressure  than  that  given  by  the  formula  (86),  while  the  circular 
joints  will  increase  the  strengtii  of  the  pipe,  although  not  as  much  as 
might  be  thought,  this  increase  being  probably  less  than  4  per  cent. 

Assuming  the  riveted  pipe  to  be  as  strong  as  indicated  by  formula  (86), 
Enger  and  Seely  have  computed  the  following  table  to  show  the  pres- 
sures at  which  pipes  would  collapse. 


TABLE  XXXIX.  —  PRESSURES  AT  WHICH  RIVETED 

PIPES  WILL 

COLLAPSE 

Least  diameter  of  pipe  which  will  collapse 

Ps  —  P\  lbs.  per 
square  inch 

t 
d 

t  =  I'm. 

/  =  T*8  in. 

t  =  i  in. 

14.7 

0.0066 

38.0 

47.5 

57.0 

10.0 

0.0059 

47.5 

53.0 

64.0 

9.0 

0.0056 

44.5 

56.0 

67.5 

8.0 

0.0054 

46.5 

58.0 

70.0 

7.0 

0.0051 

48.5 

61.3 

73.0 

6.0 

0.0049 

51.5 

64.0 

77.0 

5.0 

0.0046 

54.5 

68.0 

82.0 

4.0 

0.0043 

59.0 

73.0 

88.0 

3.0 

0.0039 

64.5 

80.0 

97.0 

2.0 

0.0034 

74.0 

92.0 

111.0 

1.0 

0.0027 

93.0 

116.0 

139.0 

0.5 

0.0021 

117.0 

149.0 

176.0 

*  Experiments  by  Prof.  R.  T.  Stewart  on  "Collapsing  Pressures  of  Bessemer 
Lap-welded  Tubes,  3-10  ins.  in  Diameter,"  Trans.  Am.  Soc.  M.  E.,  1906,  XXVII, 
p.  730.  See,  also,  experiments  by  Prof.  A.  P.  Carman  and  M.  L.  Carr  in  1906  on 
"Resistance  of  Tubes  to  Collapse,"  Bulletin  No.  5  of  the  University  of  Illinois 
Experiment  Station.  The  experiments  of  Carman  and  Carr  supplement  and  corrob- 
orate those  of  Prof.  Stewart. 
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From  the  above  table  it  appears  that  if  the  riveted  pipes  with  lap- 
joints  were  relatively  as  strong  as  lap-welded  pipe  —  which  they,  prob- 
ably, are  not  —  they  would  collapse  under  a  relatively  low  partial 
vacuum.  This  shows  the  importance  ^  especially  for  riveted  pipes 
laid  on  steep  grades  —  of  either  giving  the  pipe  sufficient  strength  to  be 
able  to  carry  the  external  load  with  a  complete  vacuum  in  the  pipe,  or  of 
providing  air-valves  large  enough  to  admit  air  as  rapidly  as  the  water 
can  run  out,  in  case  of  a  complete  break.  The  former  plan  was  adopted 
in  the  water  power  works  on  the  Loutsch  in  Switzerland.* 

Several  riveted  steel  pipes  have  failed  by  collapsing.  Parts  of  the 
Bull  Run  pipe-line,  which  conveys  the  water  supply  to  Portland,  Ore., 
collapsed  in  1911. f  When  the  pipe  was  tested,  a  rupture  occurred 
at  a  low  point,  which  caused  twenty-two  sections  of  lock-bar  pipe, 
52  ins.  in  diameter  and  I  and  ^  in.  thick,  to  collapse.  Another  part 
of  the  pipe-line  of  less  extent  collapsed  for  the  same  reason.  A  third 
collapse  occurred  while  the  pipe  was  being  drained,  after  a  test.  The 
air-valves  provided  on  the  pipe-line  were  much  too  small  to  admit  air 
rapidly  enough  to  prevent  the  formation  of  a  partial  vacuum.  Portions 
of  the  pipe-line,  which  had  been  covered  with  earth,  did  not  collapse, 
which  shows  that  the  refilling  gives  a  pipe  under  such  circumstances 
additional  strength. 

Part  of  the  steel  pipe  of  the  Antelope  siphon  of  the  Los  Angeles  aque- 
duct (p.  319)  collapsed  in  1914.{  This  siphon,  which  is  10  ft.  in  diame- 
ter and  21,747  ft.  long,  is  subjected  to  a  maximum  head  of  200  ft.  For 
a  distance  of  about  2700  ft.  on  the  north  end  and  for  3400  ft.  on  the 
south  end  the  siphon  is  constructed  of  reinforced  concrete.  For  the 
remaining  distance  steel  pipe  made  of  plates,  i  to  f  in.  thick,  are  used, 
the  greater  part  of  the  longitudinal  joints  being  triple  riveted.  The 
pipe  is  supported  on  masonry  piers. 

The  failure  occurred  after  a  severe  rain  storm,  lasting  three  days, 
which  increased  the  volume  of  the  run-oiBF  at  the  lowest  point  of  the 
siphon  to  such  an  extent,  that  it  undermined  two  of  the  masonry  piers 
and  turned  them  over  on  their  sides.  The  pipe  being  thus  dropped  at 
the  lowest  point  of  the  siphon,  three  of  the  circular  seams  were  torn 
apart  and  let  the  water  escape  with  great  velocity.  Although  both  ends 
of  the  pipe  were  open  to  the  atmosphere,  the  rapid  rush  of  the  water  re- 
quired most,  if  not  all,  of  the  static  head  in  the  pipe  to  be  converted  into 
velocity  head.  There  was,  therefore,  practically  no  pressure  on  the  in- 
side of  the  pipe  to  oppose  the  atmospheric  pressure  on  the  outside,  and, 

*  Schweizerische  Bauzeitungj  April  16,  1910. 
t  Eng.  News,  July  27,  1911,  p.  112. 
t  Eng.  Record,  April  18,  1914,  p.  447. 
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with  tho  exception  of  a  short  stretch,  all  of  the  pipe  ^diieh  had  a  thick- 
tun^  of  8heII  of  only  }  or  /^  in.  collapsed.  The  pipe  near  the  bottom  of 
the  mphon^  which  was  f  in.  thick,  rennained  intact  exc^t  at  the  points  of 
nipture«  \Mien  the  damaged  parts  had  been  repaired  and  the  water 
w«i»  turned  on  again^  the  collapsed  sections  of  the  pipes  resumed  their 
f^Mrtuer  eireular  form. 
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Fig.  79.  —  Flexible  Pipe-joint, 
Invented  by  James  Watt. 


FLEXIBLE  PIPE-JOINTS 

133.  Flexible  joints  are  used  in  pipe-lines  which  are  laid  under  water 
on  the  bed  of  a  lake  or  river,  and  in  other  places  where  settling  is  likely 
to  occur.  Quite  a  number  of  joints 
of  this  type  have  been  designed  and 
used  successfully,  especially  in  sub- 
merged pipe-lines.  In  some  cases, 
every  joint  of  the  pipe-line  is  made 
flexible;  in  others,  flexible  joints  are 
placed  in  the  pipe-line  at  certain 
intervals. 

The  first  flexible  joint  (Fig.  79) 
was  designed  by  James  Watt  upon 
the  ball-and-socket  principle.  The  va- 
rious modifications  which  have  since 

been    introduced    in    flexible  joints   are 
described  in  the  following  pages. 

134.  American  Flexible  Pipe-joints. 
—  In  1862  John  F.  Ward,  who  was  at 
that  time  superintendent  of  the  Warren 
Foundry  and  Machine  Co.,  of  Philips- 
burg,  New  Jersey,  invented  a  flexible 
pipe-joint,  which  was  used  in  a  line  of 
8-in.  pipes,  laid  across  the  Delaware 
River  from  Easton,  Pennsylvania,  to 
Philipsburg,  New  Jersey.*  In  the  fol- 
lowing year  Ward  took  out  a  United 
States  patent  for  this  device,  which  he 
called  "An  Improvement  in  Pipe  Coup- 
ling." This  invention,  known  as  the 
Ward  joint  J  has  been  extensively  used  in 
the  United  States  for  pipes  6  to  36  ins. 
Fig.  82.— Stop  Rings  on  Spigot,  'y^  diameter.  It  is  made  in  several  ways 
Ward  Flexible  Joints.  (pigg^  gQ,  81,  and  82).     In  Fig.  80  the 

bell  is  bored  to  a  true  spherical  surface  for  the  required  overlap  on 

*  ''Engineering  and  Contracting,"  April  15,  1914,  p.  432. 
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Fig.  80.  —  Turned  Hub. 


^^^ 


Fig.  81.  —  Turned  Spigot. 
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each  side  of  the  central  diameter,  and  the  cylindrical  spigot  is 
thickened  and  grooved,  the  end  being  turned  in  a  lathe.  The  annular 
space  between  the  bell  and  spigot  is  filled  with  melted  lead,  which  is 
held  to  the  spigot  bj'  one  or  more  grooves  and  dides  over  the 
smooth  spherical  surface  of  the  bell,  when  the  spigot  is  deflected 
in  any  direction.  If  any  leakage  occurs,  the  lead  at  the  face  of  the 
bell  can  be  caulked.  The  retreat  of  the  edge  of  the  lead  within  the 
bell  on  one  side,  and  its  projection  beyond  the  bell  on  the  opposite 
side,  makes  caulking  difficult.  This  may  be  overcome  b}'  giving  the 
spigot  a  smoothly  turned  spherical  surface,  whfle  the  interior  of  the  bell 
is  cast  with  grooves  to  hold  the  lead  inunovably,  and  a  projecting  ring 
at  the  inner  end  of  the  lead  Ls  bored  to  match  the  smooth  surface  of  the 


Fi«.  83.  —  Duane  Pipe-joint. 


spigot,  as  shown  in  Fig.  81.  In  this  style  of  joint,  the  outer  edge  of  the 
packing  is  always  flush  with  the  face  of  the  bell,  and  can,  ibereSore,  be 
readUy  caulked.  Another  modification  of  the  Ward  joint  is  shown  in 
Fig.  82.  Ttus  joint  is  designed  for  cases  in  which  it  is  desirable  to  limit 
the  d^ree  of  flexure  and  to  bring  the  parts  to  a  firm  bearing,  without 
injur}'  to  the  lead  packing,  or  danger  of  splitting  off  the  inner  edge  of  the 
beO.  This  is  accomplished  by  providing  two  stop  rings  on  the  spigot, 
and  a  shoulder  in  the  belL 

136.  Duane  Joint. — The  Ward  joint  was  used  extensively,  but  occas- 
sionally  the  bell  was  found  to  break,  when  the  joint  was  subjected  to  a 
strong  longitudinal  pull.  To  overcome  this  difficulty,  James  C.  Duane, 
M.  Am.  Soc.  C.  E.,  who  laid  a  number  of  submerge  pipes  for  the  City 
of  New  York,  devised  an  improvement  in  the  Ward  joint,  which  con- 
sists in  reinforcing  the  beD  by  shrinking  a  wrou^t  iron  ot  sted  band 
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around  it.*  Another  improvement  devised  by  Mr.  Duane  is  to  round 
off  the  inner  edge  of  the  bell,  in  order  to  prevent  it  from  cutting  the 
lead  when  the  joint  is  moved.  The  Duane  joint  (Fig.  83),  as  it  is 
called,  has  been  used  very  successfully  for  submerged  pipes,  6  to  36  ins. 
in  diameter. 

136.  Fanning  Joint.  —  In  1875  J.  T.  Fanning,  M.  Am.  Soc.  C.  E., 
invented  a  flexible  joint  with  lead  packing  (Fig.  84)  for  a  24-in.  sub- 
merged pipe.f  The  difficulty  of 
making  the  back  part  of  the  lead- 
packing  of  the  joint  firm  and  solid, 
which  had  interfered  with  the  com- 
plete success  of  large  flexible  pipes, 
is  overcome  in  this  joint  by  separat-  I'—'ij- 
ing  the  bell  into  two  parts,  so  as  to 
permit  both  the  front  and  rear  parts 
of  the  packing  to  be  caulked.  In 
putting  this  joint  together,  the  loose 
ring  is  passed  over  the  ball-spigot, 
and  sHpped  some  distance  toward  ^^-  ^^' "  ^^^^^^  Pipe-joint. 
the  center  of  the  pipe;  the  ball-socket  is  then  entered  into  the  solid  part 
of  the  bell,  and  its  lead-joint-packing  poured  and  snugly  caulked.  The 
loose  ring  is  then  bolted  in  position,  and  its  lead-joint-packing  is  poured 
and  caulked.  This  secures  a  solid  packing  at  both  front  and  rear  of  the 
joint,  capable  of  withstanding  the  strain  that  comes  upon  it  as  the  pipe 
is  lowered  into  position,  and  insures  a  tight  joint.  The  ball-spigot  is 
turned  smooth  in  a  lathe  to  true  spherical  form. 

137.  Smith  Joint,  —  In  1893  I.  W.  Smith,  Chief  Engineer  of  the 
water  works  of  Portland,  Ore.,  modified  the  Fanning  joint,  and  used  the 
improved  joint  for  a  submerged  line  of  28-in.  cast  iron  pipes,  laid  across 
the  Willamette  River  (p.  169).  The  pipes  were  cast  in  the  unusual 
length  of  17  ft.,  but,  when  united,  the  length  from  center  to  center  of 
ball-joint  was  only  16  ft.  The  large  overlap  of  6j  ins.  on  the  ball,  the 
exterior  diameter  of  which  was  40  ins.,  caused  the  smallest  diameter  of 
the  clamp-ring  to  become  about  39  ins.,  which  is  less  than  the  diameter 
of  the  ball.  This  necessitated  making  the  clamp-ring  in  two  halves  with 
flanges  for  bolting  together;  and  in  order  to  transmit  the  bursting  force, 
developed  by  a  pull  of  the  joint,  to  the  continuous  flange  of  the  bell,  the 
split  clamp-ring  was  recessed  into  the  bell-flange  as  shown  in  Fig.  85. 
The  bell  was  strengthened  longitudinally  by  thirty-two  equidistant 
ribs.    These  joints  permitted  a  deflection  of  15  degrees. 

♦  Eng.  News,  May  18,  1889,  p.  444. 

t  Fanning's  "Hydraulic  and  Water  Supply  Engineering,"  9th  Edition,  p.  463. 
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In  1897  a  line  of  lap-welded  steel  pipes,  having  an  exterior  diameter 
of  24  ins.,  was  laid  across  the  Willamette  River  at  Portland,  Ore.  (p. 
171).  The  pipes,  which  are  18  to  20  ft.  long,  were  connected  by  means 
of  cast  iron  flanges,  and  the  flexible  joint  (Fig.  86)  *  was  inserted  in  every 
second  length. 

138.  Holmes  Joint.^  —  A.  L.  Holmes  of  Grand  Rapids,  Mich., 
invented  the  joint  shown  in  Fig.  87.     It  consists  of  a  ball,  two  bells  and 


/6'//f 


Fig.  85.  —  Submerged  28-in.  Cast  Iron  Pipe,  Portland,  Ore. 

two  clamp-rings  with  their  necessary  bolts.  The  spherical  sm'faces  are 
carefully  turned  in  a  lathe.  A  projecting  copper  ring,  placed  in  a 
groove  near  each  end  of  the  ball,  insures  water-tightness. 

A  slight  modification  of  the  Holmes  joint  was  made  in  the  steel  high- 
pressure  water  mains  of  Baltimore,  Md.  (Fig.  88).  These  pipes  are 
8  to  20  ins.  in  diameter,  and  20  ft.  long.    Fig.  88 1  shows  the  joint  used 

♦  Eng,  News,  Feb.  10,  1898.  p.  100. 
t  Ibid.,  Nov.  22,  1890.  p   ' 
t  Eng,  Record 


AMERICAN  FLEXIBLE  PIPE-JOINTS 


149 


for  the  S-in.  pipe.  All  spherical  surfaces  are  turned  accurately  in  a 
lathe.  While  a  joint  is  being  made,  the  steel  segmental  ball  is  held  erect 
by  means  of  a  ring-bolt,  screwed  into  threaded  hole  at  the  top,  until 
its  edges  are  parallel  with  the  two  steel  clamp-rings.  The  clamp-bolte 
are  then  drawn  up,  to  bring  the  bell  in  contact  with  the  ball. 
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Fia.  86.  —  Smith  Kpft-joint.* 

139.  Law  Joint.  —  Riveted  steel  pipes,  48  to  60  inches  in  diameter, 
were  used  in  the  long  intake-pipe  of  the  Toronto  Water  Works  (p.  223), 
in  1891.  The  flexible  joints  (Fig.  89)  placed  in  this  pipe-line  were 
designed  by  Wm.  H.  Law,  C.  E.,  of  the  Central  Bridge  and  Engineering 
Co.,  Peterboro,  Ont.,  and  in  1893  a  number  of  similar  joints  were 
designed  by  him  for  a  line  of  72-in.  steel  pipe,  laid  in  the  same  city.     The 


Fia.  87.  —  Holmes  Pipe-joint. 

joint  devised  by  Mr.  Law  has  since  been  adopted,  with  slight  modifica- 
tions, by  other  engineers  for  large  steel  intake-pipe. 

140.  Stucker  JoizU.  —  In  1895  N.  E.  Stucker  designed  a  flexible 
joint  (Fig.  90)  for  a  line  of  14-in.  cast  iron  pipe,  550  ft.  long,  which  was 
had  across  the  Illinois  River  at  Ottawa,  lU-f  This  joint  is  only  flexible, 
while  being  adjusted,  and  then  remains  rigid.  The  bolts  are  of  different 
lengths,  and  beveled  washers  are  needed,  to  provide  a  proper  bearing  for 

'  Bnn.  Neu!$,  Feb.  10, 1898,  p.  100. 

t  Ibid.,  April  18,  1895,  p.  254. 
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httul  aud  nut,  uule^  they  are  suitably  beut.  Water-tightness  is  se- 
cured, in  sonie  rases,  by  ioserting  aud  compressing  a  narrow  ring  of  lead 
at  copper  in  a  groove,  cut  in  each  bell,  at  the  bottom  of  the  fiange.  In 
the  {upe  laid  at  Ottawa  wedged-6h^;>ed  woodm  gaskets  were  placed 


5fcf  «m£  !fii[U!«s.    TW  iafl:  »:»  Skw:  ctui  r^ommii:  iniowwu&itfnT  ■x  laie 
6wOt  3v  &  ^iji^iAl  &«aW.  4IL  ««&  sifie.    Jill  b»b3  wa^  h£wrx\i  loti  fiva 
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141.    Various  Flexible  Joints.  —  Joseph  G.  Falcon,  of  Evanston, 
111.,  invented  a  flexible  joint  (Fig.  91)*  for  pipes  which  has  been  s 
fully  used  for  submerged  pipes  up  to  24  ins  in  diameter 


-  Stucker  Pipe-joint. 


Fia    91  —  Falcon  Pipe-joint. 


Coldwell-Wilcox  Co.,  of  Newburgh,  N,  Y.,  make  a  flexible  joint  (Fig. 
92)  which  can  be  used  both  for  steam  and  water  pipes.  In  this  joint,  the 
clamp-ring  is  fastened  to  the  bell  of  the  pipe  by  means  of  tap-bolts. 


Fia.  92.  —  Wilcox  Pipe-joint.  Flc.  93.  —  Walker  Pipe-joint. 

The  Walker  Manufacturing  Co.  of  Fenton,  Mich.,  makes  flexible 
joints  (Fig.  93)  for  pipes  up  to  24  ins.  in  diameter.  Water-tightness  is 
sought  at  the  bell,  by  the  compression  of  an  inlaid  hoop  or  ring  of  lead, 
while  at  the  clamp-ring  only  a  suitable  bearing  is  required. 


Fia.  94.  —  Humber  Pipe-joint. 

142.  European  Flexible   Pipe-joints.  —  In  submerged  pipes,  laid 

in  various  parts  of  Europe,  subsequently  to  the  siphons  put  aerass  the 

River  Clyde  at  Glasgow,  modifications  were  introduced  in  the  ball-and- 

■  Eng.  News,  June  8,  1893,  p.  532, 
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socket  joints.  Fig.  94  shows  a  ball-and-socket  pipe,  given  in  Humber'e 
"Treatise  on  the  Water  Supply  of  Cities  and  Towns,"  London,  1876. 
In  this  design,  the  clamp-ring,  which  is  bolted  to  the  bell,  is  made  in  two 
halves,  in  order  to  transmit  the  tendency  to  break  it  by  a  pull  on  the 
joint  to  the  flange  of  the  bell.  Water-tightness  is  ultimately  obtained 
by  rusting,  or  the  accumulation  of  fine  silt. 

143.  Fig.  95  gives  an  early  French  design,  known  as  the  Badais 
joini*  The  special  feature  of  this  design  consists  in  cutting  away  the 
heels  of  the  diametral  flanges  to  form  a  triangular  groove,  into  which  a 
thick  cord  of  India  rubber  is  placed,  and  powerfully  compressed  by  the 
flange  bolts,  thus  securing  water-tightness.  The  clamp-ring  is  continu- 
ous, and  the  diameter  of  the  ball  is  made  large  enough  to  allow  the  ring 
to  pass  over  the  end  flanges  The  Badois  joint  is  shown  in  nearly  all 
French  treatises  on  water  supply,  published  since  1860.     The  joint  is 


Fio.  95.  —  Badois  Hpe-joint. 


Jongh  Pipe-joint. 


also  made  with  ordinary  spigot  ends  for  use  with  connecting  pipes, 
having  the  common  sockets. 

144.  Fig.  96  shows  a  ball-and-socket  joint  designed  in  1892  by 
G.  J.  De  Jongh,  C.  E.,  for  a  24-in.  submerged  pipe  at  Rotterdam, 
Holland.f  It  is  characterized  by  a  large  overlap  of  the  clamp-ring,  the 
reinforcement  of  the  latter  with  a  thick  steel  ring;  shrunk  upon  the 
radial  flange,  and  the  strengthening  of  the  ball,  bell  and  flanges  by 
means  of  ribs.  The  dimensions  are  such  that  the  clamp-ring  can  pass 
over  the  end  flanges  and  allow  a  deflection  of  26  degrees.  Water-tight- 
ness is  obtained  by  means  of  a  ring  of  solid  rubber,  which  is  com- 
pressed in  the  triangular  groove,  formed  at  the  heel  of  the  diametral 
flanges.     These  joints  weigh  5075  lbs.  each. 

146.  Fig.  97  shows  a  joint  having  a  moderate  flexibility  that  was 
devised  by  an  English  engineer,  H.  J.  Marten.  It  was  used  for  a  22-in. 
main,  which  settled  without  leakage  a  vertical  distance  of  13  ft.  in  a 

•  "Distributions  D'Eau,"  par  Georges  Darite,  Paris,  1909,  p.  163. 
t  Trans.  Dutch  Society  of  Enpneers.  1893. 
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length  of  300  to  450  ft.,  owing  to  a  subsidence  of  the  ground,  caused  by 
mining  operations.* 

146.  Fig.  98  gives  a  flexible  joint,  designed  by  W.  Williams  of 
Liverpool.!  The  spigot  of  the  pipe  is  provided  with  a  short  spherical 
surface,  the  diameter  of  which  is  slightly  greater  than  that  of  the  cylin- 
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Fig.  97.  —  Marten  Pipe-joint. 


Fig.  98.  —  Williams  Pipe-joint, 


drical  socket,  both  surfaces  being  carefully  turned  and  bored.  The 
socket  is  strongly  reinforced  by  means  of  a  ring  of  wrought  iron,  which 
is  shrunk  upon  it.  Before  the  spigot  end  is  inserted,  the  bell  is  expanded 
by  heating.  Upon  cooling,  it  grips  the  spigot  powerfully.  Although 
this  joint  is  said  to  give  excellent  results,  it  has  not  been  used  extensively. 

*  Proc.  Inst.  C.  E.,  Vol.  LXXIV,  p.  176. 
t  Engineering f  London,  July  9,  1869,  p.  34. 


CHAPTER  X      . 

SUBMERGED   PIPES 

147.  Submerged  pipe-lines  have  often  to  be  laid  across  water 
courses,  or  to  be  extended  into  a  river  or  lake,  to  form  the  intake  of  a 
water  supply.  When  the  pipes  are  covered  by  water,  they  are  said  to  be 
submerged.  Sometimes  such  pipes  can  be  carried  across  a  water  course 
on  an  existing  bridge;  or  on  a  light  pile  bridge,  built  for  this  purpose. 
Occasionally,  the  pipes  have  been  laid  in  tunnels,  driven  under  the  river. 
The  Mersey  tunnel,  constructed  for  a  pipe-siphon  of  the  Vyrnwy  aque- 
duct of  Liverpool,  is  an  example  of  this  kind.  The  more  usual  method 
of  making  the  crossing  of  a  water  course  is,  however,  to  lay  the  pipes  in  a 
trench,  dredged  in  the  river-bed.  If  the  water  is  shallow,  the  pipes  may 
be  laid  in  coffer-dams,  as  on  land.  When  this  method  is  impracticable, 
the  pipes  may  be  provided  with  flexible  joints,  and  lowered  into  the 
water  from  a  scow;  or  they  may  be  floated  in  sections  of  several  pipes  to 
the  desired  position,  and  sunk  into  place,  the  joints  at  the  junctions  of 
the  different  sections  being  made  by  divers.  In  some  cases,  the  pipe- 
line has  been  put  together  in  sections  on  shore,  and  the  sections  have 
then  been  dragged  by  a  steam  engine  into  the  dredged  trench  in  the 
river. 

148.  Submerged  Pipes  in  Glasgow,  Scotland.  —  The  first  pipe- 
line with  flexible  joints  was  laid  in  1810  across  the  River  Clyde  for  the 
Glasgow  Water  Works.  The  pipes  were  connected  by  ball-and-socket 
joints  (Fig.  79),  invented  by  James  Watt,  whose  connection  with  the 
work  is  described  as  follows:* 

"Watt  was  consulted  about  the  serious  problem  of  laying  a  large 
water  pipe  across  the  river,  and  his  solution  was  soon  ready.  A  few 
days  previously,  he  had  seen  a  lobster  on  the  table,  and  had  discovered 
how  the  mechanism  of  the  crustacean's  tail  might  be  reproduced  in  iron, 
so  as  to  form  a  series  of  articulations,  which  would  have  complete  flexi- 
biUty.  He  suggested,  therefore,  the  use  of  an  articulated  iron  pipe, 
which  would  be  able  to  adapt  itself  to  all  present  and  future  irregulari- 
ties in  the  bed  of  the  river.    The  Glasgow  Water  Co.  thereupon  ordered 

*  Arago's  "Eloge  Historique  de  Watt,"  read  before  the  French  Academy  of 
Sciences  on  December  8,  1834,  quoted  in  Engineering  and  Contracting,  April  15,  1914, 
p.  434.  The  flexible  joint  invented  by  Watt  is  also  mentioned  in  Burnett *8  "History 
of  the  Water  Supply  of  Glasgow,"  published  in  1869. 
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such  a  pipe,  1000  ft.  long,  to  be  made  and  laid  in  accordance  with  Watt's 
plans,  and  its  success  was  complete. 

The  cast  iron  pipe,*  which  was  15  ins.  in  diameter,  was  made  in  9-ft. 
lengths,  with  flanged  ends.  The  ball-and-socket  joints  were  interposed 
at  variable  distances,  depending  upon  the  profile  of  the  bottom  of  the 
trench.  These  joints  were  generally  placed  28.5  ft.  apart,  except  at 
the  middle  of  the  line,  where  the  distance  between  the  joints  was  re- 
duced to  10  ft.,  in  order  to  fit  the  ground.  The  ball  surfaces  were  not 
turned,  water-tightness  being  obtained  by  means  of  an  adjustable 
packing-joint,  similar  to  an  ordinary  stufiing-box. 

The  pipe-line  with  its  flexible  joints  was  put  together  on  the  south 
bank  of  the  river  on  strong  frames,  made  of  parallel  logs.  These  frames 
were  joined  by  strong  iron  hinges,  having  their  pivots  in  horizontal 
lines,  at  right  angles  to  the  axes  of  the  pipes,  and  passing  through  the 
centers  of  the  spheres  of  which  the  zones  of  the  sockets  formed  portions. 
The  flexible  joints  were  at  the  extremities  of  the  frames.  After  the 
frames  and  pipes  had  been  put  together,  in  succession,  on  ways,  and  the 
north  end  of  the  pipe  had  been  plugged,  the  whole  pipe-line  with  the 
frames  was  hauled  into  and  across  the  river-bed  in  a  trench,  by  machinery 
placed  on  the  north  bank  of  the  river.  The  operation  was  quite  simple, 
and  was  assisted  by  the  buoyancy  of  the  empty  pipe  and  by  pontoons. 
The  movable  joints  and  the  hinges  of  the  frames  allowed  the  pipe  line  to 
conform  to  the  grade  of  the  pipe  trench. 

Three  more  similar  lines  of  submerged  pipes  were  laid  across  the 
River  Clyde  for  the  same  water  company,  viz. :  A  line  of  18-in.  pipe,  in 
1830;  a  line  of  25-in.  pipe  in  1838;  and  a  line  of  40-in.  pipe  in  1840. f 

149.  Submerged  Pipe  at  Liverpool,  England.  —  In  1891  George  F. 
Deacon  laid  a  line  of  12-in.  lap-welded  steel  pipe,  800  ft.  long,  on  the 
irregular  bed  of  the  Mersey  River,  near  Liverpool,  in  order  to  furnish 
a  temporary  water  supply,  during  the  construction  of  the  Mersey  tun- 
nel.J  He  used  in  this  line  spherical  cast-iron  joints  with  lead  packing 
(Fig.  99).  The  exterior  of  the  ball  and  the  rear  interior  portion  of  the 
bell  were  turned  to  a  true  spherical  surface,  and  the  front  portion  of  the 
bell  was  provided  with  two  f -in.  holes,  1  in.  apart,  through  which  melted 
lead  was  poured,  and,  also,  with  a  f-in.  vent  hole,  which  permitted  the 
gases  to  escape  during  the  operation. 

The  bed  of  the  river,  at  the  point  selected  for  the  crossing,  is  very 
shifting,  and  different  banks  of  silt  form  at  nearly  every  tide.  As  the 
current  in  the  river  is  from  3  to  4  ft.  a  second  at  neap  tide,  great  care 

*  Trans.  Am.  Soc.  C.  E.,  1895,  XXXIII,  p.  284. 
t  See  ''Life  of  James  Watt,"  by  M.  Arago,  1833. 
X  The  Engineer^  London,  June  5,  1891,  p.  442. 
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had  to  be  taken  to  keep  the  pipe  from  being  moved  laterally.  The 
whole  line,  consisting  of  50  sections  of  pipe,  was  put  together  in  a  shore 
trench  on  wooden  rails  or  ways,  resting  on  the  ground.  Blocks  of  wood 
were  placed  under  the  pipe  at  each  section  joint  so  as  to  raise  the  pipe 
and  joint  from  the  ways.  These  blocks  were  fitted  to  slide  along  the 
ways,  which  were  lubricated  with  soft  soap.  A  wire  rope  was  placed  at 
each  side  of  the  pipe-line  and  was  passed  through  the  wooden  blocks. 
These  ropes  were  secured  at  the  extreme  end  of  the  pipe  from  the  river, 
and  extended  across  the  river  to  the  other  bank,  where  they  were 
fastened  to  a  steam  winch,  which  pulled  the  whole  pipe,  with  the  blocks 
attached  to  it,  across  the  river,  in  one  operation.  For  about  200  ft. 
from  the  river,  the  trench  had  a  considerable  gradient.  Eight  boats, 
moored  across  the  river  at  regular  distances,  served  to  guide  the  pipe. 
Two  boats  kept  at  the  head  of  the  pipe,  and  held  the  wire  cable,  keeping 


Fig.  99.  —  Liverpool  Pipe-joint. 

thus  the  head  of  the  pipe  always  up.  The  tendency  of  the  ebb  tide  to 
wash  the  pipe  down,  before  being  sunk,  was  counteracted  by  guy  ropes 
from  a  heavy  rope,  stretched  across  the  river,  and  carried  over  the 
sterns  of  the  large  boate,  moored  in  the  river  fore  and  aft.  The  guy 
ropes  were  connected  with  timber  bars,  lashed  across  the  pipes,  to  pre- 
vent the  pipes  from  overturning  in  the  water.  The  pipes  were  laid 
slightly  zig-zag  in  the  cradle,  and  were  drawn  across  the  river  in  this 
position,  in  order  to  allow  for  expansion  of  length,  according  to  what 
the  pipes  might  require  after  being  sunk. 

By  means  of  the  steam  winch  on  the  far  shore,  and  of  horses,  the 
whole  line  of  pipe,  800  feet  long,  was  pulled  across  the  river  in  27} 
minutes.  The  pipe  worked  itself  gradually  into  its  proper  position,  and, 
upon  being  tested,  all  pipe-sections  were  found  to  be  sound. 

150.  Submerged  Pipes  in  New  York.  —  A  number  of  institutions 
were  built  by  the  City  of  New  York  on  Islands  in  the  Harlem  and  East 
Rivers.    In  order  to  supply  these  buildings  with  water,  pipe-lines, 
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1000  to  1300  ft.  long,  had  to  be  laid  to  them  in  water  30  to  100  ft.  deep. 
Randall's,  Ward's,  and  BlaekwelPs  Islands  were  supplied  in  this 
manner  in  1850.  For  the  first  two  of  these  islands,  lead  pipes,  3  ins. 
in  diameter,  laid  in  wooden  tnmks  below  the  bottom  of  the  East  River, 
were  used  with  perfect  success.  At  BlackwelPs  Island  other  means  had 
to  be  employed,  owing  to  the  very  irregular  and  rocky  nature  of  the  river 
bottom  at  this  place.  At  first  the  island  was  supplied  by  means  of 
gutta-percha  pipes,  but  these  were  soon  abraded  on  the  rocks  by  the 
swift  and  frequently  changing  current  of  the  tides.  Occasionally,  the 
pipes  were  torn  by  vessels  dragging  their  anchors. 

In  1871  the  gutta-percha  pipes  were  replaced  by  3-in.  wrought  iron 
pipes,  but  they  were  not  found  to  be  strong  enough  to  resist  the  dragging 
of  the  anchors  by  large  vessels.  Another  difiiculty  experienced  was  the 
freezing  of  the  water  in  the  pipes,  that  were  laid  in  salt  water  which 
remains  fluid  at  a  lower  temperature  than  fresh  water. 

In  1873  a  heavy  6-in.  wrought  iron  lap-welded  pipe  was  laid  to  Black- 
well's  Island  at  the  deepest  and  widest  part  of  the  river,  where  the 
bottom  was  comparatively  regular.  The  pipes  were  fastened  together 
with  heavy  screw  couplings,  which  were  strengthened  and  protected  by 
strong  cast-iron  sleeves,  having  lead  joints.  In  this  manner  the  joints 
were  made  as  rigid  as  the  other  parts  of  the  pipe-line.  The  pipe  was 
placed  in  a  heavy  oak  case,  which  was  saturated  with  coal-tar,  securely 
bolted  and  riveted  together,  the  space  between  the  pipe  and  the  case 
being  filled  with  hydraulic  cement.  The  pipe-line,  as  fitted  in  the  box, 
was  1350  ft.  long,  and  weighed  over  200  tons.  The  whole  length  of  pipe 
was  pulled  across  the  river  by  a  powerful  dredge  having  a  steam-capstan 
of  over  100  horsepower,  which  hauled  on  a  heavy  chain-cable,  fastened 
to  the  rocks  of  Blackwell's  Island.  Three  powerful  tug-boats  assisted 
the  dredge,  and  would  have  been  able  to  hold  up  the  end  of  the  pipe,  if 
the  chain  had  broken.  At  the  place  where  the  crossing  was  made,  the 
river  has  a  maximum  depth  of  about  100  ft.  Similar  pipe-lines  were 
laid  in  1874-84  to  other  islands  in  the  East  and  Harlem  Rivers.  Wrought 
iron  pipe-Unes  were  found,  however,  to  be  very  expensive  in  first  cost, 
and  diflScult  to  maintain  and  repair.  For  these  reasons,  cast  iron  pipes 
with  flexible  joints  were  used  after  1887  for  submerged  pipes  within  the 
limits  of  the  City  of  New  York.  'At  first  the  Ward  joint  (p.  146)  was 
adopted  for  these  pipe-lines.  In  1888  a  line  of  6-in.  cast  iron  pipes, 
provided  with  these  joints,  was  laid  to  Blackwell's  Island.*  It  was  about 
950  ft.  long,  and  cost,  including  water  meters,  etc.,  $8410,  or  about  $8.90 
per  ft.  The  pipe  was  laid  in  the  following  manner:  A  heavy  chain  was 
stretched  from  shore  to  shore,  and  securely  fastened  to  piles,  driven  for 

*  Proc.  Municipal  Engineers,  City  of  New  York,  1904,  p.  133. 
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this  purpose.  It  acted  as  a  guide  for  the  pipe  laying.  The  pipes  were 
laid  by  a  large  floating  derrick,  which  picked  up  the  chain  and  laid  it 
across  the  deck.  Heavy  anchors  were  placed  at  the  bow  and  stem,  to 
assist  in  keeping  the  derrick  in  line.  The  pipes  were  laid  like  a  chain, 
of  which  they  formed  the  links.  Each  joint  was  poured  and  caulked, 
before  the  pipe  was  lowered  into  the  water.  The  floating  derrick  was 
moved  by  hauling  the  guide  chain  slowly  across  the  deck,  the  anchors 
being  reset  by  a  tug,  where  required.  The  joints  used  were  capable  of 
being  rotated  through  10  to  15  degrees  of  an  arc.  During  the  process 
of  laying,  several  lengths  of  pipes  were  unsupported  from  the  river-bed 
to  the  deck  of  the  scow.  The  weight  of  these  pipes  assisted  in  compress- 
ing the  lead  joints  and  making  them  water-tight.  When  this  pipe-line 
was  tested  under  hydraulic  pressure,  it  was  discovered  that  the  tops  of 
several  of  the  hubs  of  the  flexible  joints  had  been  broken  by  the  strain 
to  which  they  had  been  subjected.  The  joints  were  repaired  by  means 
of  clamps  and  sheet  lead. 

In  order  to  remedy  the  defects  of  the  flexible  joints  used  in  the  sub- 
merged pipe  described  above,  James  Duane  devised  the  improvements 
in  the  Ward  joint  described  on  p.  146. 

In  1888  a  6-in.  line  of  cast  iron  pipes  with  Duane  joints y  11,760  ft. 
long,  was  laid  to  North  Brother  Island.*  At  the  point  of  crossing, 
the  Manhattan  shore  slopes  off  at  an  angle  of  more  than  1  to  1,  the  depth 
of  water  being  in  one  place  90  ft.  The  tidal  currents  have  a  velocity 
of  6  to  8  ft.  per  second,  and  slack  water  lasts  at  times  for  less  than  15 
to  20  minutes.  These  circumstances,  and  a  large  volume  of  commerce, 
made  the  pipe  laying  very  difiicult.  It  was  accomplished  successfully  in 
three  days  at  a  cost  of  $16,245,  amounting  to  about  $9.80  per  ft.  The 
leakage  in  this  pipe-line,  as  recorded  by  water  meters,  was  only  about 
0.3  cu.  ft.  per  minute  —  less  than  |  per  cent  of  the  capacity  of  the  main. 

The  submerged  main  to  BlackwelPs  Island,  described  above,  was 
carried  away  by  anchors  of  vessels,  and  was  replaced  in  1891  by  a  line 
of  pipes,  12  ins.  in  diameter  by  9  ft.  long,  each  weighing  1950  lbs.  This 
line,  which  was  about  1050  ft.  long,  cost  $11,528  —  about  $11  per  ft. 
When  tested,  the  leakage  in  this  pipe-line  was  found  to  amount  only 
to  Si  gals,  per  minute. 

A  similar  line  of  12-in.  pipes,  1266  ft.  long,  was  laid  in  1891  to  Ward's 
Island  at  a  cost  of  about  $9.30  per  ft.,  and  another  12-in.  submerged 
pipe,  885  ft.  long,  was  laid  to  Randall's  Island  in  1896,  at  a  cost  of 
about  $8.70  per  ft. 

In  1899  a  submerged  36-in.  pipe,  1248  ft.  long,  was  laid  across  the 
Harlem  River  from  the  Fordham  Road  to  209th  Street  on  Manhattan 
*  Proc.  Municipal  Engineers  City  of  New  York,  1904,  p.  135. 
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Island.*  At  the  point  of  crossing  the  river  is  1200  ft.  wide.  To  ac- 
comodate the  demands  of  commerce,  a  trench  had  to  be  dredged  for  the 
pipe  to  a  depth  of  25  ft.  below  mean  water.  Each  pipe  measured  13.1  ft. 
over  all,  to  lay  12  ft.  The  outside  diameter  of  the  hub  was  5  ft.,  and  each 
pipe  weighed  43,725  lbs.  The  wrought  iron  band  weighed  663  lbs., 
making  a  total  weight  of  14,388  lbs.  per  complete  pipe  length.  The 
cost  of  furnishing  and  laying  the  pipe  amounted  to  $26  per  ft.,  ex- 
clusive of  the  dredging  and  other  work  involved. 

The  pipe  was  laid  from  a  strong  float,  97  ft.  long  and  35  ft.  wide, 
having  a  steam  derrick  for  handling  the  pipes,  blocking  for  holding  about 
five  lengths  of  pipe  and  a  launching  way  at  one  end,  with  steel  cables 
reaved  through  heavy  blocks,  attached  to  the  end  of  the  float  and 
to  anchors  on  the  shore.  The  cables  were  used  to  retard  too  sudden 
launching  of  the  pipe.  A  couple  of  heavy  anchors,  attached  to  the  bow, 
steadied  the  float  against  the  tide.  As  each  joint  was  completed,  the 
steel  cables  were  slackened,  and  the  weight  of  the  pipe  pushed  the  float 
towards  the  other  shore,  as  one  length  of  pipe  after  the  other  was 
launched.  The  pipes  were  provided  with  Duane  joints,  each  of  which 
required  about  1100  lbs.  of  lead.  According  to  the  specifications,  the 
lead  of  each  joint  had  to  be  poured  in  one  operation.  This  was  accom- 
plished by  tapping  a  short  nipple  of  l^-in.  pipe  in  the  lead  pot,  and  plac- 
ing an  ordinary  cut-off  valve  on  the  other  end.  The  hot  lead  was 
conveyed  through  a  1^-in.  pipe  to  the  joint  that  was  to  be  run. 

161.  Submerged  Pipe  in  New  York  Harbor.  —  In  connection  with 
the  great  aqueduct  which  brings  a  supply  of  water  from  the  Catskill 
Mountains  to  the  City  of  New  York,  a  line  of  cast  iron  pipes,  36  ins.  in 
diameter  and  about  9800  ft.  long,  was  laid  from  Long  Island  to  Staten 
Island  across  the  Narrows,  a  strait  forming  the  entrance  to  New  York 
Harbor,  t  The  pipes  were  placed  in  a  trench  which  was  dredged  deep 
enough  to  provide  an  8-ft.  covering,  where  the  pipe-line  crosses  the  two 
main  channels,  and  which  was  30  ft.  deep  across  the  anchorage  ground. 
The  maximum  natural  depth  of  water  on  the  line  of  the  crossing  is  about 
60  ft.,  but  was  about  72  ft.  to  the  bottom  of  the  dredged  trench.  The 
bottom  of  the  harbor  is  sand  of  various  degrees  of  fineness,  with  some 
gravel  in  places,  overlaid  with  silt  and  sewage  sludge,  brought  down  by 
the  river.  The  dredging  and  pipe-laying  were  made  very  difficult  on 
account  of  the  swift  currents  in  the  Narrows  —  running  ordinarily  about 
3  miles  per  hour,  and  changing  with  the  tides  —  and  the  many  ships  of 
all  varieties,  passing  through  the  Narrows.     In  the  spring  and  winter 

*  Proc.  Municipal  Engineers  City  of  New  York,  1904,  p.  137. 
t  Eng.  Record,  Sept.  20,  1913,  p.  317;  Eng.  News,  April  30,  1914,  p.  946;  Scientific 
American,  Oct.  10,  1914,  p.  300. 
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the  work  was  often  rendered  especially  difficult  by  the  lai^  cakes  of 
ice  that  are  brought  down  by  the  Hudson  River. 

Owing  (o  the  great  expense  that  would  be  involved  in  repairing  this 
pipe-line,  great  pains  were  taken  to  make  the  work  as  perfect  as  possible. 
The  minimum  covering  of  8  ft.  over  the  pipes  was  based  upon  experi- 
ments tried  with  a  variety  of  large  anchors,  and  upon  information 
obtained  from  divers,  who  had  recovered  lost  anchors  in  the  harbor. 
The  upper  part  of  the  refilling  over  the  pipes  was  selected  with  especial 
regard  to  it»  resistance  to  the  penetration  of  anchors 

The  pipes,  made  generally  in  lengths  of  12  ft ,  were  jomed  by  flexible 
ball-and-socket  joints,  which  were  designed  after  much  careful  study 
and  numerous  experiments  Fig  100  shows  the  joint  adopted  for  this 
work      The  hub  is  strengthened  by  shrinking  on  it  a  steel  ring,  according 
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to  the  plan  first  proposed  by  James  C.  Duane  (p.  146).  It  is  turned  and 
ground  to  a  sphere,  in  which  the  variation  from  perfect  sphericity  does 
not  exceed  0.006.  The  spigot  is  formed  with  a  collar,  turned  to  fit  the 
bell  accurately,  and  is  provided  with  ridges,  to  give  the  lead  a  good  hold. 
About  330  lbs.  of  lead  are  required  for  each  joint. 

Experiments  were  made  for  finding  the  best  material  for  filling  the 
lead  apace  of  the  joints.  Caulking,  even  with  a  pneumatic  hammer,  does 
not  consolidate  lead  more  than  f  to  f  in.  from  the  face  of  the  joint, 
and  this  eifect  would  be  almost  completely  nullified  by  the  moving  of  the 
joint.  Lead  wool  was  found  to  make  joints  which  were  perfectly  water- 
tight, even  under  great  hydrostatic  pressure,  but  these  joints  were  too 
rigid  to  be  used  in  the  method  of  pipe  laying  that  was  adopted.  It  was 
finally  decided  to  fill  the  joints  with  good  lead  in  the  usual  manner,  and 
then  to  force  cast  lead  pellets  through  the  holes  of  gib-screws  (tap- 
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bolts),  in  order  to  fill  the  shrinkage  space  between  the  poured  lead  and 
the  inner  side  of  the  hub.  This  was  made  possible  by  the  fact,  found 
by  experiments,  that  lead  will  flow  readily,  even  under  the  compara- 
tively low  pressure  of  700  lbs.  per  sq.  in.,  if  steadily  applied.  This  idea, 
which  was  suggested  by  one  of  the  workmen,  was  obtained  from  a  screw 
joint  for  high  pressure  steam  pipes,  patented  by  Cornelius  A.  Folly,  of 
New  York,  in  1891.    Thirty-two  holes,  arranged  in  two  staggered  rows, 
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Fig.  101.  —  Cradle  for  Laying  36-in.  Cast  Iron  Pipe  across  the  Narrows,  New  York. 

were  provided  for  inserting  the  cast  lead  pellets,  each  of  which  measured 
^if-in.  diameter  by  If  ins.  in  length.  About  22  lbs.  of  pellets  were 
required  for  each  joint. 

The  pipes  were  protected  by  a  bitumastic  enamel,  a  superior  coating, 
made  in  England  and  sold  in  America  by  the  American  Bitumastic 
Company.  This  enamel  has  proved  to  be  very  satisfactory,  even  when 
it  is  over  20  years  old,  for  protecting  iron  and  steel  in  sea  water. 

The  joints  were  all  made  above  water,  and  the  pipes  were  lowered 
gradually  on  a  launching  cradle  or  skidway  into  the  trench  (Fig.  101). 
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The  pipes  were  joined  on  the  scow  as  follows:  The  inside  of  the  hub 
was  coated  with  graphite.  The  spigot  of  the  next  pipe  was  then  in- 
serted and  centered  and  the  joint  poured.  Lead  pellets  were  then 
forced  by  compressed  air  through  the  holes  provided  for  this  piupose, 
three  in  each  of  the  back  holes,  three  in  each  of  the  front  holes  and  then 
one  in  each  of  the  back  holes.  A  mixture  of  grease  with  about  10  per 
cent  of  graphite  was  forced  into  each  hole,  and  the  holes  were  then 
plugged  with  tap-bolts  and  lead  washers.  The  joint  was  then  deflected 
5  degrees,  and  tested  under  hydrostatic  pressure  of  100  lbs.  per  sq,  in., 
before  the  pipe  was  launched  from  the  scow. 

The  joint-testing  apparatus  (Fig.  102)  consisted  of  two  steel  bulk- 
heads, spaced  apart  and  kept  from  spreading  by  ten  Ij-in.  bolts.  Each 
bulkhead  was  fitted  with  special  rubber  gaskets  and  deflated  rubber 
tubular  rings,  similar  to  automobile  tires.    The  apparatus  was  provided 


FiQ.  103.  —  Joint  Testing  Apparatus. 

with  wheels  and  is  rolled  inside  of  the  pipe.  The  distance  between  the 
bulkheads  was  sufficient  to  span  the  flexible  joint.  By  means  of  water 
pipes  that  were  connected  to  the  tubular  rings,  these  rings  could  be  in- 
flated so  as  to  fit  tightly  against  the  inner  surface  of  the  pipe.  A  relief- 
valve  permitted  the  deflating  of  the  rings,  when  the  apparatus  was  to 
be  moved.  The  water-tightness  of  the  joint  was  tested  by  forcing  water 
into  the  space  between  the  bulkheads,  a  relief-valve  being  provided  for 
the  escape  of  the  air  from  this  space. 

During  the  laying  of  the  pipes,  the  line,  which  is  to  be  under  a  pressure 
of  about  95  lbs.  per  sq.  in.,  was  tested  in  sections  under  an  air  pressiu^  of 
80  lbs.  per  sq.  in.,  and  submEirine  caulking  was  resorted  to,  where  re- 
quired. The  contract  obliged  the  contractors  to  lay  the  pipe-Hne  so  that 
the  maximum  rate  of  leakage  would  not  exceed  40  gals,  per  joint  per  day. 

The  akidway  used  in  laying  the  pipes  had  on  each  side  a  steel  bridge 
truss,  whose  panels  were  connected  to  each  other  at  an  angle  of  5  degrees, 
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SO  as  to  produce  a  curved  launch-way.  Its  lower  end  draped  in  the 
trench.  As  the  skidway  was  veiy^  heavy,  a  buoyancy  cylinder  was 
fastened  to  its  lower  end,  to  keep  it  from  sinking  deeply  into  the  mud. 

The  scow,  which  measured  40  by  125  ft.,  was  kept  in  position  by 
10  anchors,  fastened  to  cables,  1000  to  1200  ft.  long,  which  led  to  a 
system  of  power-operated  drums.  The  scow  carried  a  70-ton  derrick, 
which  was  used  for  handling  the  pipes. 

The  bids  received  for  the  unusual  work  of  laying  these  pipes  varied 
from  $996,862  to  $1,590,000.  The  contract  was  awarded  at  the  former 
figure  to  the  Merritt  and  Chapman  Derrick  and  Wrecking  Co.,  of  New 
York. 

152.  Submerged  Pipes  in  Boston,  Mass.*  —  In  1850  a  line  of  20-inch 
cast  iron  pipes  was  laid  across  Chelsea  Creek,  a  tidal  estuary,  about 
1425  ft.  wide  at  high  tide,  and  650  ft.  wide  at  low  water.     The  average 


Fig.  103.  —  Joint  of  Chelsea  Siphon  Pipe. 


range  of  the  tides  is  10  ft.,  and  the  maximum  depth  of  water,  at  the  point 
selected  for  the  crossing,  is  25  ft.  The  river-bottom  consists  of  clayey 
material,  overlaid  by  about  2  ft.  of  mud.  On  either  side  of  the  channel 
there  are  mud  flats. 

The  pipes  were  |-in.  thick,  except  across  the  channel,  where  the 
thickness  of  metal  was  increased  to  If  ins.  They  were  cast  in  lengths 
of  9  ft.,  and  were  provided  with  flanged  joints.  The  pipes  were  sup- 
ported on  the  mud  flats  by  pile  bents,  placed  8  or  9  ft.  from  center 
to  center.  Each  bent  had  two  piles,  and  was  capped  with  heavy  timbers. 
Across  the  channel  the  pipe  was  laid  in  a  dredged  trench,  the  top  of  the 
pipe  being  5  to  6  ft.  below  the  bottom  of  the  river.  This  part  of  the 
line  formed  a  series  of  offsets,  each  being  composed  of  three  pieces  of 
pipe.  At  each  end  of  the  section,  a  flexible  joint  of  a  peculiar  pattern 
(Fig.  103)  was  placed.     This  joint  consisted  of  two  qijpxter  bends,  whose 

*  Eng,  News,  Feb.  28,  1901,  p.  146. 
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diameters  increased  gradually  from  the  diameter  of  the  pipe  (20  ins.) 
to  26  ins.  where  the  two  bends  were  joined  to  each  other.  At  this  joint, 
one  of  the  bends  had  a  flange,  6  ins.  deep,  which  was  bored  for  eighteen 
IJ-in.  bolts.  The  flange  of  the  other  bend  had  no  holes.  A  heavy 
circular  ring  was  slipped  over  the  latter  bend,  and  bolted  to  the  flange 
of  the  former  bend,  a  rubber  gasket  being  placed  in  the  joint.  The 
ring  was  recessed  to  fit  easily  over  the  flange  of  the  bend,  without  holes, 
so  as  to  permit  the  bend  to  be  turned  in  one  plane.  When  the  pipes 
provided  with  these  joints  were  being  laid,  they  were  flexible  at  the 
joints  in  a  vertical  direction,  but  perfectly  rigid  horizontally. 

On  the  flange  at  each  end  of  the  flexible  joint,  formed  by  the  two 
bends,  and  on  the  two  flanges  of  the  middle  pipe  of  each  3-pipe  section, 
a  rectangular  lip,  f  in.  wide  by  ^  in.  deep,  was  cast,  its  inner  side  being 
a  prolongation  of  the  inside  of  the  pipe.  On  the  flanges  of  the  other 
two  pipes  of  each  pipe  section,  and  in  a  position  corresponding  to  the 
lip,  there  was  a  rectangular  groove,  |  in.  wide  by  J  in.  deep.  Thin 
leather  gaskets,  covered  with  white  lead,  were  placed  in  these  grooves, 
before  the  pipes  were  bolted  together,  as  the  lips  were  J  in.  longer  than 
the  depth  of  the  grooves,  a  smaller  annular  space  was  formed  at  each 
joint,  and  was  filled  by  pouring  lead. 

In  1900  this  pipe-line  was  taken  up  and  replaced  by  a  line  of  24-in. 
mains.*  The  pipe  was  found  to  be  badly  tuberculated.  In  some 
places,  the  entire  inside  of  the  pipe  was  covered  by  tubercles,  about  1 
in.  thick.  Where  the  pipe  had  been  covered  with  clay,  after  being  laid 
in  the  trench,  the  outside  of  the  pipe  and  the  bolts  and  nuts  were  in 
excellent  condition.  The  nuts  could  be  easily  turned  with  an  ordinary 
wrench.  Above  low  water,  the  pipes  were  badly  corroded,  and  could  be 
cut  to  a  depth  of  about  I  in.  with  a  pen  knife. 

A  large  scow,  25  ft.  wide  by  75  ft.  long,  having  a  flush  deck,  was  used 
for  removing  the  old  pipes  and  laying  the  new  line.  It  was  provided 
with  two  stiff-legged  derricks  and  a  curved  cradle  (Fig.  104),  which 
was  placed  on  one  side  of  the  scow  and  formed  a  launch-way,  down  which 
the  pipes  were  lowered.  This  cradle  was  well  braced  and  trussed.  It 
was  hung  by  wire  ropes  from  the  larger  of  the  two  derricks,  the  other 
derrick  being  used  to  raise  or  lower  the  tail  end  of  the  cradle,  so  that  it 
might  at  all  times  be  tangent  to  the  bottom  of  the  dredged  trench.  The 
tackle  was  so  arranged  that  the  whole  cradle  could  be  raised  or  lowered 
vertically,  or  tipped  at  any  angle  in  a  vertical  plane.  A  wooden  shoe, 
about  4  ft.  long,  was  fastened  to  the  tail  end  of  the  cradle,  for  the  purpose 
of  making  the  cradle  rest  more  evenly  on  the  bottom.  It  also  served  for 
smoothing  off  smail  irregularities  along  the  bottom  of  the  trench.    The 
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pipes  were  laid  by  means  of  the  scow  itnd  its  cradle  in  the  foUowing 
manner: 

The  cradle  was  filled  with  pipes,  the  joints  of  which  were  leaded  and 
caulked.  The  scow  was  then  brought  at  high  tide  into  the  proper 
position  over  the  pipe  trench,  which  bad  previously  been  dredged  out. 
The  tail  end  of  the  cradle  was  then  tilted  down,  until  it  rested  on  the 
bottom  of  the  trench,  but  at  such  a  depth  that  the  end  of  the  pipe  would 
be  exposed  at  low  water.  This  end  of  the  pipe  was  then  securdy 
anchored,  and  the  scow  was  pulled  ahead  about  12  ft.,  cauEdug  the  pipe 
to  be  pulled  down  the  cradle. 

By  means  of  a  small  boom-derrick,  another  pipe  was  then  placed  on 
the  cradle,  and  the  process  was  repeated  until  all  of  the  pipes  had  been 
placed  on  the  cradle  and  slid  down  into  the  trench. 


Fio.  104.  —  Chelsea  Cradle. 

During  the  work,  the  pipes  were  stored  on  a  lai^  hghter,  which  was 
moored  a  short  distance  away.  For  the  immediate  work,  10  or  12  pipes 
were  stored  on  the  pipe-laying  scow  and  on  a  smaller  scow  which  served 
as  a  tender.  The  laying  of  54  pieces  of  submerged  pipe  occupied  two 
weeks.  Above  low  water,  the  pipes  were  laid  on  the  same  pile  founda- 
tion that  had  supported  the  old  pipe-line.  Although  these  piles  had 
been  in  use  for  a  long  time,  they  were  found  to  be  perfectly  sound  below 
the  mud  Unes,  and  only  slightly  decayed  on  the  outside  of  the  piles, 
above  the  mud.  In  laying  this  part  of  the  pipe-line,  the  pipes  were 
usually  made  up  on  the  scow  in  four-pipe-sections.  The  scow  was  then 
floated  into  poaition  at  high  water,  and  the  pipe  lowered  onto  the  caps 
<rf  the  piling.  At  low  water,  the  pipe  section  was  pulled  by  means  of 
tackle  and  falls  so  as  to  join  the  previously  laid  section  properly,  and  the 
joint  between  them  was  leaded.     After  all  of  the  pipes  had  been  laid; 
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the  joints,  both  above  and  below  low  water,  were  thoroughly  caulked, 
and  the  line  was  then  subjected  to  a  hydrostatic  test  of  84  lbs.  per  sq.  in. 
for  an  hour.  The  leakage  recorded  by  the  flow  through  a  |-in.  water 
meter  was  barely  perceptible. 

For  the  portion  of  the  line  that  was  above  low  water,  ordinary  bell- 
and-spigot  pipes,  0.95  in.  thick,  were  used.  Below  low  water,  the  pipes 
were  made  1.25  ins.  thick,  and  provided  with  ball-and-socket  joints, 
similar  to  those  used  in  the  Mystic  River  crossing,  described  below. 

The  cost  of  the  work  estimated  from  the  force  account  kept  by  the 
inspectors  was  about  as  follows: 

For  removing  the  old  pipe  and  laying  the  new  pipe  with  spherical 
joints  the  cost  was  $8.25  per  lineal  ft.  For  removing  the  pipes  above 
low  water  and  laying  the  new  pipes,  the  cost  was  $2.25  per  lineal  ft. 
These  figures  do  not  include  the  cost  of  the  pipe,  nor  the  salvage  of 
the  old  pipe.  A  rental  value  for  the  use  of  the  plant  was  included  and 
the  cost  of  the  dredging  was  estimated  from  the  rental  value  of  the 
dredges. 

153.  Mystic  River  Crossing.*  —  In  1897  two  lines  of  36-inch  cast 
iron  pipes  were  laid,  5  ft.  9  ins.  between  centers,  across  the  Mystic  River, 
just  east  of  the  bridge  on  Middlesex  Avenue,  and  connected  by  means 
of  Y-branches  with  48-in.  pipes,  which  had  previously  been  laid  on  each 
shore.  At  the  point  of  crossing,  the  river  is  a  tidal  stream,  about  1100 
ft.  wide  at  high  water,  and  about  300  ft.  wide  at  low  water.  The  average 
range  of  the  tides  is  about  10  ft.,  and  there  is  a  depth  of  about  9  ft.  of 
water  in  the  channel  at  low  tide.  The  river-bed  at  this  point  consists 
of  a  stratum  of  sandy  silt,  overlaid  by  10  to  20  ft.  of  mud,  except  at  one 
of  the  shores,  where  sand  and  gravel  are  found. 

The  pipes,  which  are  1.65  ins.  thick,  were  laid  in  a  dredged  trench, 
which  was  about  35  ft.  wide  at  the  top,  and  had  an  average  depth  of 
about  8  ft.  below  the  surface  of  the  mud,  the  lowest  point  dredged  being 
about  16  ft.  below  mean  low  water.  Piles  were  driven  in  this  trench  to 
give  the  pipes  a  firm  support.  Two  piles  were  placed  in  each  bent, 
6.3  ft.  between  centers,  crosswise  of  the  trench,  the  bents  being  12.1  ft. 
apart,  and  in  such  a  position  that  each  pipe,  when  laid,  would  have 
bearing  on  a  pile  bent,  about  4  ft.  back  of  the  face  of  the  bell  of  the  pipe, 
except  at  the  spherical  joints,  where  an  extra  bent  was  driven,  in  order 
that  there  might  be  a  support  on  each  side  of  this  joint.  The  piles  were 
cut  off,  and  10  by  10-in.  caps  were  bolted  on  under  water  by  a  diver. 
After  the  pipes  had  been  laid,  the  trench  was  refilled  to  a  height  of  2  ft. 
above  the  tops  of  the  pipes. 

♦  Jour.  Assoc.  Eng.  Soc,  1901,  XXVI,  p.  193. 
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The  following  five  different  kinds  of  pipe  were  used; 


Spherical  bell  with  spherical  spigot 
Spherical  bell  with  bead  spigot .  . .  . 
Grooved  bell  with  spherical  spigot. 

Grooved  bell  with  bead  spigot 

Grooved  bell  with  taper  spigot 

Sleeves 


Length, 
feet 

Weight, 
pounds 

Cost 
per  ton 

Lead 

per 

joint, 

pounds 

12.53 

8260 

$23.90 

248.0 

12.17 

8140 

23.90 

248.0 

12.59 

8040 

23.90 

81.5 

12.10 

8210 

17.90 

81.5 

10.10 

8030 

22.90 

81.5 

.... 

•   •   •   • 

40.00 

128.3 

Depth 

of  lead 

in  joint, 

inches 


8 

8 
3 
3 
3 
4 


The  pipes  were  connected  by  spherical  ball-and-socket  joints  of  the 
Ward  type  (Fig.  81,  p.  145),,  designed  for  a  maximum  deflection  of  1  in 
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Fig.  105.  —  Soow  for  Laying  Mystic  Siphon  Pipe. 


10  in  any  direction,  without  the  spigots  leaving  the  bell.  In  these  joints, 
the  lead  always  remains  in  the  spherical  bell,  while  the  raised  portion, 
cast  in  the  spigot  end  of  the  next  pipe,  and  turned  truly  spherical,  plays 
against  the  stationary  lead  in  the  pipe-bell,  when  the  joint  is  deflected. 
At  the  base  of  this  raised  portion  is  a  stop,  against  which  the  face  of  the 
bell  is  pressed,  when  the  maximum  deflection  of  the  joint  is  reached, 
while  the  spherical  bell  is  a  raised  ring,  turned  to  a  true  circle,  which 
presses  tightly  against  the  raised  portion  cast  on  the  spigot,  and  prevents 
lead  from  running  into  the  pipe  when  the  joint  is  run. 

The  pipes  were  laid  from  a  flat  scow,  23  ft.  wide  by  70  ft.  long,  on 
which  two  stiff-legged  derricks  were  erected.     A  straight  truss,  about 
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75  ft.  long,  was  suspended  from  the  derricks,  on  one  side  of  the  scow 
(Fig.  105),  in  such  a  manner  that  a  section  of  pipe,  fastened  to  the 
lower  chord  of  the  truss  would  hang  parallel  with,  and  just  clear  of,  the 
side  of  the  scow.  A  smaller  scow,  loaded  with  gravel,  was  fastened  to 
the  other  side  of  the  large  scow,  and  served  as  a  counterweight  to  balance 
the  pipe  on  the  truss. 

The  pipes  were  connected,  usually  in  sections  of  6  pipes  each,  on  a 
temporary  wharf.  At  one  end  of  a  section,  a  pipe  with  grooved  bell  and 
taper  spigot  was  placed,  the  other  pipes  being  usually  of  the  ordinary 
pattern.  Into  the  bell  end  of  the  last  pipe  of  each  section,  the  taper 
spigot  of  another  pipe  was  temporarily  inserted,  and  the  joint  was  run 
with  lead.  After  the  joint  had  cooled,  this  spigot  was  pulled  out,  leaving 
the  lead  joint  in  the  pipe.  The  pipe  with  this  taper  spigot  would  be  the 
first  pipe  used  in  the  next  section,  and  when  this  section  was  put  in  place, 
this  spigot  would  again  be  fitted  into  the  lead  joint  from  which  it  had 
been  pulled. 

After  a  section  of  pipe  was  fastened  to  the  truss  by  chains,  the  scow 
was  brought  into  the  proper  position  by  means  of  winches  and  anchors. 
The  truss,  with  the  pipes  attached  to  it,  was  then  lowered  to  the  piling, 
and  placed,  as  directed  by  a  diver.  A  hydraulic  cylinder  was  attached 
to  the  end  of  the  truss,  near  the  pipes  already  laid.  Its  piston  rod  was 
provided  with  a  hook  at  the  end.  A  chain,  fastened  back  of  the 
bell  of  the  last  pipe  laid,  was  attached  to  the  hook,  and  by  forcing 
oil  into  the  hydraulic  cylinder,  the  truss  was  drawn  forward,  and  the 
spigot  of  the  first  pipe  attached  to  it  was  forced  into  the  bell  of  the  last 
pipe  laid.  An  iron  collar  was  attached  to  the  bell,  and  served  the  double 
purpose  of  enabling  the  diver  to  insert  the  spigot  with  ease,  and  of  keep- 
ing the  lead  joint  in  the  bell  from  being  forced  out  of  place,  by  the  spigot 
being  carelessly  entered.  Wooden  bulkheads  were  kept  in  the  ends  of 
the  pipe  sections,  until  just  before  the  spigot  was  forced  home,  in  order 
to  keep  mud  and  foreign  bodies  out  of  the  pipes. 

The  pipes  were  laid  across  the  river  in  a  straight  line,  spherical  joints 
being  used  where  vertical  deflections  occurred.  Pipes  with  these  joints 
were  built  into  the  sections,  like  the  other  pipes,  the  joints  being 
deflected  to  fit  the  position  in  which  the  pipes  were  to  be  placed. 
After  all  the  pipes  had  been  laid,  the  joints  were  thoroughly  caulked 
by  a  diver,  and  the  pipes  were  then  tested  by  air  under  a  pressure  of 
25  lbs.  per  sq.  in.,  and  then  by  water  pressure  for  leakage,  before  the 
trench  was  refilled.  Manhole  pipes,  for  allowmg  access  to  the  interior 
of  the  pipe-lines,  were  placed  on  each  line,  on  both  sides  of  the  river. 
They  were  closed  by  suitable  covers. 

The  work  described  above  was  performed  in  1897.    The  total  cost, 
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including  pipe,  labor,  materials,  and  an  allowance  for  the  use  of  the  tools 
and  plant,  was  about  $13.25  per  lineal  foot,  of  which  $6.75  per  Uneal 
foot  was  paid  for  the  pipes. 

164.  Submerged  Pipes  in  Portland,  Ore.  —  In  connection  with  the 
water  supply  of  Portland,  Ore.,  three  lines  of  submerged  pipes  were  laid 
across  the  Willamette  River.* 

The  first  linej  which  consisted  of  28-in.  cast  iron  pipes,  in  lengths  of 
17  ft.,  was  laid  in  1894.  All  of  the  joints  were  flexible  and  were  made 
according  to  Fig.  85  (p.  148).  The  pipes  were  laid  in  a  trench,  10  to  12 
ft.  wide,  and  8  to  23  ft.  deep,  which  was  dredged  out  by  means  of  a 
stern-wheel  steamboat,  fitted  up  with  buckets  attached  to  an  endless 
chain,  and  operated  from  one  side  of  the  boat.  The  dredge  was  kept 
in  line  by  means  of  a  row  of  piles,  driven  about  35  ft.  apart  (except 
in  the  channel),  at  a  convenient  distance  up-stream  from  the  pipe-line. 
These  piles  were  used  afterwards  for  keeping  the  pipe-laying  barges  in 
Une. 

The  specifications  required  the  ball-and-socket  joints  to  have  exact 
spherical  surfaces  of  given  diameters.  After  the  pipes  had  all  been 
accepted  by  the  inspector  at  the  foundry  and  delivered,  it  was  found 
that  many  of  the  balls  and  sockets  were  not  truly  spherical,  the  varia- 
tions from  the  required  radius  at  the  center,  measured  near  each  edge, 
being  from  —0.012  to  +0.012  in.  When  a  few  lengths  of  pipe  were 
joined  and  tested  under  the  low  pressure  of  10  lbs.  per  sq.  in.,  consider- 
able leakage  occurred,  but  when  the  pressure  was  raised  to  about  45  lbs., 
the  leakage  ceased  entirely.  In  order  to  avoid  delay,  the  pipes  were, 
therefore,  accepted  and  laid. 

In  the  shallow  water  near  each  bank  of  the  river,  the  pipes  were  laid 
by  suspending  them  from  pile-bents  by  means  of  long  1  J-in.  screw-rods, 
and  lowering  them  gradually  into  position,  by  turning  the  nuts.  A 
pile-bent  was  provided  for  each  length  of  pipe.  In  deep  water,  the  pipes 
were  laid  by  means  of  a  launch-way  or  cradle  (Fig.  106),  constructed 
in  the  form  of  an  inverted  bow-string.  One  end  was  supported  and 
pivoted  between  two  barges,  placed  10  ft.  apart,  while  the  other  end  was 
suspended  between  the  barges  at  the  rear  by  a  long  rod,  which  was  al- 
ways so  adjusted  as  to  permit  the  cradle  merely  to  touch  the  bottom  of 
the  trench.  The  cradle  f  was  designed  to  have  a  factor  of  safety  of  10 
under  ordinary  loads,  so  as  to  make  some  allowance  for  shocks  to  which 
it  was  subjected  from  heavy  swells  from  wind  and  passing  steamboats. 
In  order  to  provide  a  continuous  slide  to  the  bottom  of  the  trench,  an 
apron  shod  with  heavy  plate  iron  was  hinged  at  the  first  panel  of  the 

*  Trans.  Am.  Soc.  C.  E.,  1895,  XXXIII,  p.  257. 
t  Ibid.,  p.  265. 
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cradle.  It  answered  its  purpose  very  well,  even  on  the  east  side,  where 
many  boulders  were  encountered. 

The  pipe-laying  force  consisted  of  1  foreman,  2  engineers,  6  men  for 
testing  the  pipes  and  cleaning  the  ball  ends,  1  man  melting  lead,  6  men 
pouring  lead,  caulking  and  bolting  —  a  total  force  of  16  men.  An 
expert  diver  was  employed  continuously.  In  spite  of  much  rainy 
weather,  100  pipes  were  laid  in  20  days,  an  average  of  about  80  Uneal 
ft.  per  day.  Towards  the  close  of  the  work,  as  many  as  6  to  8  pipes  were 
laid  in  10  hours. 

The  line  was  tested  by  hydraulic  pressure  for  about  every  200  ft.  laid. 
During  these  tests,  the  diver  inspected  each  joint  carefully,  and  the 
pipes  in  the  trench.  Leaks  were  easily  discovered,  and  were  promptly 
stopped  by  caulking.  Very  little  caulking  under  water  was  required, 
as  the  pipes  were  practically  tight  as  laid.  After  the  whole  line  had  been 
completed  and  connected  on  each  bank  with  the  32-in.  main  supplying 
that  part  of  the  city,  the  pipe  was  subjected  to  thirteen  tests,  including 
the  final  test,  prescribed  by  the  specifications.  In  the  last  test  the 
pipe  was  subjected  to  a  continuous  pressure  of  200  lbs.  per  sq.  in.  for 
24  hours.  The  leakage  found  during  this  test,  which  included,  also, 
that  of  600  ft.  of  the  32-in.  main,  was  only  f  gal.  per  minute.  During 
two  of  the  tests,  a  pipe  was  broken  each  time.  These  breaks  were, 
doubtless,  caused  by  the  wedging  of  the  ball  in  its  socket,  the  end 
pressure  concentrating  an  enormous  strain  on  a  comparatively  small 
portion  of  the  socket. 

155.  A  second  line  of  pipes  was  laid  across  the  Willamette  River  in 
1898.  It  is  2042  ft.  long,  and  consists  of  24-in.  lap-welded  steel  pipe, 
f  in.  thick.  The  line  has  58  flexible  joints  of  special  design  (Fig.  86, 
p.  149),  which  are  placed  at  intervals  of  20-40  ft.,  depending  upon  the 
alignment  and  grade  of  the  pipe  trench.  The  methods  and  appliances 
adopted  for  this  work  were  similar  to  those  used  in  laying  the  28-in. 
pipe.  A  trench  was  excavated  for  the  pipe  by  a  ladder  dredge,  and  a 
cradle  or  launch-way  was  used  in  laying  the  pipe. 

The  location  selected  for  this  pipe-line  was  parallel  with,  and  about 
10  ft.  from,  that  of  the  28-in.  main,  until  the  harbor  was  reached.  The 
line  was  then  deflected  south,  on  each  side  of  the  river,  until  a  line 
parallel  with  the  28-in.  pipe-line,  and  100  ft.  up-stream  from  it,  was 
reached,  on  which  the  remaining  part  of  the  pipe-line  was  laid.  The 
grade  adopted  was  practically  that  of  the  first  pipe-line. 

After  the  work  had  been  completed,  a  test  pressure  of  170  to  180  lbs. 
per  sq.  in.  was  applied  to  the  pipe-line.  The  joints  were  not  found  to  be 
absolutely  tight,  but  the  total  leakage  shown  in  a  final  test  amounted 
only  to  10,080  gallons  per  day,  equal  approximately  to  7  gals,  per  min- 
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ute,  or  8  gals,  per  lineal  foot  of  joint  per  day,  under  the  pressures  given, 
which  were  about  50  per  cent  in  excess  of  the  normal  pressure. 

The  cost  of  performing  this  work,  including  two  joints  and  72  Un. 
ft.  of  pipe  not  used,  was  as  follows: 

COST  OF  SUBMERGED  PIPE 

60  flexible  joints,  $260  each $15,600 

1938  lin.  ft.  of  24-in.  pipe,  $8.50  per  lin.  ft 16,472 

15,332  cu.  yd.  dredging,  $0.40  per  cu.  yd 6,133 

2041 .6  lin.  ft.  pipe-laying,  including  joints,  $1.77  per  lin.  ft. . . .  3,613 

Total $41,818 

During  1898  the  Water  Department  paid  $1.75  to  $2.00  per  day  for 
labor. 

156.  Submerged  ZO-inch  Steel  Pipe,*  —  A  few  years  after  the  28- 
inch  and  24-in.  pipes  had  been  laid  across  the  river,  these  pipes  had  to 
be  lowered  about  14  ft.,  so  as  to  provide  a  depth  of  30  ft.  at  low  water. 

It  was  decided  to  take  up  the  pipes  and  to  relay  them  in  new  trenches. 
Before  this  was  done,  a  new  line  of  30-in.  steel  pipes  was  laid  across  the 
river,  in  order  to  maintain  the  water  supply.  After  the  new  line  of  pipes 
had  been  laid,  it  was  decided  only  to  relay  the  24-in.  steel  pipes,  and  to 
store  the  28-in.  pipes  for  future  use. 

The  third  pipe-line^  which  is  30  ins.  in  diameter  and  about  4300  ft. 
long,  consists  of  lap-welded,  galvanized  and  asphalted  steel  pipes  where 
it  is  submerged,  and  of  standard  cast  iron  pipes  on  both  shores.  The 
steel  pipe  was  made  of  ^^-ui,  plates,  and  was  provided  with  flanged 
joints,  which  were  bolted  together  with  l|-in.  bolts  with  hexagonal 
nuts.  The  ball-and-socket  joints  were  rotated  and  tested  before  leaving 
the  shop.  Each  joint  weighed  about  5700  lbs.  Twenty-seven  flexible 
joints  were  inserted  in  the  steel  main,  at  intervals  of  about  60  ft. 

The  pipes  were  laid  by  means  of  three  derrick  barges  and  two  common 
deck  barges,  without  the  use  of  any  special  crib,  cradle  or  tools.  The 
pipe  laying  was  begun  at  the  east  shore.  After  the  inclined  section  and 
two  additional  lengths  of  pipe  had  been  laid,  the  work  was  carried  on  as 
follows:  One  derrick  held  the  westerly  end  of  the  pipe  above  the  water, 
while  three  or  four  lengths  of  pipe  with  one  flexible  joint,  previously 
bolted  together,  were  joined  to  it.  The  derrick  then  lowered  the  pipe 
until  only  the  westerly  end  was  above  the  water.  The  total  weight 
handled  amounted  to  8  to  12  tons,  before  being  submerged.  The  slings 
were  marked,  and  care  was  taken  during  the  lowering  that  the  flexible 
joints  were  not  made  to  deflect  more  than  11  degrees.  The  rear  slings 
were  then  slipped,  and  the  operations  were  repeated.     As  the  pipe  was 

.  *  Eng,  News,  Feb.  10,  1898,  p.  100. 
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nearly  buoyant,  it  had  to  be  filled  with  water  during  the  lowering,  in 
order  to  keep  the  strain  on  the  derricks  as  uniform  as  possible. 

The  flow  through  the  pipe-line  is  controlled  on  each  shore  in  a  concrete 
gate-chamber,  having  a  top  of  reinforced  concrete  with  standard  man- 
hole covers.  The  valves  used  are  extra  heavy  30-in.  double  disc  gate- 
valves  with  by-pass  and  indicator.  Two  4-in.  relief-valves  are  placed 
at  each  end  of  the  pipe-line  at  the  gate  chambers,  and  set  to  blow  off  at 
a  pressure  of  135  lbs.  per  sq.  in.,  which  is  15  lbs.  above  the  average 
working  pressure  at  the  points  mentioned. 

The  30-in.  cast  iron  shore  connection  cost  $11.10  per  ft.  and  the  cost 
of  the  30-in.  steel  pipe  was  $14  per  ft.  Each  flexible  joint  cost  $345. 
The  total  cost  of  the  work  was  as  follows: 

SUMMARY  OF  COSTS 

Dredging.  .  ! $20,318 

Steel  pipe 29,135 

Cast  iron  pipe  and  pipe  laying 65,747 

Labor  and  engineering 4,808 

$120,008 

On  the  completion  of  the  work,  the  whole  new  pipe-line  was  tested 
under  a  pressure  of  175  lbs.  per  sq.  in.  Under  the  normal  pressure  of 
150  lbs.  per  sq.  in.,  the  leakage  was  found  to  amount  to  about  30,000 
gals,  per  day.  An  investigation  showed  that  this  loss  did  not  come  from 
any  large  leak  but  from  a  number  of  small  ones.  In  a  test  made  about 
a  year  and  a  half  after  the  completion  of  the  work,  the  leakage  was  found 
to  have  been  reduced  to  about  5000  gals,  per  day.  The  loss  of  water 
continued  to  diminish  and  amounted  in  1914  only  to  1000  gals,  for  24 
hours. 

157.  Pipe  Across  the  Passaic  River,  New  Jersey.*  —  In  1896  the 
48-in.  pipe-line  of  the  East  New  Jersey  Water  Company,  which  supplies 
Newark,  N.  J.,  with  water,  had  to  be  carried  across  the  Passaic  River  at 
Belleville,  N.  J.  At  the  point  where  the  crossing  was  to  be  made,  the 
Passaic  River  is  a  tidal  stream,  having  at  high  water  a  width  of  about 
600  ft.  and  a  depth  of  about  15  ft.  The  tide  has  a  range  of  4  ft.,  and 
there  is  daily  considerable  navigation  on  the  river. 

The  pipe-line,  which  was  to  be  extended  across  the  river,  has  a  daily 
delivery  of  about  40,000,000  gals.  It  is  composed  of  riveted  steel  pipes, 
which  are  subjected  to  a  pressure  of  about  350  ft.  head  at  the  river. 
The  ordinary  kind  of  flexible  joint,  filled  with  lead,  could  not  be  used  for 
the  submerged  part  of  the  pipe-line,  for  the  reason  that  such  joints,  even 
when  well  made,  and  water-tight  at  the  outset,  would  soon  wear  out  or 

*  Jour.  Assoc.  Eng.  Soc,  1901,  XXVI,  p.  216. 
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cut  out,  under  the  great  pressure  the  pipe  had  to  sustain,  and  cause  a 
great  loss  of  water. 

The  crossing  was  made  by  laying,  in  a  trench  dredged  for  this  purpose, 
seven  parallel  lines  of  18-in.  lap-welded  steel  pipes,  connected  by  screw 
joints,  and  loaded  by  cast  iron  reinforcements  at  each  joint.  While 
such  a  pipe-line  with  screw-joints  is  certainly  stiff,  a  line  600  ft.  or  more 
long,  made  up  of  20-ft.  sections,  has  considerable  flexibility.  Each  line 
of  these  18-in.  pipes,  after  having  been  joined  on  shore,  in  sections  200 
ft.  long,  with  a  temporary  cap  at  each  end,  was  dragged  across  the  river 
by  an  ordinary  hoisting  engine,  placed  on  the  opposite  bank.  This 
operation  was  made  very  easy,  as  the  pipes  had  been  so  loaded,  as  to 
have  only  a  slight  excess  of  weight  over  the  power  of  flotation.  After 
the  first  section  of  200  feet  had  been  hauled  out  into  the  river,  the  in- 
shore cap  was  taken  off,  and  a  second  section  was  connected  to  the  first 
one.  The  two  sections  were  then  pulled  forward,  and  the  operation  of 
attaching  additional  sections  was  repeated,  until  the  end  of  the  first 
launched  section  appeared  above  water  on  the  opposite  shore. 

After  the  crossing  had  been  made,  the  flow  through  the  submerged 
pipes  was  tested  by  means  of  two  Venturi  meters,  one  placed  on  each 
bank.  The  pipes  were  found  to  be  perfectly  water-tight.  There  is  no 
doubt  that  this  method  of  placing  pipes  in  a  river-bed  could  be  used  for 
mains  of  considerably  larger  diameters. 

158.  Submerged  Pipe  at  Escanaba,  Mich.*  —  A  wrought  iron 
suction  pipe,  12  ins.  in  diameter  and  2000  ft.  long,  was  laid  across  the 
Escanaba  River  in  the  winter  of  1898-99,  by  putting  the  pipe  together  on 
the  thick  ice  that  covered  the  river,  and  then  cutting  the  ice  from  under 
the  pipe,  so  as  to  permit  the  pipe  to  settle  gradually  to  the  river-bed. 
At  the  site  of  the  crossing,  the  river  has  a  depth  of  10  ft.  The  pipe  was 
laid  in  the  usual  manner  on  blocks  which  were  placed  on  the  ice.  After 
the  joints  had  been  caulked,  cross-timbers,  supported  by  blocks,  were 
placed  over  the  pipe  at  each  joint,  a  rope  was  fastened  to  the  cross-piece, 
and  its  free  end  was  passed  under  the  pipe  and  secured  temporarily  to 
the  cross-timber.  The  ice  was  then  cut  away  gradually  from  under  the 
pipe,  :and  the  pipe  was  carefully  lowered  by  small  distances,  so  that 
when  the  last  joints  were  caulked,  the  part  near  the  bank  was  already 
on  the  bottom.  Three  derricks  were  used  in  lowering  the  pipe  to  the 
river-bed,  the  rear  one  being  carried  around  to  the  front,  as  fast  as  each 
successive  joint  was  made. 

After  the  pipe  had  been  laid  on  the  river  bottom,  it  was  sunk  by  means 
of  a  water  jet  about  2  ft.  into  the  river-bed,  which  consists  of  sand.  The 
power  for  the  water  jet  was  furnished  by  a  5  horsepower  pump,  which 

*  Eng.  Record,  June  24,  1899,  p.  72. 
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forced  about  1000  gals,  per  minute  through  a  2-in.  pipe,  provided  with 
a  suitable  nozzle. 

The  work  of  joining  and  lowering  the  pipe  was  done  by  20  men  in 
5  days  at  a  cost  of  about  $200. 

159.  Submerged  6-foot  Concrete-jacketed  Steel  Pipe.*  —  A  riveted 
steel  pipe,  6  ft.  in  diameter,  forming  part  of  the  water  supply  of  Jersey 
City,  N.  J.,  was  laid  in  1902  across  the  Hackensack  and  Passaic  rivers. 
At  the  point  where  the  Hackensack  was  crossed,  the  river  is  about 
575  ft.  wide  and  45  ft.  deep.  The  pipe  was  put  together  on  shore  in 
32-ft.  sections,  the  ends  being  closed  by  conical-shaped  bulkheads,  and 
the  sections  were  pulled  across  the  river  by  means  of  a  steam  engine, 
located  on  the  opposite  shore.  While  the  pipe  was  being  hauled  across 
the  river,  it  was  braced  on  the  inside  by  timbers,  in  order  to  prevent  its 
being  collapsed  by  the  water  pressure.  This  bracing  formed  the  load 
needed  to  keep  the  pipe  on  the  bottom,  until  it  was  laid  from  shore  to 
shore,  when  it  was  encased  with  concrete  and  loaded  with  rip-rap.  The 
bracing  was  then  removed. 

The  pipe  was  made  rigid  by  the  concrete  casing  which  was  grouted. 
This  was  done  by  making  concrete  cylinders,  6  ins.  thick  and  5  ft.  long, 
in  advance  of  the  steel  pipe.  The  concrete  cylinders  were  slipped  on 
over  the  exposed  shore  ends  of  the  submerged  mains,  jointed  with 
cement,  and  run  full  of  grout,  through  a  hole  left  in  each  section  for  this 
purpose.  The  concrete  was  designed  to  protect  the  pipe,  to  give  it  the 
necessary  weight,  to  keep  it  from  floating,  and,  also,  to  prevent  the 
collapse  of  the  pipe,  when  it  is  empty,  by  the  outer  water  pressure.  By 
the  method  described,  the  pipe  was  kept  submerged,  while  being  laid, 
and  offered  no  obstruction  to  navigation. 

*  E7ig.  News,  March  12,  1903,  p.  232. 


CHAPTER  XI 
GATES  AND  VALVES 

160.   Gate-valves  are  required  in  all  pipe-lines  for  controlling  the 

flow  of  the  water.  The  smaller  sizes  arc  made  entirely  of  bronze,  but, 
in  the  larger  gates,  the  body  is  usually  cast  iron, 
bronze  mounted.  In  its  simplest  form,  a  gate-valve 
is  a  wedge-shaped  disc,  controlling  the  flow  through 
a  pipe.  It  is  operated  by  means  of  a  rod,  provided 
with  screw  threads,  which  may  be  either  an  outside 
stem  or  an  inside  stem.  In  the  former  case,  the  bottom 
of  the  stem  is  attached  to  the  gate,  and  its  upper, 
screw-end  passes  through  a  nut  which  is  kept  by  a 
yoke  in  the  same  horizontal  plane.  As  this  nut  is 
revolved  by  means  of  a  handwheel  or  lever,  the 
screw  and  the  gate  to  which  it  is  attached  rise  or 
descend,  according  to  the  direction  in  which  the  nut 
is  turned  (Fig.  107).  This  arrangement  has  the 
advantage   that   the   position  of 

Fig.  107, Gate-  the  end  of  the  stem  indicates  ex- 
valve  with  Outside  actly  the  position  of  the  gat«,  and 
Stem  an<l  Yoke,      j^  ^jg^  facilitates  the  lubrication 

of  the  stem.  On  the  other  hand,  the  stem  is  ex- 
posed to  injury.     Gates  with  outside  stems  and 

yokes  are,  therefore,  only  used  in  pumping  stations 

and  other  protected  places. 
Gate-valves  which  are  to  be  placed  on  street 

mains  are  always  made  with  inside  stems,  as  shown 

in  Fig.  108.     In  this  case  the  stem  is  prevented 

from  rising  or  descending  by   means  of  a  collar 

which  is  kept  in  the  same  horizontal  plane.    A  nut 

is  firmly  attached  to  the  top  of  the  stem,  and  by 

turning  it,  by  means  of  a  special  wrench  or  key,  the 

valve  stem  is  revolved.     The  lower  part  of  the 

stem  is  provided  with  a  screw  thread  which  engages 

with  corresponding  screw  threads,  cut  on  the  inside  of  the  valve.     As 

the  stem  is  revolved  in  the  direction  required  for  opening  the  valve,  it 


ho.  108.  —  Gate- 
valve  with  Inside 
Stem. 
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screws  into  the  gate  and  raises  it.  By  turning  the  stem  in  the  opposite 
diiiection,  the  gate  is  lowered.  An  arrow  should  be  cast  on  the  top  of  the 
gate  or  on  the  nut,  to  show  how  to  turn  the  nut  to  open  the  gate. 

Instead  of  making  the  gate  a  solid  wedge,  it  may  be  formed  of  two 
adjustable  wedges,  placed  back  to  back.  By  suitable  contrivances,  the 
two  wedges  can  be  made  to  leave  their  seats  quickly,  when  the  gate  is  to 
be  opened,  and  to  close  rapidly  when  the  gate  is  to  be  shut.  Gate-valves 
for  pipes  18  ins.  or  less  in  diameter  are  usually  placed  vertically,  and 
are  protected  by  suitable  gate-boxes.  Larger  gates  are  generally  set 
horizontally,  so  as  not  to  project  into  the  street.  Such  gates  are 
usually  protected  by  masonry  vaults  to  which  access  is  obtained  by 
means  of  cast  iron  manholes.  Small  gates 
may  be  set  on  flat  stones,  but  lai^e  ones 
require  a  masonry  foundation. 

To  illustrate  the  details  of  the  construction 
of  gate-valves,  we  give  below  descriptions  of 
some  of  theprineipal  gate-valves  manufactured 
in  America.  biu 


Fio.  110. — Inside  Parte  of  Eddy  Gate-valve. 


Fio.  109,— Eddy  Gate-valve 
{taper-seat,  double-gate) . 

161.  The  Eddy  taper-seat,  double^ate  valve  *  (Fig.  109)  ( 
of  two  gates  and  of  a  piece,  called  the  ball.  The  gates  (Fig.  110) 
are  hung  on  two  trunnions  on  the  ball,  which  fit  into  cylindrical  re- 
cesses in  the  gates.  This  arrangement  allows  the  gates  to  revolve 
freely  on  the  trunnions,  so  as  not  to  seat  always  in  the  same  position. 
At  the  base  of  each  trunnion,  there  is  a  convex  surface  which  fits  a  con- 
cave surface  on  the  back  of  the  gates.  This  permits  the  gates  to  adjust 
themselves  to  their  tapered  seats.  Two  hooks,  attached  to  the  ball, 
•  Manufactured  by  the  Eddy  Valve  Co.,  Waterford,  N.  Y. 
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Fig.  hi.— Eddy  Gate- 
valve  (parallel  -  seat, 
double^ate). 


e  loosely  in  recesses  on  top  of  the  gates,  which  are  thus  prevented 
from  spreading.     As  the  gates  are  center-bearing,  they  are  forced  with 
equal  pressure  at  all  points,  as  the  gate-valve 
is  being  loosed  against  its  tapered  seat. 

Valves  from  2  to  SJ  ins.  in  diametra*  are 
made  with  solid  bronze  gates,  and  do  not 
have  the  hooks  on  the  balls.  Lai^er  valves, 
up  to  48  ins.  in  diameter,  are  made  either  all 
iron,  or  with  iron  body,  bronze  mounted, 
bronze  being  used  in  the  latter  case  for  the 
stem,  case  and  gate  rings,  and  a  bronze 
mounted  ball.  The  valves  are  made  with 
hub,  flanged,  screwed  or  spigot  ends. 

162.  The  Eddy  parallel-seat,  double-gate 
valve  (Fig.  Ill)  consists  of  two  gates,  acar- 
r-wedge,  a  stop-wedge,  and  two  center 
The  gates  arc  suspended  independ- 
I  ently  from  the  carrier-wedge  by  means  of 
'  two  lugs  cast  on  the  back  of  each  gate.  The 
stop-wedge  is  suspended  from  the  carriCT- 
wedge  by  means  of  flanges.  When  the  gate 
has  been  almost  closed,  the  stop-wedge 
strikes  a  boss  at  the  bottom  of  the  valve- 
case.  As  the  revolving  of  the  valve-stem  is 
continued,  the  two  center  wedges  are  forced  outward  between  the  carrier- 
wedge  and  the  stop-wedge  and  thus  force  the  gates  firmly  against  their 
seats.  As  each  gate  is  independent  of  the  other,  any  obstruction  on  the 
seat  of  one  of  them  will  not  interfere  with  the  closing  of  the  other. 

163.  The  Ludlow  double-gate  valve*  {Figs.  112  and  113)  consists 
of  two  parallel  gates  or  discs,  between  which  two  bevel-faced  wedges 
are  held  by  ribs  on  the  back  of  the  discs.  The  gate-stem,  which  is 
kept  in  position  by  means  of  a  collar,  screws  into  a  brass  nut  in  the 
upper  wedge.  When  the  gate  is  being  closed,  the  lower  wedge  is  stopped 
by  a  boss,  when  the  gates  are  exactly  opposite  the  openings  they  are  to 
close.  As  the  revolving  of  the  stem  is  continued,  the  upper  wedge 
presses  against  the  lower  one,  thus  forcing  the  gates  tightly  against  their 
seats.  In  opening  the  valve,  the  first  turn  of  the  stem  moves  the  upper 
wedge  from  contact  with  the  lower  one,  thus  releasing  both  gates  from 
their  seats,  before  they  commence  to  rise.  All  grinding  on  the  face 
bearings  of  the  gates  is  thus  prevented.  The  brass  nut  in  the  upper 
■'^'ch  the  stem  screws,  has  center  bearings,  which  prevent 
iftctured  by  the  Ludlow  Mfg.  Co.,  Troy,  N.  Y. 
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the  gates  frran  bang  canted  to  either  ade  in  closing  and  wedging.    Tbe 
valve  wodis  equally  wdl  with  preasute  oo  eitho-  side  of  the  gates.    They 


B — Conr  or  Bonnet. 
C—Slanv  Spindle. 
D— Packii«  Fhle  or . . 
E— Stuffing  Box  Ghmd 
F— Wrtmdi  Xut. 
GG — Galea. 


Lodlow  Dodble-ffde  Vahc 

H— GMeRiu^ 

I— Cmp  Rinira. 

J— TopWcdee. 
Bos.  K  — Bottom  Wedge. 

L — Tbnnt  FUnge  BaUs. 

M —Stuffing  Box  or  FoUcHrer  B0I1& 


Fir.  113.— G9t«sandWede«rflrLDdk)wDoubk^«at«  Valve. 

are  itfually  made  of  cast  iron,  with  bronse  mountings,  with  hub,  flanged 
or  fipigot  euds.  The  gates  and  seats  have  ground  faces,  to  insure  water- 
tij^t  jfHnts. 
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164.  The  Ciiapman  Valve  Manufacturing  Company  makes  gate- 
valves  for  water  pipe,  2  to  108  ins.  in  diameter  (Fig.  114).  These  valves 
have  iron  bodies  and  caps,  and  either  wedge-shaped  gates  or  double- 
gate  parallel  seats.  All  water  valves  are  bronze  mounted  throughout, 
having  bronze  spindle,  bronze-faced  wedges  or  gates,  and  bronze  or 
babbitt  seats.  The  valve-stems  are  equipped  with  a  square  iron  nut 
on  top  and  are  easily  operated.  The  valves  are  made  to  withstand 
working  pressures  from  50  to  300  lbs.  per  sq.  in. 


6— Parallel  Seat. 
Chapman  Double-gate  Valves.* 

166.  The  Coffin  double-disc  gate-valve,t  for  pipes  6  to  60  inches  in 
diameter,  is  shown  in  Fig.  115.  The  body  of  the  gate-valve  is  made 
of  ci^t  iron,  but  the  valve  and  seat^-rings,  valve-stem,  gland-bolts  and 
nuts,  packing-gland,  stuffing-box,  etc.,  are  all  made  of  bronze.  The 
two  discs,  and  a  nut  between  them,  into  which  the  stem  screws,  are  cast 
in  one  piece.  The  stem  is  held  by  means  of  a  collar,  so  that  it  cannot 
rise,  when  being  revolved.  It  engages,  therefore,  with  the  nut  between 
the  discs,  and  thus  raises  or  lowers  the  valve,  as  the  case  may  be. 

*  Manufactured  by  the  Chapman  Valve  M!g.  Co.,  Indian  Orchard,  MasB. 

t  Manufactured  by  the  Coffin  Valve  Co.,  Boston,  Mass. 
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Gate-valves,  6  to  24  ins,  in  diameter,  are  usually  set  with  the  stem 
in  a  vertical  position.  Larger  gate-valves  are  usually  placed  with  their 
stems  horizontal,  the  stems  being 
moved  by  means  of  bevel  gear.  A 
mechanical  graduated  indicator  shows 
the  position  of  the  valve.  For  heavy 
pressure,  each  gate-valve  is  provided 
with  a  by-pass.  For  a  48-in.  gate- 
valve,  the  by-pass  is  6  ina.  in  diam- 
eter. For  light  pressure,  the  Coffin 
Valve  Co.  manufactures  single  disc 
valves. 

166.  Rensselaer  double-gate 
valves*  provide  a  straightway  pas- 
sage having  the  full  diameter  of  the  i 
pipe.  They  have  parallel  faces,  mov- 
ing on  each  other,  like  the  blades  of  1 
a  pair  of  scissors,  scraping  off  any 
foreign  substance  adhering  to  them. 
In  closing  the  valve,  each  gate  moves 
without  friction  to  its  position  oppo- 
site its  port,  and  both  gates  are  then 
forced,  by  wedges  between  the  gates,  squarely  against  the  ports.  The 
wedges,  which  are  entirely  independent  of  the  operating  nut,  and  screw, 
act  equally  on  both  gates.  The  spindle  being  always  free,  is  never 
thrown  out  of  alignment  and  made  to  bind.  In  opening,  only  one  gate 
is  moved,  until  the  entire  wedging  and  locking  arrangement  is  released. 
Fig.  116  illustrates  the  inside  working  parts  of  the  gate-valves  for  sizes 
up  to,  and  including,  8  ins.  All  wearing  parts  are  bronze  mounted. 
The  nut  through  which  the  spindle  revolves  is  solid  bronze. 

Fig.  117  shows  the  working  parte  for  horizontal  gate-valves,  10  ins. 
or  more  in  diameter.  These  gates  are  provided  with  anti-friction 
brmize  rolls,  and  with  bronze  scrapers  and  side  guides  or  wings.  The 
bronze  tracks  never  corrode,  or  become  uneven,  and  the  bronze  scrapers 
keep  the  tracks  free  from  sediment.  The  bronze  side  guides  or  wings 
prevent  gates  with  single  spindles  from  roUin^  sideways,  when  striking 
any  obstruction. 

167.  Automatic  Gate-valves.  — In  the  40-inch  pipe-line,  which  was 
laid,  about  1850,  from  the  service-reservoir  at  Godlay  to  Manchester, 
England,  ordinary  gate-valves  were  placed  1^  miles  apart.  At  three 
places  in  this  pipe-line  —  which  is  8^  miles  long  —  automatic  gate- 

•  Manufactured  by  the  Rensselaer  Valve  Co.,  Troy,  N.  Y. 


Fig.  115.  — Coffin  Gate-valve. 
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valves,  manufactured  by  Armstrong  and  Company,  were  installed  for  the 
first  time.  Similar  gates  were  placed  in  the  siphons  of  the  Thirlmere 
and  Vyrnwy  aqueducts,  and  on  other  important  pipe-lines.  In  case  a 
pipe  breaks  on  the  delivery  side  of  the  valves,  the  sudden  rush  of  water 
closes  the  gate  slowly,  and  causes  a  bell  to  ring  in  the  keeper's  house. 
If  possible,  the  automatic  gate-valves  are  installed  where  the  pressure 
is  comparatively  light,  good  locations  being  placed  a  little  below  the 


Fw.*  118.  — Automatic  Gftt«-valve. 


hydraulic  gradient,  on  the  verges  of  deep  depressions  in  the  pipe-line, 
where  fractures  are  most  likely  to  occur.  The  construction  of  the  gate 
is  shown  in  Fig.  118.*  A  pendulum,  dotted  in  the  figure,  carries  a  small 
disc  within  the  pipe,  normal  to  its  axis,  and  is  balanced  by  a  weight  and 
adjusted  to  hang  vertically  when  the  velocity  in  the  main  is  normal.  If 
the  velocity  in  the  pipe  becomes  much  increased,  on  account  of  a  break 
in  the  pipe-line  on  the  delivery  side  of  the  valve,  the  additional  pressure 

•  Reproduced  from  "Water  Works  Engineering,"  by  J.  H.  Tudabery  Tm^erand 
A.  W.  Brightmore,  London,  1893,  p.  373. 
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of  the  water  against  the  disc  deflects  the  pendulum,  and  causes,  by 
trigger-action,  a  heavy  weight  to  be  released,  which  closes  the  main 
throttle-valve  {shown  in  outline  in  the 
figure)  by  a  chain  passing  around 
the  periphery  of  the  valve-wheel.  A 
dash-pot  prevents  the  gate  from  clos- 
ing too  suddenly,  15  minutes  time 
being  consumed  in  closing  a  large  gate- 
valve,  the  latter  part  of  it  being  ef- 
fected at  a  gradually  diminishing  rate. 
This  is  accomplished  by  throttling 
automatically  the  supply  pipe  of  the 
dash-pot. 

(-_-T 1  The  valve  is  set  in  position,  and  also 

]■  \    '    .\        worked  at  times,  by  means  of  a  force- 

*         '     >      <1        pump,  to  keep  it  from  sticking.     All 
'  r'    '  t\       the  working  parts  and  bearings  of  the 

I         ■  apparatus  are  of  gun-metal. 

An  eguilibrium  relief -valve  is  placed 
on  the  upper  side  of  the  gate.  This 
valve  is  kept  closed  against  the  normal 
pressure  of  the  main  by  a  powerful 
helical  spring,  loaded  with  a  weight. 
Under  ordinary  conditions,  the  valve 
is  prevented  from  lifting  by  the  ineivtia 
of  the  weight  and  the  stiffness  of  the 
spring.  Any  sudden  increase  of  pres- 
sure in  the  main  lifts  the  valve  and 
compresses  the  spring,  the  inertia  of 
which  is  slight.  A  little  water  is  thus 
permitted  to  escape  and  relieves  the 
pipe  from  concussion.  The  relief- 
valve  is  provided  with  an  upper  and 
a  lower  disc,  both  attached  to  the 
same  spindle.  The  action  of  the  valve 
depends  upon  the  difference  of  the 
areas  of  the  two  discs.  By  varying 
this  difference,  the  valve  can  be  made 
very  sensitive  under  high  pressures. 
When  the  valve  opens,  it  affords 
.  of 


Fio.  119,— Sluice-gate. 
quick  relief,  as  its   large  upper  disc  affords  a  considerable  j 


discharge  i 


L  for  a  slight  lift. 
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168.  Sluice-gates  are  placed  in  dams,  gate-houses,  etc.,  to  control 
the  flow  of  water  through  the  outlet  openings.  They  are  made  of  cast 
iron  or  steel,  and  are  either  rectangular  or  circular.  Very  large  gates  are 
made  of  wood.  The  gate  is  raised  and  lowered  by  means  of  a  steel  or 
bronze  stem  with  thread,  cut  of  sufficient  length  to  correspond  to  the 
height  of  the  gate.  This  stem  passes  through  a  fixed  bronze  nut,  held  in 
position,  and  supported,  by  a  cast  iron  pedestal,  operated  by  suitable 
gearing  (Fig.  119)  or  by  a  hand-wheel  (Fig.  120).  For  exceedingly 
■  heavy  loads,  multiple  gearing  is  used,  either  for  hand  or  motor  power. 
The  pedestals  are  fitted  with  ball  or  roller  bearings  (Fig.  121)  to  reduce 


Fio,  120.— Hand-wheel  for  Light 

Sluice-gates. 


-  Pedestal  with  Roller 
Bearing. 


friction.  Wide  gates  are  usually  fitted  with  two  stems  with  threads  cut 
right  and  left  iiand  and  the  gearing  connected  with  cross-shafts,  so  as  to 
keep  the  gate  always  in  true  horizontal  position.  The  pedestal  may  be 
placed  on  a  bracket  or  on  masonry. 

Fig.  122  shows  a  standard  square  sluice-gate  with  a  heavy  body, 
reinforced  with  deep  vertical-  and  cross-ribs.  The  frame  of  the  gat« 
is  of  channel  form,  and  has  a  flange  at  the  top  and  bottom.  The 
bottom  flange  is  connected  to  the  masonry  or  to  a  cast  thimble,  which 
may  be  built  in  concrete  and  forms  an  anchor  for  the  gate.  The 
upper  part  of  the  flange  of  the  gate-frame  receives  the  right  and  left 
guides,  and  its  bearing-face  is  fitted  with  bronze  around  the  gate 
opening. 
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Fig.  123  shows  a  circular  sluice-gate  with  flanges  to  connect  to  the 
masonry  or  a  cast  thimble.  It  h  also  made  with  a  spigot-end  to  con- 
nect to  a  standard  cast-iron  pipe. 

The  bearing-face  of  the  gate  proper  is  bronze  mounted,  to  correspond 
to  the  frame,  and  is  machined  true  to  form  a  water-tight  joint.  The 
right  and  left  side  of  the  gate  has  a  heavy  chatter  strip  that  fits  close 
in  the  grooves  formed  by  the  guides  and  face  of  the  fi^ame,  so  that  the 
gate  moves  in  machined  grooves,  and  is  kept  close  to  the  bearing  face 
of  the  frame,  thus  preventing  chattering,  so  common  in  the  old  style  of 
gates.  On  the  rib  side  of  the  gate,  bronze  adjusting  wedges  are  placed, 
and  the  bearings  are  machined  to  receive  the  wedges  after  they  are 


Fic.  122, ^Standard  Rectangular 
Sluice-gate, 


Fig.  123.— Circular  Sluice-gate. 


finished.  They  fit  in  close  grooves,  and  are  adjusted  by  bronze  bolts  and 
nuts.  A  heavy  hub  is  cast  in  the  upper  end  of  the  gate  in  which  the 
stem  is  set,  and  is  held  in  position  by  a  flat  key  passing  through  the 
stem  and  hub.  The  key  is  kept  in  place  by  split  pins,  and  by  this 
arrangement  it  is  easy  to  remove  the  stem,  if  it  becomes  necessary. 

Many  improvements  have  been  made  during  the  past  twenty  years  in 
the  construction  of  sluice-gates  and  hoisting  apparatus.  Heavy  gates  under 
heavy  pressure  are  operated  by  hydraulic  cylinders  or  by  electric  motors.* 

*  Figa,  119-123  show  the  sluice-gates  and  hoists  manufactured  by  the  Coldwell- 
Wilcox  Co.,  Newburgh,  N.  Y.  Good  sluice-gates  are,  also,  manufactured  by  the 
Chapman  Valve  Mfg.  Co,;  the  Ludlow  Valve  Mfg.  Co.;  the  Coffin  Valve  Co.,  etc. 
The  Chapman  Valve  Mfg,  Co.  has  made  sluicegates  as  large  as  9  by  12  ft. 


CHECK-VALVES 


187 


169.  Check-valves  are  placed  in  a  pipe-line  —  usually  near  a  reser- 
voir, stand-pipe  or  pumping  station  —  to  prevent  the  water  from  flowing 
back,  in  case  a  break  should  occur  in  the  pipc-hnc;  or  from  exertii^  an 
excessive  back  pressure  on  the  pumps.  The  valve  consists  of  a  single  or 
double  pivoted  flap-valve,  which  is  placed  horizontally,  vertically  or 


Fig.  124.— Eddy  Check-valve. 

inclined,  in  a  suitable  body  casting.  Small  check-valves  are  made 
entirely  of  bronze.  In  large  valves,  the  bodies,  gates  and  covers  are 
made  of  cast  iron,  and  the  gate  and  case-rings,  gate-stud  and  nuts,  are 
of  bronze.  Figs,  124  and  125  show  two  kinds  of  check-valves  manu- 
factured by  the  Eddy  Valve  Co.,  Waterford,  N.  Y. 


Fio.  125.- Eddy  Check-valve. 


If  large  check-valves  are  not  properly  designed,  the  weight  of  the 
gate  causes  an  additional  load  for  the  pumps  to  lift.  The  weight  of  the 
gate  may  be  balanced  by  extending  the  shaft  to  which  it  is  hinged, 
through  the  valve  body,  and  attaching  to  it  a  lever  with  a  balancing 
weight,  or  it  may  be  balanced  by  the  way  the  gate  is  hui^. 

Fig.  126  shows  an  improved  balanced  check-valve  manufactured  by 
the  Rensselaer  Valve  Co.,  Troy,  N.  Y.    In  this  valve  the  seat  is  placed 
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vertical  to  the  flow  of  the  wat«r,  and  the  entire  weight  of  the  gate  is 
balanced  or  hung  upon  long  solid  bronze  hinges,  so  that  the  gate  hangs 
lightly  against  its  seat,  when  no  water  is  flowing.  The  hinges  are  con- 
nected below  the  center  of  the  gate  and  so  far  within  the  center  of  gravity, 
that  the  gate  is  entirely  balanced  upon  the  pivot  or  bearing  to  which 
the  hinges  of  the  gate  are  attached.  The  hinges  pass  loosely  through 
a  pocket  near  the  top  of  the  gate,  which  is  arrar^ed  to  prevent  their 
balancing  or  tilting  too  far  either  way. 

In  all  check  valves  the  gate  can  be  removed  through  a  hand-hole  or 
a  man-hole  Valves  14  ins  or  more  in  diameter,  are  usually  provided 
With  a  by-paisS  with  a  gate-valve  (Fig.  125) 


Fig.  126.  —  Renaaelaer  Check-valve.      l''iu.  127.  —  Ludlow  Pressure-relief  Valve,* 


170.  Pressure-relief  valves  (Fig.  127)  are  used  as  safety-valves 
on  water  pipes  subjected  to  heavy  stresses  from  water-hammer.  The 
valve  is  held  in  place  by  a  spring  protected  by  a  cast  iron  jacket.  By 
means  of  a  hand-wheel,  the  pressure  on  the  spring  can  be  regulated. 
For  greater  pressures,  the  valve  opens  automatically,  and  allows  the 
water  to  escape, 

171.  Air-valves  must  be  placed  at  summits  of  pipe-lines,  to  admit 
air  when  the  water  is  drawn  off,  so  as  to  avoid  a  vacuum  in  the  pipe,  and, 
also,  to  permit  air  that  is  entrained  by  the  water  to  escape.  These 
valves  should  work  automatically. 

Fig.  128  shows  a  valve,  manufactured  by  the  Eddy  Valve  Co.,  for 
dischai^ng  air  that  collects  under  pressure  at  summits  of  pipe-lines. 
It  is  attached  to  a  water-main  by  a  wrought  iron  pipe,  saddle  or  flange. 
In  this  arrangement,  the  air-valve  is  kept  closed  by  means  of  a  copper 

•  Manufactured  by  the  Ludlow  Valve  Mfg.  Co.,  Troy,  N.  Y. 
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float,  acting  on  a  lever,  but  as  soon  as  the  water  level  in  the  pipe  sinks, 
the  float  is  lowered  and  opens  the  valve  automatically.  The  body 
of  the  valve  is  iron,  bronze  mounted.  The  float  should  be  made  of 
seamless  copper,  to  make  it  impossible  for  water  to  get  into  it. 


Flu.  128.  —  Eddy  Lever  and  Float  Air-valve. 

172.  Automatic  poppet  air-valves  (Fig.  129)  are  used  at  summits  of 
pipe-lines  to  let  the  air  escape  as  the  pipe  is  filled  with  water.  The 
valve  is  drawn  from  its  seat  by  the  vacuum  caused  by  emptying  the 
pipe.  Air  is  thus  admitted  into  the  pipe-line  until  the  valve  is  again 
floated  to  its  seat,  as  the  water  fills  the 

pipe  again.  These  valves  do  not  discharge 
air  that  collects  under  pressure.  Fig. 
129  shows  an  automatic  poppet  air- 
valve  manufactured  by  the  Ludlow  Valve 
Manufacturing  Co. 

173.  Automatic  Cluster  Air-valves.  — 
For  large  mains,  it  is  important  to  pro- 
vide a  sufficient  area  in  the  air-valve.s  to 
prevent  partial  vacuum  in  the  pipes,  when 
the  water  is  drawn  off  rapidly.  This 
may  be  accomplished  by  using  a  cluster 
of  air-valves,*  as  was  done  in  a  38-in. 
steel  main  at  Rochester,  N.Y.  (p.  329). 

174.  Pressure -regulating  valves  are 
installed  in  a  pipe-line,  or,  preferably, 
on  by-pflisses  connected  with  the  pipe- 
line, at  places  where  it  may  be  neces- 
sary to  reduce  the  pressure  in  the  mains. 
These  valves  all  work  on  the  prin- 
ciple of  throttling  the  water  —  which  means  reducing  the  area  of  the 
opening  through  which  it  must  pass.     This  incfeases  the  loss  by  fric- 

*  Manufactured  by  the  Rensseiaer  Valve  Co.,  Troy,  N.  Y. 


129.  —  Ludlow  Automatic 
Poppet  Air-valve. 
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tion,  and,  consequently,  causes  a  reduction  of  pressure  at  the  outlet 
side  of  the  valve. 

A.  0.  Doane,  who  designed  some  of  the  pressure-regulating  valves 
installed  by  the  MetropoUtan  Water  and  Sewerage  Board,  of  Boston, 
Mass.,  gives  the  conditions  which  such  valves  should  comply  with  as 
follows:*  The  valves  should  be  simple  in  design,  strong,  durable,  and 
reliable,  and  made  of  noh-corrodible  materials.  They  should  be  bal- 
anced, and  not  Uable  to  stick  to  their  seats.  The  valves,  which  work 
only  in  one  direction,  should  be  operated  from  the  low-pressure  side,  and 
should  open  and  close  slowly,  so  as  to  avoid  water-hanmier  and  surging. 

Good  pressure  regulating  valves  will  reduce  pressures  as  high  as  300 
lbs.  per  sq.  in.  to  a  pressure  of  10  to  100  lbs.  With  some  regulating 
valves,  chattering  occurs  as  the  main  valve  approaches  its  seat,  and 


^fcitz  Valve 
5tem  Horizorrfsr/ 

Fig.  130.  —  Battery  of  Three  Ross  Pressure-regulating  Valves  at  Worcester,  Mass. 

the  piston  vacillates  up  and  down  from  the  pressure  for  which  it  was 
set.     Good  valves  are  free  from  these  defects. 

If  the  pressure-regulating  valve  is  placed  in  the  main  pipe-line  —  as 
is  frequently  done  —  a  gate- valve  should  be  provided  on  each  side  of 
it,  and  a  by-pass  should  be  connected  to  the  main  pipe-Une,  so  that  the 
regulating-valve  can  be  shut  off  from  the  pipe  system  for  inspection  or 
repairs.  A  better  plan  is  to  place  the  valve  in  the  by-pass.  Each 
valve  should  be  set  in  a  suitable  masonry  chamber,  properly  covered. 

It  is  not  advisable  to  use  too  large  a  size  of  pressure-regulating  valve, 
as  it  will  open  only  sUghtly  and  may  cause  water-hammer.  For  this 
reason,  it  is  preferable  to  use  comparatively  small  valves.  In  order  to 
obtain  the  necessary  deUvery,  several  of  these  valves  may  be  placed  in 
battery  (Fig.  130). 

Pressure-regulating  valves  should  never  be  placed  near  summits  of 

*  Jour.  New  England  Water  Works  Assoc,  1906,  XX,  p.  1-16. 
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pipe-lines,  as  the  air  entrained  in  the  pipes,  which  collects  at  the 
summits,  interferes  with  the  operation  of  the  valve. 

Descriptions  of  some  of  the  principal  pressm^-regulating  valves 
manufactured  in  the  United  States  are  given  below. 

176.  The  Ross  pressure-regulating  valve  *  is  made  in  sizes  of  3  to 
24  ins,  in  diameter,  weighing  respectively  180  and  4050  lbs.  Fig.  131 
shows  the  manner  in  which  this  valve  operates.  A  central  stem,  carry- 
ing two  pistons  E,  F  and  the  disc  valve  G,  is  placed  in  a  suitable  casting, 
provided  with  a  top  and  a  bottom  cover.  The  pistons  F  and  G  have  the 
same  area,  and  form  a  balanced  valve.  The  disc  G  is  seated  by  moving 
upwards,  and  is  sealed  by  the  action  of  a  leather  collar.     The  piston  E 


FiQ.  131. — RoBa  Presaure-regulstor. 

moves  in  a  small  chamber  in  the  top  cover  and,  owing  to  a  small  vent 
hole  made  in  this  cover,  the  upper  side  of  piston  E  is  subjected  only  to 
atmospheric  pressure. 

The  space  between  pistons  E  and  F  forms  the  controlling  chamber 
in  which  the  motion  of  the  balanced  valve  FG  is  regulated.  By  means  of 
small  pipes,  each  provided  with  a  gate-valve,  the  controlling  chamber  is 
connected  both  with  the  inlet  (high  pressure)  and  outlet  (low  pressure) 
sides  of  the  main  valve.  The  pressure  in  the  controlling  chamber  is 
regulated  by  a  small  pressure-reducing  valve  B  on  the  inlet  pipe,  and  a 
relief-valve  C  on  the  outlet  pipe. 

The  regulator  is  adjusted  by  turning  the  hand  wheels  of  valves  B 

and  C,  which  changes  the  pressure  at  which  the  regulator  will  open  and 

*  Manufactured  by  the  Ross  Valve  Co.,  Troy,  N.  Y. 
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close.  They  are  usually  set  so  that  the  regulating  valve  B  will  close,  as 
nearly  as  possible,  at  the  same  pressure  which  causes  the  relief-valve  C 
to  open. 

Once  properly  adjusted,  the  Ross  valve  will  give  close  regulation  and 
will  work  well  for  a  long  time.  Five  16-in,  Ross  regulating  valves 
which  were  installed  by  the  East  Jersey  Water  Company  in  1892  are 
still  in  service.  This  valve  has  been  used  successfully  in  the  high- 
pressure  fire  systems  of  New  York  and  Brooklyn,  and  in  many  other 
cities. 

176.  The  Mueller  pressure-regulating  valve  *  (Fig.  132)  has  a  cast 
iron  body  which  is  divided  by  a  partition  wall  into  an  inlet-  and  an  out- 


If'io.  132. — Mueller  Pressure-regulating  Valve. 

let-chamber.  A  circular  opening,  controlled  by  a  disc-valve,  is  provided 
in  the  partition  wall.  The  stem  of  this  valve  passes  through  a  stuffing- 
box  in  the  bonnet  of  the  body,  and  extends  to  a  pressure-plate  bearing 
against  a  phosphor-bronze  diaphragm,  which  is  placed  in  a  chamber  at- 
tached to  the  bonnet  by  means  of  four  steel  bolts. 

Two  steel  springs  are  placed  on  top  of  the  bonnet  and  bear  t^ainst  a 
yoke  which  is  connecteil  to  the  valve-stem  of  the  disc-valve.  The  height 
of  the  yoke  above  the  bonnet  can  be  adjusted  by  turning  a  nut  on  the 
valve-stem,  and  the  upward  pressure  exerted  by  the  springs  can  thus  be 
r^ulated.  By  means  of  a  small  pipe,  connected  to  the  inlet-chamber 
and  to  the  top  of  the  bonnet,  the  pressure  of  the  inlet  side  of  the  regular 
tor  is  communicated  to  the  top  of  the  diaphragm. 

*  Manufactured  by  H.  Mueller  Mfg.  Co.,  Decatur,  111. 
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The  disc-valve  is  controlled  entirely  by  a  small  auxiliary  valve,  which 
is  placed  on  one  side  of  the  body  of  the  regulator.  This  valve  is  a  small 
pressure-regulator,  which  is  connected  to  the  inlet  side  of  the  large  regu- 
lator and,  also,  to  the  low-pressure  pipe.  The  main  valve  is  controlled 
entirely  by  the  auxiliary  valve,  which  closes  and  opens  the  main  valve  by 
admitting  initial  pressure  to,  and  releasing  it  from,  the  diaphr^m- 
charaber,  according  to  the  demands  of  the  delivery  side. 

The  reduction  of  pressure  between  the  inlet  and  outlet  of  the  main 
r^ulator  depends  upon  the  height  to  which  the  main  valve  is  raised  from 


Fia.  133.  —  Union  Presaure-regulator. 

its  seat.     This  height  is  regulated  by  varying  the  pressure  exerted  by  the 
springs. 

The  diaphragm-chamber  is  connected  to  the  full  size  low-pressure 
main,  a  short  distance  from  the  valve,  by  a  pipe  having  the  same  size  as 
the  outlet  connection  of  the  auxiliary  valve. 

177.  The  Union  pressure-regulator  *  (Fig,  133)  is  controlled  by  the 
pressure  of  the  water  at  the  outlet  side  of  the  valve,  acting  under  a 
diaphragm.  A  lever  and  weight,  acting  on  the  upper  side  of  the  dia- 
phragm, balance  the  pressure  on  its  under  side,  when  the  desired  point  is 
reached.  An  interior  conical  valve  with  four  ports,  which  connect  the 
inlet  with  the  outlet,  is  rotated  by  means  of  the  lever-arm  which  is  at- 
tached to  its  stem.  The  ports  are  opened  or  closed  as  the  pressure  on 
the  diaphragm  diminishes  or  increases.  The  regulator  is  adjusted  for 
various  pressures  by  varying  the  weight  on  the  lever.  The  more  weight 
is  added,  the  greater  will  be  the  pressure  on  the  outlet  side.  A  vent  on 
the  upper  side  of  the  diaphragm  insures  its  operating  only  against  at- 
mospheric pressure.  The  water  acting  on  the  bottom  of  the  piston  tends 
to  close  the  regulator.  The  opening  of  the  main  valve  is  controlled  by 
the  weights  at  the  end  of  the  lever, 

*  Manufactured  by  the  Union  Water  Meter  Co.,  Worcester,  Mass. 
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178.  Foster  Pressure-regulator  •  (Fig.  134).  —  In  this  regulator, 
the  pressure  which  causes  the  main  valve  to  open  is  produced  by  a  spring, 
placed  in  a  chamber  above  a  piston  follower,  and  brought  to  the  desired 
amount  of  pressure  by  means  of  an  adjusting  screw.  By  turning  this 
screw  to  the  right  or  the  left,  the  distance  of  the  main  valve  from  its 
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Fio.  134.  —  Foster  Pressure-regulator, 

seat  —  and  consequently  the  area  through  which  the  water  can  flow  — 
is  regulated.  A  vent-hole  in  the  spring  chamber  insures  that  the  top 
of  the  piston  b  only  subjected  to  atmospheric  pressure  and,  also,  serves 
as  a  tell-tale,  when  the  packing  needs  renewal.  At  the  outlet  opening 
of  the  regulator,  there  is  a  port  which  admits  the  water  under  the  piston. 
If  the  pressure  of  the  water  is  greater  than  the  pressiire  of  the  spring, 
it  will  force  the  piston  upwards  and  close  the  main  valve  partly  or 
entirely.  The  regulator  maintams  a  constant  deUvery  pressure  regard- 
less of  any  variation  in  the  initial  or  supply  pressure  at  the  inlet  side. 

The  main  valve  is  provided  with  a  soft  disc,  which  is  easily  renewed. 
The  r^ulator  is  made  in  sizes  of  J  to  12  ins.  For  larger  sizes  up  to 
20  ins.,  the  r^ulator  is  constructed  as  shown  in  Fig.  135. 

179.  Golden-Anderson  Pressure-regulator  t  (Fig.  136).— The  body 
is  made  of  cast  iron  and  the  upper  portion  is  Uned  with  bronze.    The 

*  Manufactured  by  the  Foster  En^oeerii^  Co.,  Newart,  N.  J. 

t  Manufactured  by  the  Golden-Anderetm  Valve  Specialty  Co.,  Pittaburgji,  Pa. 
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piston  valve  B,  which  is  of  bronze,  is  fitted  with  rubber  or  leather  cups 
and  discs,  in  order  to  prevent  the  metal  parts  from  coming  in  contact, 
when  the  valve  is  opened  or  closed. 

The  valve  is  operated  by  hand,  or  by  electricity,  by  means  of  the 
auxiliary  valve  K.    When  this  valve  is  opened,  the  water  is  admitted, 


Fig.  135. — Foster  Pressure-regulator  fur  Large  Mains. 


through  the  ports  L  and  M,  on  top  of  piston-valve  B,  which  is  forced 
down  to  its  lower  seat,  as  the  area  of  the  top  of  this  valve  is  larger  than 
that  of  its  bottom  area,  and  the  valve  is  thus  closed.  When  the  valve 
is  to  be  opened,  the  auxiliary  valve  K  is  closed.  This  permits  the  water 
on  top  of  the  piston-valve  B  to  flow  out  through  ports  M  and  N,  as  the 
pressure  under  the  piston-valve  forces  it  to  its  upper  seat. 

For  fire  service,  the  valve  is  arranged  so  that  it  can  be  operated  by 
hand,  or  by  electricity  from  a  distance.  When  the  valve  is  operated 
electrically,  the  current  is  turned  into  the  electric  solenoid  E,  by  pressing 
a  push-button  or  throwing  a  switch  in  and  out  of  contact.  The  solenoid 
causes  a  cam  H  to  operate  the  valve-lever,  thus  opening  the  high-pressure 
valve,  allowing  the  water  to  flow  through  ports  L  and  M  on  top  of 
piston-valve,  which  is  thus  pushed  to  the  lower  seat.  In  order  to  open 
the  valve,  the  button  is  pressed  or  the  switch  is  thrown  in  and  out  of 
contact,  which  causes  the  cam  to  operate,  permitting  the  valve-lever  to 
return  to  its  regular  position. 

The  electric  solenoid  is  of  the  plain  magnet  type,  of  heavy  and  sub- 
stantial construction,  and  can  be  furnished  for  direct  or  alternating 
current  of  the  various  voltages.  There  is  no  waste  of  electric  current; 
also  no  possibility  of  the  solenoid's  burning  out,  so  that  economic  and 
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unintemipted  service  is  assured  at  all  times.     The  valve  is  provided 
with  hand-stop-attachment  for  permanent  closure. 

180.  Golden-Anderson  Altitude  Valve  (Fig.  136a)  is  an  arrangement 
of  the  valve  described  above,  which  is  used  in  connection  with  tanks, 
stand-pipes,  and  reservoirs.     It  is  opened  and  closed  automatically  by 


Fia.  136.^ — ■  Golden-Anderson 
Fressure-regulat  or. 


the  water  pressure  from  the  reservoir  which  acts  throi^h  pipe  T  on 
diaphragm  R.  When  the  water  surface  in  the  reservoir  sinks  below  a 
desired  level,  the  pressure  on  top  of  diaphragm  R  is  reduced,  and  the 
spring  beneath  it  moves  the  diaphragm,  and  the  spindle  K  attached  to 
it,  upwards,  thereby  permitting  the  water  above  the  piston-valve  B  to 
escape,  as  the  water  from  the  supply  pipe  forces  valve  B  open.  This 
valve  can,  also,  be  arranged  to  close  and  open  electrically,  as  described 
above. 

For  fire  service,  the  valve  can  be  arranged  to  close  automatically  as 
the  pressure  is  increased,  regardless  of  the  height  of  water  in  the  reser- 
voir, so  as  to  insure  inunediately  an  increase  of  pressure  at  the  desired 
point,  without  waiting  until  the  reservoir  has  become  full.  In  this  case, 
the  valve  is  provided  with  two  diaphragms  acting  against  springs 
(Fig.  137),  one  of  them  being  connected  with  the  delivery  side  while  the 
other  is  connected  with  the  high-pressure  side. 


VALVE-BOXES 


197 


180a.  Valve-boxes,  called  also  roadway-boxea,  are  placed  over  valves 
set  in  roadways  or  sidewalks,  to  protect  thera,  and  to  make  them  acces- 
sible. 

Fig.  137  shows  a  common  type  of  valve-box  for  a  small  gate-valve.  It 
consists  of  three  castings:  a  base,  a  shaft,  which  may  be  made  of  different 
lengths,  as  required,  and  a  top  provided  with  a  cover.  The  top  and  shaft 
are  united  by  a  screw  joint,  which  makes  it  possible  to  adjust  the  top  of 
the  box  to  the  street  level.  In  Fig,  137a,*  the  two  castings  forming  the 
valve-box  have  simply  a  telescopic  joint,  which  permits  the  moving  of 


Valve-boses. 


the  upper  section  up  or  down,  without  disturbing  the  lower  section. 
This  feature  is  advantageous  because  it  practically  eliminates  broken 
joints  from  the  crushing  down  of  the  box  by  road  rollers  or  other  heavy 
traffic,  and  also  allows  quick  readjustment,  in  event  of  frost  upheavals, 
or  changes  in  grade.  The  inside  and  outside  covers  lock  like  breech- 
blocks, as  lugs  wedge  under  the  shoulders  on  shoulders  on  the  inner  sur- 
*  The  valve-boxes  shown  in  Figs.  137a  and  137c  are  manufactured  by  the  S,  E.  T. 
Vnlve  and  Hydrcint  Co.,  New  York. 
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face  of  the  box,  when  the  covers  are  turned.     Plug-covers  are  also  fre- 
quently used. 

The  gate-boxes  described  above,  which  are  suitable  for  valves  2  to  8 
ine.  in  diameter,  rest  on  the  tamped  refilling  of  the  trench.     For  large 
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Fio.  1376.— Standard  Valve-box,  New  York  City. 


Pig.  137c.  — Sectional  Valve-boxes. 


valves  the  gate-box  may  consist  of  a  conical  casting,  provided  on  the  top 
and  the  bottom  with  a  flange,  and  surmounted  by  a  manhole-head  with  a 
cover.     {Fig.  1376.) 

Fig,  137c  shows  two  types  of  a  valve-box  with  an  adjustable  manhole- 
top  which  forms  a  very  good  housing  for  a  gate-valve,  etc.     It  is  made 
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cylindrical  or  rectangular,  and  consists  of  sections  of  cast  iron  which  are 
put  together  without  the  use  of  any  bolts.  The  cyUndrical  box  is  pro- 
vided with  an  adjustable  top,  which  has  a  range  of  5J  ins.  It  has  an 
inside  diameter  of  24  or  36  ins.  The  rectangular  box  has  inside  dimen- 
sions of  15  by  17  ins. 

The  adjustable  top  of  the  cylindrical  housing  —  which  may  also  be 
placed  on  a  masonry  ;nanhole  —  consists  of  a  frame  made  in  two  parts, 
the  upper  one  riding  on  the  lower  one.  It  is  provided  with  a  corrugated 
cover,  which  is  placed  in  the  upper  part.  The  lower  half  is  fitted  on  the 
inside  with  a  triple  set  of  inchned  planes,  the  upper  half  being  provided 
with  corresponding  planes  so  that  when  the  upper  half  is  placed  in  posi- 
tion, its  planes  ride  on  those  of  the  lower  half.  Rattling  or  dishing  out  of 
the  cover  is  prevented  by  a  deep  flange  on  the  under  side  of  the  cover 
which  extends  down  below  the  frame-lid.  The  upper  half  of  the  frame, 
in  which  the  cover  rests,  is  provided  with  a  rim,  4  ifts.  wide.  This  pre- 
vents the  cover-frame  from  being  disturbed  by  sudden  shocks  from  heavy 
or  swift  traffic.  In  ordinary  manhole-covers  the  width  of  rim  is  only 
from  1  to  H  ins. 
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HYDRANTS 

181.  Hydrants,  connected  by  means  of  branch-pipes  with  the  water 
mains,  are  placed  at  convenient  points  in  the  streets  of  a  city  or  town  — 
usually  at  the  street  comers  —  to  make  it  possible  to  draw  water  for 
extinguishing  fires,  and  for  street  sprinkling,  etc. 

Two  types  of  hydrants  are  in  use,  viz.:  post-hydrants  and  fliish- 
hydrants.  The  former  project  2  or  3  ft.  above  the  side-walk,  while  the 
latter  are  placed  in  suitable  vaults  or  boxes  below  the  surface  of  the  side- 
walk or  of  the  roadway.  Post-hydrants  are  employed  almost  univer- 
sally in  America,  on  account  of  the  ease  with  which  they  can  be  found, 
in  case  Of  fire.  The  use  of  flush-hydrants  is  confined  to  a  few  large 
cities,  especially  for  congested  districts,  where  the  side-walks  must  be 
kept  unobstructed. 

In  order  to  furnish  an  ample  supply  of  water  for  extinguishing  fires, 
the  area  of  the  stand-pipe  of  a  hydrant,  called  the  barrel,  should  be 
about  20  to  40  per  cent  greater  than  the  areas  of  all  its  nozzles,  more 
allowance  being  made  for  large  hydrants  than  for  small  ones.  All  turns 
or  corners  in  the  barrel  must  be  rounded  oflf,  so  as  to  reduce  the  head  lost 
by  friction  to  a  minimum.  There  is  considerable  difference  in  hydrants 
in  this  respect.* 

182.  Valves.  —  Two  kinds  of  valves  for  controlling  the  flow  of 
water  into  the  hydrant-barrel  are  in  common  use,  viz,:  plug- valves  and 
gate-valves.  The  former  consists  generally  of  a  number  of  leather 
discs,  attached  to  the  valve-rod  at  its  lower  end,  and  kept  in  place  by 
nuts  and  washers;  or,  it  may  be  a  conical  metal  valve,  which  is  faced  in 
some  designs  with  leather  or  rubber.  This  valve  is  so  placed  that  it  is 
forced,  when  closed,  against  its  seat,  by  the  pressure  in  the  main,  and  it 
is  called,  therefore,  a  compression-valve.  The  other  kind  of  hydrant- 
valve  consists  of  some  type  of  gate,  bearing  against  a  faced-seat,  and 
moved  up  and  down  vertically  by  its  rod  or  stem. 

The  valve-stem  passes  through  a  stuffing-box,  made  either  of  bronze 
or  lined  with  bronze,  which  is  provided  in  the  top  of  the  hydrant,  and 
ends  in  a  five-sided  nut  which  can  be  turned  to  open  or  close  the  main 
valve  by  means  of  a  special  wrench,  made  to  fit  the  nut.     An  arrow 

*  "Experiments  on  Hydrants,"  by  Charles  L.  Newcomb  in  Trans.  Am.  Soc.  M.  E., 
1899,  XX,  p.  494. 
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should  be  cast  on  the  top  of  the  hydrant,  to  indicate  which  way  to  turn 
the  nut  in  order  to  open  the  hydrant.  The  stem  is  usually  made  of 
wrought  iron  or  steel,  and  is  covered  at  its  upper  end  by  a  bronze  sleeve 
of  suflScient  length. 

183.  Drip-valves.  —  When  the  valve  of  a  hydrant  is  closed,  after 
the  hydrant  has  been  in  service,  the  barrel  remains  full  of  water,  and 
must  be  drained,  especially  in  winter,  to  prevent  the  water  in  the  barrel 
from  freezing  and  rupturing  the  barrel.  All  hydrants  are  provided  for 
this  purpose  with  a  drip-  or  waste-valve.  In  sandy  and  gravelly  soil,  the 
waste  water  is  usually  discharged  into  the  ground,  which  quickly  drains 
the  hydrant.  This  cannot,  however,  be  done  when  the  soil  consists  of 
clay.  In  this  case,  the  waste  water  must  either  be  discharged  through  a 
drain-pipe  into  some  nearby  sewer;  or  enough  broken  stone  must  be 
piled  around  the  bottom  of  the  hydrant,  to  provide  sufficient  void  space 
between  the  stones  for  draining  the  hydrant.  If  the  bottom  of  the  hy- 
drant should  be  below  the  level  of  the  ground  water,  the  barrel  will  have 
to  be  pimiped  out  after  being  used.  A  frost-casing  is  often  placed 
around  the  lower  part  of  the  hydrant  barrel,  as  an  extra  protection  in 
winter,  but  has  been  found  to  be  of  httle  advantage. 

184.  Nozzles,  —  Hydrants  are  made  with  one  to  four  nozzles,  which 
have  usually  inner  diameters  of  either  2|  ins.  to  fit  the  standard  fire-hose 
of  this  size,  or  of  4|  ins.,  for  the  4-in.  suction  hose  of  steam  fire-engines. 

185.  The  nozzles  are  generally  closed  by  screwing  on  caps  whidh  are 
fastened  to  the  barrel  by  chains,  to  prevent  their  being  mislaid.  In 
hydrants  subjected  to  great  pressure,  however,  a  special  stop-gate  is  pro- 
vided for  each  nozzle. 

186.  Setting  of  Hydrants.  —  The  hydrant  is  placed  on  a  flat  stone 
or  block  of  concrete,  and  is  usually  connected  with  the  street  main  by  a 
4r-in.  or  6-in.  branch-pipe,  according  to  the  nmnber  of  nozzles  that  are 
to  be  supplied.  A  gate-valve,  protected  by  a  suitable  gate-box,  should 
be  placed  on  the  branch-pipe,  for  shutting  ofif  the  water  from  the  hydrant, 
when  repairs  are  required. 

187.  Standardizing  Hydrants.  —  It  is  important  to  standardize 
hydrants  as  much  as  possible.  Fire  companies  which  have  been  brought 
from  neighboring  towns,  to  assist  in  putting  out  a  great  conflagration, 
have  sometimes  been  unable  to  render  assistance,  because  they  could 
not  couple  their  hose  to  the  fire  nozzles,  on  account  of  a  difference  in  the 
pitch  of  the  thread.  For  some  time,  committees  of  the  leading  water 
works  associations  of  America  have  been  occupied  in  drawing  up  stand- 
ard specifications  of  hydrants.  At  the  Annual  Convention  of  the  Ameri- 
can Water  Works  Association,  held  in  1916,  the  standard  specifications 
for  hydrants,  given  in  the  Appendix,  were  adopted. 
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Large  cities  have  generally  standard  hydrants  of  their  own,  but  the 
majority  of  water  works  are  suppUed  with  hydrants  by  manufacturers 
who  have  made  a  specialty  of  such  appurtenances.  In  order  to  illus- 
trate the  details  that  enter  into  the  construction  of  hydrants,  we  give 
below  descriptions  of  some  of  the  leading  hydrants  which  are  now  in  the 
market  in  America.  Good  hydrants,  not  described  in  this  book,  are  also 
made  by:  The  Kennedy  Valve  Mfg.  Co.,  Elmira,  N.  Y.;  Pratt  &  Cady, 
Hartford,  Conn.;  The  Bourbon  Copper  and  Brass  Works  Co.,  Cincin- 
nati, Ohio,  etc. 

188.  The  Mathews  fire  hydrant*  (Fig.  138)  consists  of  a  cast  iron 
stand-pipe,  curved  base,  and  hydrant  head,  in  which  the  working  parts 
are  placed.  The  stand-pipe  is  provided  with  a  screw-thread  at  its  lower 
end,  and  is  screwed  into  the  hydrant  base.  An  outside  casing,  the  upper 
end  of  which  makes  a  telescopic  joint  with  the  body  or  post  of  the  hydrant, 
adds  finish  and  strength  to  the  hydrant,  and  provides  an  air  space  around 
the  stand-pipe,  which  prevents  the  formation  of  ice  in  the  hydrant. 
This  case  has  an  end  play,  or  vertical  motion,  of  several  inches,  inde- 
pendently of  the  hydrant  proper,  and  acconmiodates  itself  to  the  up- 
heaval of  the  ground  by  frost,  thus  preventing  the  heaving  and  breaking 
of  the  hydrant  or  foot  bend. 

The  sliding  case  has  another  advantage.  It  makes  it  possible  to  un- 
screw the  stand-pipe  from  its  foot-piece,  and  to  raise  it,  with  the  working 
parts  it  encloses,  to  the  surface  of  the  street,  leaving  the  outer  casing 
behind,  to  keep  the  earth  around  the  hydrant  in  place. 

The  main  valve  is  of  the  compression  type.  It  is  of  leather  and  is 
turned  to  a  conical  shape,  to  fit  the  beveled  valve-seat.  This  valve  opens 
downward,  and  the  water  pressure  helps,  therefore,  in  closing  the  valve 
and  holding  it  in  place.  If  the  hydrant  should  be  broken,  the  streets 
will  not  be  flooded,  as  the  main  valve  will  remain  closed. 

The  main  valve  is  attached  to  a  rod  or  spindle,  which  has  a  screw- 
thread,  cut  at  its  upper  end.  This  rod  passes  through  a  stuffing-box, 
and  its  screw-end  engages  with  a  revolving  pentagonal  nut  at  the  top  of 
the  hydrant.  By  turning  this  nut  to  the  right,  the  main  valve  is  opened, 
and  by  reversing  the  motion,  it  is  closed. 

The  drip-valve  is  attached  to  the  rod  of  the  main  valve,  and  acts, 
therefore,  automatically,  closing  when  the  main  valve  is  opened,  and 
vice  versa.  The  guides  of  the  drip-valve  are  closely  fitted  to  grooves 
in  the  lower  end  of  the  stand-pipe.  This  prevents  trembling  or  vibra- 
tion, in  opening  or  closing  the  hydrant  under  pressure,  the  rod  and  main 
valve  being  held  rigidly  to  the  center  of  the  hydrant. 

The  hydrant  is  screwed  tight  into  its  base  by  the  manufacturers. 
*  Manufactured  by  R.  D.  Wood  &  Co.,  Philadelphia,  Pa. 
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When  it  is  to  be  taken  up  for  repairs,  a  chain  or  stout  rope  is  placed 
around  the  body  of  the  hydrant,  immediately  below  the  nozzle,  through 
which  a  couple  of  levers,  6  or  8  ft.  long,  are  passed.  Two  men  can  usu- 
ally unscrew  the  hydrant  from  its  base  by  means  of  the  levers  and  take 
it  up.     The  hydrant  can  then  be  easily  repaired,  if  necessary. 


Fig.  138.— Mathews  Hydrant. 


-  Mathews  Double-valve 
Hydrant. 


189.  Mathews  double-valve  fire  hydrant  (Fig.  139)  provides  double 
security  E^ainst  breakage,  by  the  use  of  two  main  valves,  one  above 
the  other.  The  lower  valve  acts  as  an  auxiliary  to  the  upper  valve, 
and  makes  it  possible  to  take  up  the  hydrant,  without  shutting  off  the 
water.  The  lower  valve  is  held  tight  against  its  seat  by  the  water 
pressure  and  a  spring.  When  the  upper  valve  is  lowered  to  open  the 
hydrant,  it  forces  the  lower  valve,  also,  down. 
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When  required,  each  of  the  nozzles  of  thia  hydrant  is  provided  with  an 
independent  eut-ofif  valve. 

190.  The  Eddy  fire  hydrant*  (Fig.  140)  haa  a  conical,  rubber- 
faced  valve,  which  is  raised  or  lowered  by  turning  a  screw-threaded 
bronze  valve-stem.    This  stem  passes  at  the  top  of  the  hydrant  throi^h 


Fia.  140.— Eddy  Fire  Hydrant. 

a  stuffing-box,  and  screws  at  the  bottom  of  the  hydrant  barrel  into  a  nut 
in  a  post.  The  valve  is  drawn  to  its  seat  by  the  screw-end  of  the  stem 
and  remains  closed,  even  if  the  barrel  of  the  hydrant  should  be  broken. 
The  valve  has  below  its  conical  part  a  straight  cylinder  piece,  which 
enters  the  valve  opening  and  shuts  off  the  water  gradually,  so  that  only 
*  Manufactured  by  the  Eddy  Valve  Co.,  Waterford,  N.  Y. 


LUDLOW  SLIDE-GATE  FIRE  HYDRANT  205 

a  trifling  flow  remains,  when  the  valve  reaches  its  seat.  This  arrange- 
ment prevents  water-hammer.  The  rubber-face  is  attached  to  the 
valve,  so  that  it  can  easily  be  replaced  and  the  valve,  being  free  to 
revolve  on  its  stem,  adjusts  itself  readily  to  its  seat. 

The  hydrant  barrel  is  enlarged  at  the  valve-seat,  so  as  to  provide  an 
ample  water  passage  around  the  valve.  The  manufacturers  state  that 
experiments  with  pressure  gauges  have  shown  that  there  is  only  a  loss 
of  less  than  two  per  cent  of  pressure  between  the  inlet  and  nozzle  of  the 
hydrant. 

A  drip-plug,  placed  at  the  side  of  the  valve-seat,  drains  the  hydrant 
barrel  through  apertures  at  the  side  of  the  cup.  The  outflow  from  the 
cup  is  controlled  by  a  sohd,  tapering  rubber  drip-plug,  which  is  screwed 
to  the  end  of  the  drip-rod  and  further  held  in  place  by  a  brass  nut.  This 
rod  with  the  drip-plug  is  raised  or  lowered  by  a  small  drip-lever,  pivoted 
to  a  post  in  the  drip-support  near  the  top  of  the  hydrant.  The  lever  has 
a  forked  end  which  moves  the  drip-rod,  and  its  other  end  engages  with 
the  bronze  covered  valve-stem  on  which  a  groove  and  a  collar  are  pro- 
vided. When  the  valve  is  closed,  the  drip-cup  is  wide  open,  and  one  end 
of  the  lever  is  in  the  groove  on  the  stem.  As  the  valve  is  being  raised, 
the  end  of  the  drip-lever  at  the  stem  is  shoved  upwards  and  the  cup  is 
closed.  When  the  valve  is  shut  down,  the  collar  on  its  stem  forces  down 
the  end  of  the  drip-lever  and  thus  raises  the  drip-rod  and  plug,  and  opens 
the  apertures  in  the  cup.  Less  than  one  revolution  of  the  valve-stem 
suffices  to  open  or  close  the  openings  in  the  drip-cup.  The  drip  arrange- 
ment is,  therefore,  controlled  automatically  and  positively.  The  drip- 
plug  and  rod  can  be  removed,  while  the  pressure  is  on  the  valve,  and  can 
be  adjusted  from  the  top,  without  being  taken  out  of  the  barrel. 

As  the  valve-stem  rises  or  lowers  with  the  valve,  its  upper  end  serves 
as  an  indicator  to  show  the  position  of  the  valve.  The  hydrant  is 
thoroughly  bronze-mounted  and  its  working  parts  can  be  easily  removed 
from  the  barrel,  if  it  should  be  desired  to  make  the  hydrant  serve  as  a 
blow-off  for  flushing  the  water  main. 

191.  The  Ludlow  SUde-gate  Fire  Hydrant*  (Fig.  141).  —  The  gate 
is  made  of  cast  iron  and  is  faced  with  a  heavy,  solid,  rubber  gasket,  which 
is  held  in  the  gate  by  a  bronze  plate.  The  seat-ring,  against  which  the 
gate  closes,  is  made  of  bronze.  On  the  back  of  the  gate,  there  is  an  in- 
cline with  chilled  face  on  which  a  solid  bronze  wedge-nut  moves,  in  open- 
ing and  closing  the  gate.  The  gate-stem  passes  through  two  guide  holes 
in  the  back  of  the  gate,  and  screws  through  the  bronze  wedge-nut.  A 
bronze  sleeve  passes  through  a  stuffing-box,  at  the  top  of  the  hydrant, 
and  the  stem  is  held  at  the  bottom  in  a  bronze  drip-cup.  A  collar  on 
*  Manufactured  by  the  Ludlow  Mfg.  Co.,  Troy,  N.  Y. 
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the  sleeve,  Just  below  the  hydrant-cover,  prevents  the  stem  from  rising, 
as  it  is  turned.  The  upper  part  of  the  stem  is  made  of  wrought  iron, 
but  the  lower,  threaded  part  is  made  of  bronze.  The  sleeve  which 
passes  throi^h  the  stufiing-box  is  also  of  bronze. 

When  the  hydrant  is  being  shut  off  by  revolving  the  gate-stem  in  the 
proper  direction,  the  gate  moves  downward  until  it  strikes  a  stop  at  the 
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Fig.  141.  —  Ludlow  Slide-gate  Hydrant. 

bottom  of  the  projection  in  the  back  of  the  hydrant  barrel,  which  aiTests 
the  travel  of  the  gate.  The  wedge-nut  continues  its  downward  travel, 
and  presses  against  the  incline  on  the  back  of  the  gate,  which  is  in  this 
manner  wedged  firmly  against  the  seat.  All  grinding  against  the  bronze 
seat^ring  is  prevented  by  projections  at  the  top  and  bottom  of  the  face 
of  the  gate. 

A  rubber-faced  bronze  drip-valve  screws  to  the  end  of  the  gate-stem. 
It  moves  in  a  corrugated  bronze  drip-cup,  which  is  set  in  the  bottom  of 
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the  hydrant.  The  drip-valve  does  not  open  until  the  (mte  is  cioseii,  and 
it  closes  before  the  gate  is  released  from  its  seat.  This  drip  is  located 
in  the  extreme  bottom  of  the  hydrant,  and  drains  the  entire  stand-pipo. 
The  drip-valve  never  leaves  its  cup  and  cannot  become  cl<^g«l,  na  it 
revolves  with  every  motion  of  the  stem. 

This  hydrant  is  also  provided  with  a  gate-locking  device,  which  locks 
the  gat«  after  it  is  seated  and  the  drip-valvc  is 
open.  This  device  prevents  flooding  of  the  strict, 
in  case  the  stand-pipe  or  barrel  is  broken,  and  also 
holds  the  gate  tight  against  its  seat,  when  it  is 
necessary  to  remove  the  packing-plate.  All  the 
bearings  of  the  hydrant  are  fully  bronze  nionntcd. 
The  stem  with  the  gate,  drip-valve,  etc.,  can  easily 
be  taken  out  of  the  hydrant  by  removing  the 
dome  and  packing  plate. 

192.  The  Ludlow  fire  hydrant  with  balanced 
valve  (Fig,  142)  is  made  by  the  same  company 
that  manufactures  the  hydrant  described  nliovc. 
This  improved  hydrant  has  at  the  bottom  a  double 
poppet-valve,  to  control  the  inlet  opening.  The 
balanced  valve  permits  the  operating  of  the  fire 
hydrant  with  the  greatest  possible  castt  under 
high  or  low  pressure.  All  the  inside  working  parts 
can  be  removed  without  disturbing  the  hydrant 
barrel. 

193.  The  Chapman  post  fire  hydrants  *  ( ]''ig. 
143)  has  a  sliding  gate  or  plug,  which  shuts  off 
the  water  gradually  from  the  main,  thus  prt;v(!nt- 
ing  all  water-hammer.  The  gate  is  face<l  with  a 
heavy  renewable  seat-ring  of  special  rubber,  which 
is  held  in  place  by  a  plate  and  nut.  When  the 
gate  is  closed,  its  rubber  face  bears  against  a 
bronze  seatr-ring  in  the  hydrant  body.  The  gate; 
is  guided  in  its  movement  by  ribs  cast  on  tin;  "'"■"'  •'"*"■ 
body  of  the  hydrant,  which  engage  with  grooves  in  the  gat«. 

The  gate  is  operated  from  the  top  of  the  hydrant  jHwt,  by  itmuM  of  an 
iron  rod,  provided  at  the  top  with  a  bronzj!  nut,  and  ext^nrled  liy  a 
threaded  bronze  spindle  that  works  in  a  Hi>li(]  bronze  wtidgonut  at  the 
back  of  the  gate.  A  collar  on  the  gatii-Htein  at  the  Htuffing-lxix  in  the 
cap  of  the  hydrant  prevents  the  stem  from  moving  vertically.  In  (cloning 
the  hydrant,  the  action  of  the  spindle  (orcm  the  gate  downward  until  it 
•  Manufactured  by  the  Clubman  Valve  M/g.  f>.,  Indian  Ornhafrl,  Maw. 
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comes  in  contact  with  a  stop  in  the  bottom  of  the  hydrant  body.  As  the 
turning  of  the  gate-stem  ib  continued,  the  bronze  wedge-nut,  acting  on 
the  incHned  surface  on  the  back  of  the  hydrant  body,  forces  the  gate 
horizontally  and  squarely  against  its  seat.  In  opening  the  hydrant,  the 
wedge-nut  is  released  first,  and  the  gate  is  forced  clear  of  its  seat,  and  is 
held  thus  during  its  movement.  At  no  time,  during  the  opening  or 
closing,  is  there  any  factional  contact  between  the  gate  and  its  seat,  all 


Fio.  143.  —  Chapman  Post  Fire  Hydrant  with  Removable  Rubber-faced  Plug. 


wear  of  the  rubber-face  being  thus  avoided.  The  water  passages  around 
the  gate  are  made  ample  so  that  the  loss  of  pressure  in  the  hydrant  is 
reduced  to  a  minimum. 

The  drip-outlet,  which  is  bushed  with  bronze,  is  located  in  the  side  of 
the  hydranl^body  on  the  level  of  the  water  in  the  main.  It  is  controlled 
automatically  by  the  motion  of  the  hydrant  gate.  When  the  latter  is 
closed,  the  drip-outlet  is  open.  The  moment  the  gate  begins  to  rise,  its 
drip-outlet  is  sealed  and  remains  thus  until  the  gate  is  closed  again. 
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The  nozzles  are  of  bronze  with  male  hose-threadB,  and  have  iron  nozzle 
caps  and  chains.  The  stuffing-box  of  the  gate-stem  is  of  bronze  with 
screw  packing-nut,  placed  in  the  top  of  the  post,  and  protected  by  the 
post  or  hydrant  cap,  which  is  held  in  place  by  two  bronze  tap-bolts. 

The  hydrants  are  furnished  with  bell,  flange  or  screw-ends,  and  with 
or  without  post  eaves,  as  may  be  desired. 


R  —  Brass  Gate  or  Seat  Ring. 
S  —  Hydrant  Bottom. 
T  —  Operating  Rod. 
U  —  Hydrant  Standpipe. 

V  —  Nozzle  Cap. 

W  —  Brass  Nozzle  (threaded). 
X  —  Deflector. 

Y  — Hydrant  Head. 
Z  — Hydrant  Sleeve. 
AA  —  Nozzle  Cap  Nut, 
BB  — Operating  Nut. 
CC  — Brass  Follower. 
DD  —  Brass  Stuffing  Bos. 
EE  — Deflector  Bolt. 

FF  —  Sleeve  Set  Screw. 


Fie.  144.  —  Corey  Hydrant. 

194.  The  Corey  hydrant*  (Fig.  144)  consists  of  a  cast  iron  stand- 
pipe,  bottom,  and  head,  enclosing  the  interior  working  parts.  The 
diameter  of  the  stand-pipe  is  made  extra  large,  in  order  to  reduce  the 
loss  of  pressure  by  friction  to  a  minimum.  The  shape  of  the  hydrant 
bottom  gives  an  anchorage  in  the  ground  below  the  frostr-line  that  holds 
it  securely,  and  makes  heaving  by  frost  impossible.  No  frost  casing  is, 
therefore,  required. 

The  special  feature  of  this  hydrant  is  the  main  valve,  which  is  moved 
horizontally  to  one  side  of  the  hydrant,  when  it  is  opened,  thus  giving  a 
•  Manufactured  by  the  Rensselaer  Valve  Co.,  Troy,  N.  Y. 
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wide  passage  for  the  water.    A  deflector,  bolted  to  the  hydrant-head, 
turns  the  stream  of  water  by  easy  curves  into  the  nozzles. 

By  the  arrangement  described  above,  the  hydrant  delivers  a  solid 
stream  of  water,  equal  to  the  full  size  of  the  valve  opening,  with  a  mini- 
mum loss  by  friction.  The  valve  consists  of  an  iron  casting,  upon  which 
a  strong,  specially  prepared  rubber  ring  is  attached,  by  means  of  a  bolt, 
washer,  and  nut.  This  rubber  washer  can  be  easily  removed  and  re- 
placed. Four  cast  iron,  brass  mounted  arms  are  attached  at  one  end  to 
the  valve  and  at  the  other  to  stem-nuts,  which  are  moved  up  and  down 
on  a  double  threaded  stem  of  hot  rolled  Tobin  bronze,  when  the  operating 
nut  at  the  upper  end  of  the  stem  is  turned.  The  arms  hold  the  valve 
in  position,  when  closed,  by  the  half-ball  ends  of  the  arms,  running  in 
grooves  in  the  back  of  the  hydrant,  and  they  form  four  strong,  solid 
braces  between  the  back  of  the  hydrant  and  the  valve.  The  only  stresses 
coming  on  the  threaded  spindle  are  those  caused  by  moving  the  half-ball 
parts  of  the  arms  up  and  down  in  their  grooves,  and  holding  them  in 
position.  The  knuckle-joint  formed  by  each  pair  of  opposite  arms  gives 
great  power  at  the  opening  or  closing  of  the  main  valve,  and  increasing 
speed  as  the  valve  is  moved  from  its  seat  towards  the  side  of  the  barrel, 
and  diminishing  speed  as  the  valve  is  returned  to  its  seat.  The  first 
turn  of  the  spindle,  when  the  main  valve  is  wide  open,  moves  the  valve 
two  inches,  while,  at  the  time  of  closing,  each  turn  of  the  spindle  scarcely 
moves  the  valve  yV  i^^-  This  arrangement  reduces  the  danger  of  water- 
hammer  to  a  minimum.  The  valve  is  closed  very  tight,  with  shght 
application  of  power,  by  means  of  the  operating-lever. 

The  rubber  drip-valve  is  located  below  the  bottom  of  the  connect- 
ing pipe,  and  drains  the  main  hydrant  bottom  through  a  perforated 
drip-barrel,  having  a  sufficient  nmnber  of  holes  at  the  proper  point  for 
perfect  drainage. 

The  drip-cup  is  fastened  to  a  cylindrical  sleeve-nut  into  which  the 
lower  end  of  the  spindle  screws.  As  the  spindle  is  turned  to  the  right 
or  the  left,  the  sleeve-nut  with  the  drip-valve  is  moved  up  or  down  in  its 
barrel,  the  water  pressure  forcing  the  cup  against  the  side  of  the  barrel, 
thus  ensuring  water-tightness.  When  the  drip-cup  has  been  raised  to 
the  proper  level,  the  hydrant  is  drained  through  the  perforation  in  the 
drip-barrel.  As  soon  as  the  cup  is  lowered  sufficiently  to  cover  the  per- 
forations, the  drainage  is  stopped. 

All  of  the  working  parts  of  the  hydrant  can  be  easily  removed  through 
the  top  of  the  hydrant,  when  the  head  has  been  taken  oflf.  In  case  the 
stand-pipe  should  be  broken  off  by  some  accident,  the  valve  will  still 
remain  tight,  as  it  is  braced  by  the  four  arms  against  its  seat. 

The  Corey  hydrant  is  furnished,  when  desired,  with  independent 
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hose-nozzle  gates  {Figs.  145  and  145a),  placed  inside  or  outside  of  the 
hydrant.  This  arrangement  makes  it  possible  to  keep  one  or  more 
lines  of  hose  constantly  attached  to  the  hydrant  for  quick  service  at 
factories,  etc. 

196.  The  Smith  standard  fire  hydrant*  (Fig.  146)  is  of  the  com- 
pression type.  It  consists  of  a  cast  iron  stand-pipe  of  large  diameter, 
which  is  bolted  to  the  shoe  and  covered  by  a  cast  iron  bonnet.  The 
principal  working  parts  are  of  bronze.  All  of  the  inner  parts  of  the 
hydrant  can  be  taken  out,  by  means  of  special  wrenches,  through  the 
top  of  the  hydrant,  when  the  bonnet  has  been  removed. 

The  main  valve  consists  of  a  bronze  upper  plate  and  a  cEist  iron  lower 
plate,  between  which  leather  packing-rings  are  placed.     The  upper  plate 


Fig.    145,— Corey  Hy-  Fia.  145o.  — Corey  Hy-  Fic.  146. —Smith Low- 

drant  with  Independent  drant  with  Independent  pressure  Hydrant. 

Gates  for  Hoae-Dozzlea.  Gates  for  Hose-nozzles, 

is  provided  with  splines  (guides)  which  move  in  grooves  in  the  valve 
seat,  thus  preventing  all  lateral  motion  or  vibration  of  the  valve,  even 
when  the  pressure  is  as  high  as  100  lbs,  per  square  inch.  The  rod  of  the 
main  valve  is  of  steel,  but  is  bushed  with  bronze  where  it  passes  through 
■  the  packing-box.  This  rod  is  attached  at  the  bottom  to  the  main  valve, 
by  means  of  nuts,  and  is  operated  by  a  pentagonal  bronze  nut  at  the  top. 
In  opening,  the  main  valve  moves  downward  until  it  reaches  a  post,  cast 
in  the  bottom  of  the  shoe.  As  the  valve  closes  with  the  pressure,  it  shuts 
•  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J. 
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off  the  water  automatically,  in  case  the  stand-pipe  is  broken,  a  pressure 
of  5  lbs.  per  square  inch  being  sufficient  for  this  purpose. 

The  drip-hole,  which  is  lined  with  lead,  is  placed  low  enough  to  drain 

the  hydrant  barrel  completely.     The  bronze  drip-cup  is  operated  by  a 

_  drip-rod,   consisting  of  a  wrought-iron  pipe 

rn  i^S-,  which  is  attached  to  the  main  valve  rod  by  a 

itflHIf^t:  cross-bar,  held  in  place  by  a  set-screw.     The 

drip-rod  moves,  therefore,  always  with  the 
main  rod,  opening  the  drip-cup  when  the 
main  valve  is  closed,  and  vice  versa.  Perfect 
drainage  is  thus  obtained. 

196.  The  Smith  h^^-pressure  hydrant* 
(Fig.  147)  is  of  similar  construction  as  the 
Standard  hydrant,  but  is  made  stronger  in  all 
of  its  parts  and  has  a  larger  diameter.  In 
this  hydrant  each  nozzle  is  provided  with  a 
special  sliding  gate. 

197.  The  Coffin  compression  fire  hy- 
drant t  (Fig.  148)  is  very  simple  in  construc- 
tion. The  valve,  which  is  either  leather  or 
rubber-faced,  is  raised  vertically  from  its  seat 
at  the  bottom  of  the  hydrant  by  revolv- 
ing a  square  or  pentagon  nut  at  the  top  of 
the  hydrant,  into  which  the  valve-stem  works. 
The  valve  closes  with  the  pressure,  thus  avoid- 
ing water-ram.  No  frost-case  is  required,  as 
waste-holes  near  the  bottom  of  the  hydrant 
drain  the  barrel,  when  the  valve  is  closed. 
When  the  valve  is  opened,  the  drain-holes 
are  closed  by  a  leather  strip  fastened  as 
shown  in  Fig.  148.  The  dome  of  the  hydrant 
can  be  readily  removed  without  disturbing 
the  stuffing-box  packing,  and  the  valve  with 
its  stem  and  the  waste-valves  can  then  be 

easily  pulled  out  of  the  barrel. 

Each  standard  hydrant  is  provided  with  two  2§-in.  and  one  steamer 
nozzle,  4J  ins.  in  diameter,  which  are  screwed  in  and  then  pinned.  The 
operating  parts  are  of  solid  bronze,  and  provision  is  made  for  oiling 
the  screws.  The  stand-pipes  are  large,  and  the  hydrant  has  no  pockets 
where  mud,  etc.,  can  lodge. 

•  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orai^e,  N.  J. 
t  Manufactured  by  the  Coffin.  Valve  Co.,  Boston,  Mass. 


Fig.  147.  —  Smith  Hi^- 
presBure  Hydrant. 
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The  hydrant  is  drained  from  two  opposite  sides,  to  prevent  its  being 
undermined.  The  drainage  valves  are  operated  by  the  valva-atem,  so  as 
to  close  the  drainage  openings  when  the  valve  is  open  and  to  open 
them  when  the  valve  is  closed. 


Pig.  148.  —  Ckiffin  Fire  Hydrant. 

198.  The  Holyoke  hydrant*  (Fig.  149)  has  a  gate-valve  which 
opens  downward,  giving  thus  an  unobstructed  waterway.  This  valve 
has  a  cast  iron  body  with  a  bronze  nut  cast  into  it,  where  the  valve-screw 
passes  through.  A  bronze  drip-plate  is  cast  in  the  back  of  the  body 
where  it  comes  in  contact  with  the  back  shoe.  The  valve-face  is  of 
bronze,  and  ia  shrunk  onto  the  iron  valve  body.  The  valve-rod  fits  into 
sockets  at  either  end,  and  is  so  constructed  that  the  valve  will  remain 
•  Manufactured  by  the  Norwood  Engineering  Co.,  Florence,  Mass. 
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closed,  even  if  the  head  or  part  of  the  hydrant  should  be  broken.  The 
drip  device  is  constructed  as  follows: 

The  back  shoe,  or  groove-plate,  is  held  in  place  by  the 
back  screw  and  drip-screw.  This  plate  is  of  bronze  and 
is  planed  down  to  a  smooth  surface.  The  drip-valve 
consists  of  a  plate,  held  to  the  main  valve  by  2  cotter 
pins,  and  slides  up  and  down  in  the  groove  of  the  back 
shoe.  The  drip  drains  the  hydrant  to  a  point  below 
the  main.  A  drip-box  can  be  attached  to  the  valve- 
case.  It  protects  the  drip  from  dirt,  etc.,  and  provides 
an  open  space,  which  enables  the  hydrant  to  drain  more 
freely. 

199.  The  Walker  hydrant  *  (Fig.  150)  has  a  rul)- 
ber-faeed  gate,  which  is  moved  up  or  down  by  a  valve- 
rod  which  rests  on  the  step-nut  at  the  bottom  of  the 
hydrant  chest.     The  valve-screw  operates  in  a  solid 
bronze  wedge-nut  which  carries  the  valve  up  or  down. 
The  valve  is  constructed  in  such  a  manner  that  when 
it  is  opened  it  is  first  moved  horizontally  from  its  seat- 
and  is  then  lowered  vertically  out  of  the  waterway.     In 
Fio.  149, — Hoi-  closing  the  valve  these  motions  are  reversed.     By  this 
yoke  Fire  Hy-  arrangement  the  rubbing  and  scraping  of  the  valve  sur- 
''j^"*-  face  is  avoided.     The  motions  of  the  valve  are  effected 

by  the  following  patented  device:  when  the  valve  is  closed,  a  cam-lever 
rests  on  the  cast  iron  webs  or  ways,  shown  in  the  cut  with  valve  closed, 
and  as  the  valve  starts  downward,  this  cam-lever  drops  forward  into  the 
circular  groove  in  the  valve  and  locks  the  valve  and  wedge-nut  together. 
The  valve  then  travels  down  vertically  until  it  strikes  the  end  of  the 
valve-screw.  The  drip-plug,  being  attached  to  the  wedge,  enters  the 
drip-sleeve  and  shuts  off  the  drip.  When  the  hydrant  is  being  closed, 
the  cam-lever  pushes  vertically  on  the  main  valve,  and  is  held  in  this 
circular  groove  by  the  web  in  the  back  of  the  hydrant. 

The  main  valve  cannot  push  forward,  until  the  cam-lever  has  reached 
the  top  of  the  webs.  At  this  time  the  top  of  the  valve  comes  in  contact 
with  the  shoulder  on  the  valve-screw  and  cannot  travel  upwards  any 
farther;  therefore,  the  cam-lever  slides  outward  over  the  top  of  the  webs, 
and  the  wedge-nut  working  upward,  forces  the  valve  directly  forward. 
Owing  to  the  oblong  hole  in  the  valve,  due  to  the  horizontal  move- 
ment of  the  same,  the  valve  would  tip  forward,  unless  guided  by  two 
vertical  ribs,  cast  on  the  webs  mentioned  above,  which  keep  the  valve 
in  a  vertical  position  at  all  times.  The  step-nut  on  the  end  of  thevalve- 
*  M&nufactured  b^  'ng  Co.,  Floreace,  Maaa. 
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screw  rests  on  the  bronze  step  in  the  bottom  of  the  hydrant.  It  takes 
the  end  thrust  of  the  valve-screw,  and  protects  the  end  of  this  screw.  It 
can  be  taken  off,  when  the  valve  is  rcnujved  from  the  screw. 

The  draining  of  the  hydrant,  when  closed,  is  effected  by  a  drip-valve, 
which  consists  of  a  brass  tube  extending  through  the  bottom  of  the  hy- 
drant. The  drip-valve  is  attached  to  the  back  of  the  wedge-nut,  so  that 
the  instant  that  the  wedge-nut  starts  to  travel  down  in  the  opening  of 


LIST  OF  PARTS 
Cast  Iron 

.1— Chest. 

B  —  Post. 

C  — Head. 

D  —  Hoae  Cap. 

E  —  Steamer  Cap. 

/''—Top  Cap. 

0  —Cover. 

//  —  Gland. 

J  —  Rod-head. 

K — Wrench-head. 

M  —  Valve. 

W  — Collar. 

X  —  Frost-case. 

X/  —  FroBt-cflae  Collar. 

Wrought  Iron 
r/  — Cap  Bolt, 
r  — Gland  Bolt. 
L — Valve-rod  with  Bronze 

Screw  welded  on  end. 
Bronze 
L/— Valve-screw    with 

End  to  weld  on. 
W  — Valve  Washer. 
P  —  Drip-valve. 
PI  —  Drip-sleeve. 
Q— Wedge. 
fi  — Cam4ever. 
5  — Step-nut. 
"■    -Step. 


0- 
Fia.  150.  —  Walker  Fire  Hydra 


the  hydrant,  the  drip-plug  enters  the  drip-sleeve,  thereby  closing  off 
the  drip. 

The  rubber-face  of  the  valve  is  easily  removed  and  replaced.  With 
the  exception  of  the  upper  part  of  the  valve-rod,  which  is  made  of 
wrought  iron,  and  the  cast  iron  shell  of  the  valve,  all  moving  parts  of 
the  hydrant  are  made  of  solid  bronze.  All  bolts  have  brass  nuts. 
Wrench-heads  and  rod-heads  are  covered  with  brass  tubing,  so  that  all 
working  parts  are  either  of  bronze  or  bronze  bushed. 

The  head,  post,  and  valve-case  are  made  in  separate  parts,  bolted  to- 
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gether,  faced  off  trae,  and  drilled  to  a  template,  A  collar  protects  the 
joint  between  the  post  and  head.  If  the  head  or  post  should  be  broken, 
no  leakage  would  occur,  as  the  valve-rod  would  free  itself  from  the 
wrench-head,  and  the  valve  would  remain  wedged  on  its  seat.  A  frost- 
case  and  collar  are  furnished,  when  ordered. 


A  — Hydrant  Barrel. 
B  — Hydrant  Bottom, 
C  —  Movable  Seat-ring. 
D  — Upper  Plate. 
EE  —  Guide  Wings. 
F  — Packing  Strip. 
G— Drain  Outlet. 
I^Double  Drain. 
J  —  Stem-nut. 
K— Hold-down  Nut. 
L — Stuffing-box. 
M~Stem. 


Fig.  151.  —  The  Columbian  Fire  Hydrant. 

200.  The  Columbian  Fire  Hydrant*  (Fig.  151). —  This  hydrant 
consists  of  a  lai^  barrel  which  is  connected  by  a  flange  joint  to  the  shoe 
(bottom  piece).  This  makes  it  possible  to  place  the  nozzles  in  any  de- 
sired direction.  The  main  valve  is  of  the  compression  type.  It  is  pro- 
vided with  an  upper  plate  D,  of  bronze,  on  which  two  guide  winga  EE 
are  cast  solid.  The  bronze  seat-ring,  which  is  screwed  into  the  barrel 
•  Manufactured  by  the  Columbiaa  Iron  Works,  Chattanooga,  Tenn. 
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at  its  lower  end,  has  a  drain  outlet  G,  which  is  opened  and  closed,  as  the 
valve  is  moved  up  and  down,  by  means  of  the  leather  packing  strip  F^ 
which  is  dovetailed  into  one  of  the  guide  wings  E,  The  annular  passage 
H  distributes  the  waste  water.  So  long  as  the  main  valve  is  open,  the 
outlet  G  remains  covered,  but  so  soon  as  the  valve  is  closed,  the  outlet 
opens  automatically  and  drains  the  barrel. 

The  main  valve  is  opened  and  closed  by  means  of  its  stem  by  turning 
the  stem-nut  J.  The  stufl5ng-box  at  the  top  of  the  hydrant  can  be  re- 
packed by  merely  unscrewing  the  hold-down  nut  K, 

The  working  parts  are  all  of  bronze,  and  can  be  readily  removed  from 
the  top  of  the  hydrant,  without  disconnecting  the  hydrant  barrel.  The 
seat-ring  can  be  unscrewed  by  means  of  a  special  wrench,  and  taken  out 
through  the  top  of  the  hydrant. 


CHAPTER  XIII 

INTAKE-PIPES  AND   TUNNELS 

201.  General  Conditions.  —  Cities  situated  on  the  shores  of  a  lake, 
or  on  the  banks  of  a  river,  often  obtain  their  water  supply  by  laying  a  line 
of  pipes  into  the  lake  or  river  to  a  sufficient  distance  from  the  shore  to 
insure  the  purity  of  the  supply.  By  going  far  enough  into  a  lake,  a  sat- 
isfactory water  supply  may  be  obtained  in  this  manner;  but,  in  the  case 
of  rivers,  the  water  has  usually  to  be  purified  by  filtration.  For  large 
cities,  tunnels  are  driven  under  the  bottom  of  lakes  or  rivers,  to  obtain 
the  desired  quantity  of  water  supply. 

The  inlet  of  the  intake  must  be  properly  protected  by  a  crib,  gate- 
house or  tower,  provided  with  fish-screens,  and  with  suitable  gates, 
placed  at  different  elevations,  so  as  to  make  it  possible  to  draw  water  at 
different  levels  from  the  lake  or  river,  as  may  be  desired.  In  cold  lati- 
tudes the  inlet  ports  are  apt  to  be  obstructed  by  anchor  ice  (p.  230). 
This  trouble  may  be  largely  obviated  by  making  the  inlet  ports  about  4 
to  8  times  the  area  of  the  inlet  conduit. 

In  order  to  avoid  the  loss  by  friction,  which  would  occur  when  a  long 
intake-pipe  has  to  act  practically  as  a  suction-pipe,  a  wet-well  or  re- 
ceiving-chamber is  often  constructed  near  the  pumping  station.  If  the 
supply  is  drawn  from  a  river  subject  to  great  fluctuations  in  the  level 
of  its  water  surface,  the  intake  must  be  placed  at  an  elevation  that  will 
enable  it  to  obtain  a  supply  at  low-water.  This  may  necessitate  the 
placing  of  the  pumps  in  a  deep,  water-tight  well,  to  enable  them  to 
suck  the  water. 

202.  Intake-pipe  of  Erie,  Penn.*  —  In  1868  the  city  of  Erie,  Penn., 
built  an  intake  pipe-line,  975  ft.  long,  into  Erie  Harbor,  a  bay  of  Lake 
Erie,  having  an  area  of  about  5^  square  miles.  This  Une  consisted  of  a 
combination  of  brick,  wood,  and  wrought  iron  conduits.  The  harbor  soon 
became  so  polluted  by  sewage  that  the  intake  pipe-Une  had  to  be  ex- 
tended further  into  the  harbor.  This  was  done  in  1896  by  laying  a  line 
of  5-ft.  cast  iron  pipes,  8307  ft.  long,  on  the  bottom  of  the  harbor  to  a  new 
intake-crib,  located  within  1500  ft.  of  the  outer  Umits  of  deep  water  in  the 
harbor.  In  about  ten  years  the  new  intake  became  unsatisfactory,  on 
account  of  sewage  contamination,  and  the  pipe-line  was  extended  into 
Lake  Erie  by  a  5-ft.  riveted  steel  pipe.    The  total  length  of  the  intake 

*  Eng.  News,  Dec.  5,  1895,  p.  373. 
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conduit  ia  now  17,637  ft.,  and  the  inlet  is  fonned  by  a  crib,  located  in  the 
lake,  5430  ft.  from  a  peninsula  that  separates  the  Erie  Harbor  from  the 
lake.  The  water  at  this  crib  is  practically  free  from  pollution.  At 
certain  seasons  of  the  year,  however,  there  is  considerable  turbidity,  due 
to  the  action  of  the  waves  in  shallow  water  near  the  shore,  and  it  is 
proposed  to  build  settling  basins  t«  remove  the  greater  part  of  the  sedi- 
ment. 

The  pipe  laid  in  the  last  extension  of  the  intake-line  was  made  of  J-in. 
soft-steel  plates,  which  were  usually  riveted  together  at  the  shop  in 
lengths  of  30  ft.,  and  then  coated  with  mineral  rubber  asphalt  pipe  coat- 
ing, apphed  at  a  temperature  of  300  degrees  F.  The  pipe  was  constructed 
with  taper  rings  or  courses,  the  small  end  of  each  ring  being  inserted  in 


Flu.  152.  —  Intake-pipe  of  Ene,  Penn, 


the  lai^e  end  of  the  next  ring.  Each  course  has  but  one  longitudinal 
joint,  which  is  a  double-riveted  lap-joint,  while  the  circular  joints  are 
single-riveted  lap-joints.  The  pipe  was  shipped  in  30-ft.  lengths  to  Erie, 
and  several  of  these  lengths  were  riveted  together  in  the  field,  so  as  to 
form  sections  of  120  or  150  ft.  All  joints  were  carefully  painted  with 
Smith's  durable  metal  coating. 

At  the  ends  of  each  section  of  pipe,  a  special  submarine  joint  (Fig, 
152)  was  attached,  except  at  connection  with  specials,  where  faced, 
welded  steel,  angle-flanges  were  riveted  to  the  pipe.  The  submarine  joint 
is  a  shp-sleeve  joint,  formed  by  a  circular  plate  and  an  angle  on  the  end 
of  one  section,  and  a  loose  angle  and  a  circular  lug  riveted  on  the  ad- 
joining end  of  the  next  section.  One  angle  is  riveted  in  the  shop  on  the 
end  of  a  section,  and  the  circular  plate  is  riveted  on  the  outside  of  it. 
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forming  a  sleeve  extending  beyond  the  end  of  the  section.  The  attached 
angle  is  fitted  with  16  bolts,  extending  longitudinally  with  the  pipe, 
about  6§  ins.  beyond  the  outer  end  of  the  circular  sleeve-plate.  These 
bolts  are  threaded  at  the  outer  end,  and  carry  the  second  circular  angle, 
which  is  free  from  both  sections  and  from  the  bolts.  The  end  of  the 
other  section,  to  which  the  lug  is  riveted,  sUps  into  the  end  of  the  section 
carrying  the  sleeve-plate,  the  edges  of  the  lug  on  the  one  section  and  of 
one  leg  of  the  attached  angle  on  the  other  section  abutting.  The  hori- 
zontal leg  of  the  loose  angle  follows  into  the  sleeve,  after  the  lug  and  the 
space  between  its  end  and  the  lug  is  filled  with  a  1-in.  lead  pipe,  which  is 
flattened  down,  before  the  joint  is  made.  As  the  sections  are  drawn 
together  by  tightening  the  bolts,  the  lead  pipe  takes  the  shape  of  the 
opening  in  the  joint,  and  fills  it.  Special  joints  were  used  where  the 
pipe-line  had  to  be  connected  to  special  pipes. 

Several  expansion  joints  were  placed  at  different  points  in  the  pipe- 
line. These  joints  were  made  by  inserting,  between  two  regular  land 
joints,  a  short  length  of  pipe  with  an  angle  attached  to  one  end,  the  other 
end  being  smooth.  The  end  carrying  the  angle  was  joined  to  the  end  of  a 
regular  length  by  a  standard  land  joint,  but  the  smooth  end  was  slipped 
into  the  end  of  another  regular  length  of  pipe,  imtil  it  lapped  2|  to  3  ft., 
the  space  between  the  two  pipes  being  t\  in.  wide.  The  leg  of  a  loose 
circular  angle  around  the  short  expansion  joint  length  of  pipe  was  then 
bolted  to  the  vertical  leg  of  the  angle  riveted  to  the  end  of  the  regular 
length  of  pipe,  the  horizontal  legs  of  the  two  angles  extending  in  opposite 
directions  in  the  same  plane.  Bevels  were  cut  on  the  abutting  comers 
between  the  angles,  so  as  to  form  with  the  outside  of  the  inner  pipe  an 
annular  space,  irregularly  triangular  in  cross-section,  in  which  a  |-in. 
lead  pipe  was  placed.  This  pipe  was  then  squeezed  into  the  annular 
space,  by  drawing  the  loose  angles,  by  means  of  the  bolts,  as  close  as 
possible  to  the  attached  angle,  thus  making  a  tight  joint. 

The  pipe  was  laid  in  a  trench,  and  covered  with  the  material  exca- 
vated. The  depth  of  the  trench  varied  from  8  to  21  ft.  below  the  sur- 
face of  the  ground.  The  depth  of  water  at  the  intake-crib  is  about  44  ft. 
In  dredging  the  trench  for  the  steel  pipe  extension,  very  soft  material 
was  encoimtered  at  the  old  crib,  which  made  the  progress  very  slow.  A 
20-in.  centrifugal  dredge  was  finally  tried,  and  proved  to  be  satisfactory. 
The  submerged  part  of  the  steel  pipe  was  laid  in  the  dredged  trench  in 
the  following  manner: 

The  ends  of  each  section  of  pipes  (120  or  150  ft.  long)  were  closed  by 
bulkheads,  fitted  with  air-locks,  and  the  sections  were  then  launched 
into  the  water  from  ways.  The  sections  floated,  with  more  than  half  of 
the  pipe  out  of  water.    They  were  easily  towed  into  the  proper  position 
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over  the  trench,  and  held  in  place  by  temporary  piles,  which  had  been 
previously  driven.  Two  piles  were  placed  on  each  side  of  both  ends  of 
each  section.  The  piles  were  capped  with  heavy  timbers,  transversely 
of  the  pipe-line,  and  were  thoroughly  cross-braced.  Two  timber  founda- 
tions were  secured  to  the  pipe,  19  ft.  either  way  from  the  joint.  They 
were  held  in  place  by  hooks  connecting  the  foundation  platform  to  a 
saddle  piece,  fitting  over  the  top  of  the  pipe.  The  bulkheads  were  then 
removed,  and  the  pipe  was  lowered  to  the  bottom  of  the  trench,  by  means 
of  ropes  from  swinging  booms.  A  diver  guided  the  spigot  into  the  bell 
of  the  last  pipe  laid,  adjusted  the  hook-bolts,  and  by  screwing  up  the 
nuts  on  the  same,  upset  the  lead  pipe,  thus  completing  the  joint.  The 
saddle  pieces  on  the  pipe  were  then  removed,  and  used  for  the  next  pipe. 

The  intake  of  the  pipe-line  is  formed  by  a  timber  crib,  40  ft.  square 
and  19  ft.  high.  It  has  a  flat  top  and  bottom,  and  vertical  sides.  Its  top 
is  submerged  25  ft.  The  four  sides  of  the  crib  are  built  of  12  X  12-in. 
hemlock  timbers.  Two  longitudinal  and  two  transverse  rows  of  12  X 
12-in.  timber  divide  the  interior  of  the  crib  into  9  pockets,  each  12  ft. 
square,  which  form  three  rows.  A  layer  of  4-in.  planks  is  laid  over,  and 
spiked  to,  the  bottom  layer  of  timbers,  and  a  layer  of  3-in.  planks  is 
placed  over  the  4-in.  layer  and  spiked  to  it.  The  first  layer  of  plank  is 
laid  diagonally  with  the  crib,  and  the  second  layer  is  laid  in  the  opposite 
diagonal  direction. 

The  intake-pipe  extends  through  the  crib  on  the  bottom  of  the  middle 
transverse  row  of  pockets,  and  is  blanked  at  its  outer  end.  A  vertical 
connection,  6  ft.  long,  extends  up  from  the  pipe  in  the  center  pocket,  and 
is  open  at  the  top.  The  crib  is  held  in  place  by  rock  dumped  into  the 
four  comer  pockets.  The  two  inner  sides  of  these  pockets  are  lined 
with  vertical  3  X  12-in.  planks,  having  a  2-in.  notch,  cut  in  both  sides 
of  each  plank,  for  a  depth  of  4  ft.  from  the  top.  The  other  five  pockets 
are  covered  with  wooden  gratings.  The  crib  was  built  on  a  dock  on  the 
water  front,  launched  into  the  water,  towed  to  the  proper  position,  and 
sunk  by  filling  the  corner  pockets  with  rock. 

The  fiow  through  the  pipe-line  is  controlled  by  three  60-in.  gate- 
valves,  placed  in  the  pipe-line,  where  it  crosses  the  peninsula  that  sepa- 
rates Erie  Harbor  from  the  lake.  One  of  these  valves  is  on  the  lake  side, 
one  is  on  the  land  side,  and  the  third  is  between  the  other  two.  The  soil 
of  the  peninsula  consists  principally  of  fine  sand.  At  the  sites  of  the 
valves,  the  water  level  is  at,  or  very  close  to,  the  ground  line.  This  would 
have  made  the  construction  of  masonry  valve-chambers  very  difficult, 
and  a  timber  valve-well  was,  therefore,  built  for  each  gate-valve.  Each 
of  these  wells  is  about  8  by  11  ft.  in  plan  and  17  ft.  deep.  The  ends, 
sides,  and  bottom  of  the  well  are  built  entirely  of  8  X  8-in.  timbers,  an 
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,  8  X  8-in.  post  being  placed  in  each  corner.  The  joints  between  the 
timbers  overlap  alternately  at  the  corners.  After  the  joints  had  been 
thoroughly  caulked,  the  whole  well  was  sheathed  with  |-in.  tongue-and- 
grooved  maple  flooring. 

Two  branch  connections,  each  130  ft.  long,  were  laid  on  the  peninsula, 
680  ft.  apart,  on  one  side  of  the  pipe-line.  Each  of  these  connections, 
which  afe  to  lead  to  settling  basins  that  are  to  be  built  in  the  future,  i3 
closed  by  a  60-in.  gate-valve. 

i03.  Intake-pipe  at  Milwaukee,  Wis.*  —  In  1874  Milwaukee  ob- 
tained a  water  supply  from  Lake  Michigan,  by  laying  a  line  of  36-in. 
cast  iron  pipe  in  a  trench  on  the  bottom  of  the  lake  to  a  crib,  located 
2100  ft.  from  the  shore.  The  supply  thus  secured  soon  became  insuffi- 
cient, on  account  of  the  growth  of  the  city,  and  in  1889  it  was  decided 
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Fig.  153.  —  Intake-pipe  of  Milwaukee,  Wis. 

to  construct  an  intake  of  larger  capacity.  This  was  to  be  formed  by  a 
brick-lined  tunnel,  7^  ft.  in  diameter,  for  a  distance  of  3200  ft.  from  a 
shaft  sunk  near  the  shore,  and  the  intake  was  to  be  extended  for  an  addi- 
tional distance  of  5000  ft.,  by  means  of  two  lines  of  60-in.  cast  iron  pipes, 
to  an  intake-crib  sunk  in  the  lake,  which  was  to  protect  the  entrance  to 
the  pipe-lines.  The  total  length  of  the  intake  conduit  was,  therefore, 
to  be  8200  ft. 

The  driving  of  the  intake-tunnel  proved  to  be  one  of  the  most  difficult 
works  of  its  kind  that  has  thus  far  been  undertaken. f  The  two  lines  of 
60-in.  cast  iron  pipe  were  laid,  with  comparative  ease,  in  a  dredged 
trench,  from  the  lake-shaft  at  the  end  of  the  tunnel  to  the  sunken  crib 
at  the  end  of  the  intake-line.  Four  pipes,  forming  a  section  50  ft.  long, 
were  connected  on  shore,  and  after  the  ends  had  been  closed  by  tem- 

*  Eng.  News,  Sept.  19,  1895,  p.  187. 
t  I^>id.,  pp.  187-190. 
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poraiy  caps,  each  section  was  towed  by  a  bat^e  to  the  point  where  it  was 
to  be  sunk.  The  spigot-end  of  each  50-ft.  section  was  fitted  with  a  tem- 
porary bell,  and  poured  with  lead  before  it  left  the  shore.  The  tem- 
porary bell  was  then  removed.  After  the  section  of  pipe  had  been  sunk, 
and  the  spigot-end,  with  its  lead  joint,  had  been  entered  into  the  bell  of 
the  preceding  section  laid,  divers  pulled  the  joint  tight,  by  means  of  the 
clamps  shown  in  Fig.  153.  In  this  manner  as  much  as  200  ft.  of  pipe 
was  laid  per  day.  An  octagonal  crib.  Fig,  154,  built  of  12  X  12-in.  tim- 
bers, forms  the  inlet  to  the  two  pipe-lines. 
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204  Intake-pipe  of  Toronto  Ont  *  —  The  city  of  Toronto  obtains 
its  water  supplj  from  Lake  Ontano  through  a  long  mtake  pipe  which 
crosses  the  harboi  In  1889  the  water  was  drawn  from  the  lake  at  a 
distance  of  ibout  2400  ft  frcrni  Hiawatha  Island  where  the  depth  of  the 
water  is  about  30  ft  The  intake  consisted  of  a  wooden  crib  40  ft, 
square  divided  into  nine  compartments  all  of  which  with  the  exception 
of  tlie  center  one,  were  filled  with  stone.  The  water  entered  at  the  top 
of  the  crib,  passed  through  a  6-ft.  wooden  pipe  to  a  crib,  2357  ft.  distant 
on  the  Island,  from  which  it  flowed  through  a  4-ft.  wooden  pipe  to 
another  crib  at  Hanlan's  Point,  a  distance  of  6010  ft,,  and  was  then  con- 

*  Eng.  News.  Oct,  17,  1891,  p.  366,  and  June  29,  1893,  p.  614.  Also,  annual 
TOpOTte  of  the  Superintendent  of  tlic  Water  Works  of  Toronto,  tor  1889  to  1893. 
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veyed  by  a  3-ft.  cast  iron  pipe,  4600  ft.  long,  to  the  pump-well  on  shore. 
The  total  length  from  the  intake-crib  to  the  pump-well  was  about 
2§  miles. 

In  1889  it  was  decided  to  lay  a  48-in.  steel  pipe  along  the  3-ft.  cast 
iron  pipe  from  the  pump-well  to  Hanlan's  Point,  and  to  replace  the  4-ft. 
wooden  pipe  from  this  place  to  the  intake  by  a  5-ft.  steel  pipe.  It  was, 
also,  decided  to  extend  the  intake-pipe  350  ft.  farther  into  the  lake  to  a 
depth  of  60  ft.,  by  laying  a  6-ft.  steel  pipe.  This  work  was  done  in  1890 
to  1891. 

The  4-ft.  steel  pipe  was  laid  for  a  distance  of  4660  ft.,  almost  parallel 
with  the  old  3-ft.  cast  iron  pipe  from  the  pump-well  on  Hanlan's  Point, 
where  there  is  a  depth  of  14  to  24  ft.  of  water.  A  water-tight  chamber, 
8^  ft.  square,  was  constructed  in  the  center  of  the  connecting  crib.  It  is 
fed  by  a  5-ft.  steel  pipe,  6027  ft.  long,  which  was  laid  to  replace  the  old 
4-ft.  wooden  pipe  from  the  connecting  crib  to  the  intake-crib. 

The  steel  pipes  laid  in  this  intake-line  are  all  provided  with  the  flexible 
joints  designed  by  Wm.  H.  Law,  C.  E.  (p.  149). 

205.  Intake-pipe  of  Sjrracuse,  N.  Y.*  —  The  water  supply  of 
Syracuse,  N.  Y.,  is  obtained  from  Skaneateles  Lake  by  means  of  a 
54-in.  steel  intake-pipe  which  was  laid  on  the  bottom  of  the  lake  for  a 
distance  of  about  4500  ft.  from  the  shore  to  an  intake-crib.  The  pipe 
was  made  of  f-in.  steel  plates,  weighing  15  lbs.  per  square  foot.  Each 
plate  formed  a  6-ft.  length  of  pipe,  shghtly  larger  at  one  end  than  at 
the  other,  so  that  it  could  be  telescope-jointed  with  the  adjoining  pipes. 
Five  pieces  of  pipe,  riveted  together  with  2§-in.  lap,  formed  a  section, 
29  ft.  long,  which  was  coated  with  asphalt. 

On  the  lake  shore,  four  29-ft.  lengths  of  pipe  were  riveted  together, 
making  a  section,  about  116  ft.  long,  which  was  provided  with  a  steel 
spigot  at  one  end,  and  a  cast  iron  hub  at  the  other.  The  hub  was  pro- 
vided with  20  steel  hook-bolts,  1^  ins.  in  diameter,  with  hexagonal  nuts. 
A  gasket  of  1-in.  soft  lead  pipe  was  placed  around  the  pipe  against  the 
steel  spigot,  and  a  |  by  1-in.  wrought  iron  hoop  was  placed  back  of  the 
lead  gasket,  as  a  follower  and  bearing  for  the  hook  bolts. 

The  flexible  joints  (Fig.  155)  were  made  by  jointing  two  short  pieces 
of  pipe  together.  One  of  these  pieces  was  3  ft.  long  and  tapered  in 
diameter.  The  other  was  4  ft.  long  and  straight.  Upon  the  end  of  the 
latter,  a  machine-faced  cast  iron  ball  or  zone  was  riveted.  Two  4-in. 
channel  irons  were  riveted  on  the  inside  of  the  larger  end  of  the  tapering 
piece,  which  fitted  over  the  ball.  The  channels  were  run  full  of  hot  lead 
against  the  ball,  thus  forming  a  flexible  joint,  which  could  be  deflected 
12  degrees  from  the  axis  of  the  pipe  in  any  direction. 

*  Trans.  Am.  Soc.  C.  E.,  1895,  XXXIV,  p.  28. 
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The  pipe  waa  laid  in  a  trench,  dredged  in  the  lake.     The  ends  of  each 
of  the  116-ft.  sections  of  pipe  were  closed  by  oiled  canvas  bulkheads. 


Fia.  155.  —  lotakc-pipc  of  Syracuse,  N.  Y. 

E^h  section  was  rolled  iDto  the  water,  and  floated  between  the  Bections 
of  a  catamaran,  which  had  been  placed  over  the  pipe  trench,  and  waa 
held  in  position  by  spud-piles  at  each  corner.    Two  timber  foundation 
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platforms  were  secured  to  the  pipe,  19  ft.  either  way  from  the  joint. 
They  were  held  in  place  by  hooks  connecting  the  foundation  platform 
to  a  saddle  piece,  fitting  over  the  top  of  the  pipe.  The  bulkheads  were 
then  removed,  and  the  pipe  was  lowered  to  the  bottom  of  the  trench,  by 
means  of  ropes  from  swinging  booms.  A  diver  guided  the  spigot  into 
the  bell  of  the  last  pipe  laid,  adjusted  the  hook-bolts,  and  by  screwing 
up  the  nuts  on  the  same,  upset  the  lead  pipe,  thus  completing  the  joint. 
The  saddle  pieces  on  the  pipe  were  then  removed,  and  used  for  the  next 
pipe. 

206.  Intake-pipe  of  Rochester,  N.  Y.*  —  A  riveted  steel  pipe,  5  ft. 
in  diameter  and  about  1500  ft.  long,  was  laid  in  1894  in  Hemlock 
Lake,  N.  Y.,  to  obtain  a  supply  for  the  second  gravity  conduit  of  Roches- 
ter, N.  Y.  The  pipes  were  riveted  together  in  lengths  of  about  100  ft., 
and  provided  at  the  ends  with  the  component  parts  of  the  ball-and-socket 
joints  shown  in  Fig.  156.  These  flexible  joints  admit  of  a  deflection  of 
17^  degrees  in  any  direction.  They  are  made  of  steel  plates,  stiffened 
with  bar,  angle,  and  channel  rings,  cast  iron  being  only  used  for  the 
spherical  zones  or  ball  portions.  The  bearings  for  the  spherical  surface 
are  formed  of  lead,  which  was  melted  and  poured  into  the  channel  rings 
of  the  socket  and  collar,  after  the  parts  had  been  assembled  in  the  shop. 

In  the  Rochester  intake  the  Law  joint  (Fig.  89,  p.  150)  was  modified 
by  increasing  considerably  the  length  of  the  chord  subtended  by  the 
two  lead  bearings,  by  using  angle  rings  of  unequal  sides.  The  joint  was 
also  greatly  strengthened  by  the  introduction  of  the  heavy  steel  rein- 
forcement rings,  above  or  around  the  bearings.  Each  of  these  flexible 
joints  weighed  about  6200  lbs.,  complete,  the  weight  of  the  cast  iron 
zone  or  ball  portion  being  about  2700  lbs.  The  joints  were  made  in 
Peterborough,  Ontario,  and  each  cost,  attached  to  the  pipe  at  Hemlock 
Lake,  not  including  the  United  States  Customs  duty,  $290. 

The  5-ft.  steel  pipe  was  made  of  f-in.  plate,  stiffened  with  3  X  3|  X  ^- 
in.  steel  angles  where  it  was  to  be  covered  with  heavy  back  filling,  and 
of  W-in.  plate  where  the  back  filling  was  light.  The  pipes  were  laid  in 
water,  20  to  35  ft.  deep. 

207.  Intake-pipe  of  Duluth,  Minn.t  —  In  1897  and  1898  the  city 
of  Duluth  obtained  a  new  water  supply  from  Lake  Superior,  by  laying 
a  steel  pipe,  60  ins.  in  diameter  and  1500  ft.  long,  in  the  lake  at  a  point 
on  the  north  shore,  situated  about  8  miles  east  of  the  City  Hall.  Ex- 
cellent water,  varying  in  temperature  only  a  few  degrees  during  the  year, 
was  thus  obtained.  In  midsummer  the  temperature  of  the  water  is 
about  40°  F.     The  pipe  was  made  of  |-in.  steel  in  sections,  116  ft.  long, 

*  Trans.  Am.  Soc.  C.  E.,  1895,  XXXIII,  p.  271. 
t  Eng.  News,  May  25,  1898,  p.  282. 
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which  were  joined  under  water  by  means  of  rigid  and  flexible  jointe,  made 
ti^t  by  a  caulking  of  lead.  Four  flexible  joints  (Fig.  157)  were  placed 
in  the  pipe-line:  oae  at  the  junction  of  the  pipe  with  the  intake-well,  one 
at  the  submet^ed  intake-crib,  and  the  remaining  two  at  changes  of  grade. 
At  its  end,  the  pipe  is  turned  upwards,  by  means  of  an  elbow,  so  as  to  take 
water  about  II  ft.  above  the  bottom  of  the  lake.  The  elbow  is  pro- 
tected, and  the  water  entering  it  is  screened,  by  means  of  a  submerged 
inlet-crib  (Fig.  158),  sunk  in  67  ft.  of  water.  The  area  of  the  spaces 
between  the  bars  of  the  screen  is  ten  times  that  of  the  pipe. 

The  pipe  enters  the  intake-well  on  shore,  20  ft.  below  the  level  of  the 
lake,  and  the  flow  is  regulated  here  by  a  60-in.  Eddy  double-parallel- 
seat  valve.  For  about  814  ft.  from  the  shore,  the  pipe  is  laid  in  a  trench 
excavated  in  the  rock  bottom.     Beyond  the  pipe  trench,  the  pipe  rests 


Fia  157.  —  Intftke-fMpe  of  Dutiitb,  Minn. 

on  the  bottom  of  the  lake,  which  was  properly  leveled  up  to  receive  it. 
¥lve  anchor  cribs  were  placed  at  equal  distances  between  the  intake- 
crib  and  the  point  where  the  pipe  left  the  rock  trench.  These  cribs  were 
loaded  with  broken  rock,  and  covered  with  rocks,  each  containing  60  to 


80c 


i.ft. 


The  intake-well  is  20  ft.  in  diameter  and  20  ft.  deep,  below  the  surface 
of  the  lake.  It  was  excavated  in  rock  and  was  lined  with  brickwork. 
The  weU  is  provided  with  a  double  set  of  copp^  screens  with  |-in.  mesh. 
The  pipe  cost  $9.11  per  foot,  delivered  on  the  ^ds.  The  rigid  joints 
cost  $82  per  piece  and  each  of  the  flexible  joints  cost  $398.25. 

308.  Intake-tunnels.  — -  For  large  cities,  a  tunnel  must  be  used, 
in  place  of  a  pipe-line,  to  obtain  the  desired  quantity  of  water  from  a 
lake  or  riv^'.  The  inlet  to  such  a  tunnel  is  controlled  by  means  of  a 
crib,  or  gate-house,  similar  in  construction,  but  larger  than  what  is 
required  for  a  pipe-line. 
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209.  Chicago f  Ill.j  obtains  a  supply  of  about  1,000,000,000  gallons 
per  day  from  Lake  Michigan,  by  means  of  nine  tunnels,  constructed 
under  the  bottom  of  the  lake  in  a  stratum  of  compact  blue  clay,  or  in 
limestone.  The  first  supply  for  the  city  was  obtained  in  1836  by  laying 
an  iron  pipe  on  the  bottom  of  the  lake,  for  a  distance  of  about  150  ft. 
The  size  of  the  tunnels  which  now  supply  the  city  is  given  in  the  fol- 
lowing table: 


TABLE  XL.  —  INTAKE-TUNNELS  OF  CHICAGO 


Completed 

Cross-section 

length  in  miles 

Lining 

1867 

5  ft.  in  diameter 

2 

8  ins.  brickwork 

1875 

7  "    '' 

2 

8   " 

1892 

Gand8''    " 

6.5 

13    " 

1895 

7  ''    *' 

2 

13    '* 

1896 

6  "    '' 

2 

13   " 

1898 

5  and  7  "    " 

3.9 

13    " 

1898 

10  ''    " 

2.7 

13   '* 

1911 

14  **    '< 

2.3 

Concrete 

1918 

horse-shoe  section 

3 

(C 

The  nine  intake-tunnels  supply  four  large  pumping  stations  near  the 
lake,  and  feed  seven  land  tunnels  which  supply  six  inland  pumping 
stations.  The  land  tunnels  are  5-12  ft.  in  diameter,  and  have  an 
aggregate  length  of  33  miles.  They  were  constructed  for  cross-connec- 
tions between  the  pimiping  stations  and  intake-tunnels,  in  order  to 
insure  a  constant  supply. 

The  intake-cribs  at  which  the  tunnels  draw  their  supplies  are  located 
2  to  4  miles  from  shore,  in  water  from  26  to  37  ft.  deep.  At  that  depth, 
the  sand  that  overlies  the  clay  stratum  under  the  lake  is  not  moved  much 
by  the  water,  but  considerable  trouble  has  been  experienced  on  account 
of  anchor  ice.* 

There  are  seven  intake-cribs,  the  first  three  tunnels  constructed  draw- 
ing their  suppUes  from  the  same  crib,  which  was  built  in  1865,  two  miles 
from  shore.  It  is  a  pentagonal  timber  structure  with  sides  58  ft.  long 
and  a  height  of  40  ft.  The  crib  is  surrounded  by  a  protecting  stone 
breakwater,  having  a  30-ft.  opening  to  admit  boats.     A  wooden  super- 

*  Anchor  ice  consists  of  thin  scales  of  ice  which  form  in  moving  water  and  are 
readily  carried  below  the  surface  by  weak  currents  of  water.  It  adheres  to  sub- 
merged surfaces,  and  soon  forms  large  blocks  of  ice  which  it  is  difficult  to  remove. 
Steam,  water  or  air  imder  pressure,  or  mechanical  means  are  used  for  this  piupose. 
Anchor  ice  forms  often  in  northern  rivers  where  the  ciurent  is  rapid,  but  not  in  quiet 
water  that  is  covered  by  ice.  In  order  to  avoid  clogging  by  anchor  ice,  the  ports  of 
an  intake  should  be  four  to  eight  times  the  area  of  the  inlet  conduit. 
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structure  was  originally  built  on  top  of  the  crib,  but  was  replaced  in  1874 
by  a  structure  of  stone  masonry  with  a  lighthouse  and  a  house  for  the 
keeper.  The  crib  has  three  inlet-ports,  4  ft.  wide  by  5  ft.  high.  There 
are  two  intake-shafts  in  the  crib,  and  one  between  the  crib  and  the  break- 
water. The  shaft  which  supplies  the  5-ft.  tunnel  is  8  ft.  in  diameter. 
It  is  lined  with  brickwork  having  a  9-ft.  cast  iron  cylindrical  top,  and 
has  two  4-  by  5-ft.  sluice-gates. 

The  second  shaft,  which  supplies  the  7-ft.  tunnel,  is  of  similar  con- 
struction, but  has  three  4-  by  5-ft.  sluice-gates.  The  third  shaft,  which 
is  located  between  the  crib  and  the  breakwater,  supplies  the  third  lake 
tunnel.  It  is  10  ft.  in  diameter,  and  is  lined  with  brickwork  surmounted 
by  a  cast  iron  top.  This  shaft  has  three  4-  by  5-ft.  sluice-gates,  and  is 
filled  with  stone. 

The  second  intake-crib  was  built  in  1892,  four  miles  from  shore.  It 
is  a  steel  caisson,  having  two  circular  steel  cylinders,  f  in.  thick,  with 
diameters,  respectively,  of  70  and  120  ft.  There  are  twenty-four  radial 
bulkheads  between  the  two  shells,  and  the  annular  space  is  filled  with 
concrete.  The  steel  caisson  rests  on  a  polygonal  timber  grillage,  13  ft. 
high,  having  a  solid  timber  bottom,  2  ft.  thick.  Six  gated  ports,  5  by 
5  ft.  square,  admit  the  water  to  the  central  well.  The  intake-shaft  is 
10  ft.  in  diameter,  and  has  two  5-  by  6-ft.  sluice-gates.  A  masonry 
superstructure  is  built  on  top  of  the  caisson. 

The  seventh  crib,*  built  in  1915  to  1918,  differs  in  design  from  those 
previously  constructed.  The  older  cribs  were  all  provided  with  wooden 
bottoms,  in  order  to  make  it  possible  to  float  them  into  place  and  to 
sink  them.  These  cribs  were  top-heavy,  and  rocked  perceptibly  during 
severe  storms.  With  this  type  of  crib  the  intake-shaft  could  not  be  sunk 
until  the  solid  timber  bottom  had  been  cut  through. 

In  the  plans  for  the  seventh  crib,  the  wooden  bottom  was  omitted. 
The  crib  (Fig.  159)  consists  of  two  concentric  steel  shells,  the  outer  shell 
being  f  in.  thick  and  90  ft.  in  diameter,  and  the  inner  one  40  ft.  in  di- 
ameter. The  two  shells  are  held  together  by  intermediate  bracings  and 
the  intake-ports.  By  bulkheading  the  ports  and^using  intermediate 
flotation  chambers  attached  to  the  bracing,  the  steel  shells  were  easily 
floated.  They  were  provided  on  the  bottom  with  a  cutting  edge,  to 
enable  the  crib  to  seal  itself  into  the  bed  of  the  lake,  thus  permitting  the 
pumping  out  of  the  intermediate  well,  when  the  crib  was  sunk  into 
position. 

In  this  crib  the  gates  and  the  part  of  the  cast  iron  cylinders  extending 
above  the  surface  of  the  lake,  used  with  the  earlier  cribs,  were  dispensed 
with,  and  the  top  of  the  intake-shaft  was  placed  about  10  ft.  below  the 

*  Jour.  Western  Soc.  of  Engineers,  May,  1916. 
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Pia.  159.  — Intako-crib,  Chicago  Water  Works. 
(Biult  1916-1918.) 
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surface  of  the  water,  leaving  the  entire  area  of  the  upper  part  of  the 
shaft  free  for  fish-screens. 

210.  St.  Louis,  Mo.,  takes  its  water  supply  from  the  Mississippi 
River  at  the  Chain  of  Rocks,  ^bout  10  miles  up-stream  from  the  business 
center  of  the  city.  The  water  is  obtained  from  the  river  by  means  of 
two  intake-towers  and  tunnels,  and  is  pumped  into  settling  basins. 

The  first  intake-tower,  built  in  1889,  was  founded  on  rock,  near  the 
west  side  of  the  main  channel,  1555  ft.  from  the  west  shore.  It  is  a 
granite  pier,  50  ft.  high,  which  is  provided  with  wells  into  which  water 
can  be  drawn  from  the  river  through  sluice-gates,  placed  at  different 
levels.  At  the  side  of  this  intake,  the  depth  of  the  river  varies  from  12 
to  44  ft.,  and  the  current  ranges  from  4  to  6  ft.  per  hour. 


Fig.  160.  —  Intake-tunnels  of  St.  Louia  Water  Works. 

A  brick-lined  tunnel,  7  ft.  in  diameter  and  about  1500  ft.  long,  is  con- 
nected with  a  40-ft.  shaft  at  the  inlet-tower  and  with  an  uptake-shaft, 
just  above  high-water  mark,  on  shore,  to  which  the  pump  shaft  is  also 
joined.  The  water  works,  of  which  the  intake  and  tunnel  form  part, 
were  constructed  in  1889  to  1893. 

The  second  intake-tower  and  tunnel  *  were  constructed  in  1913-15,  in 
order  to  provide  additional  means  of  obtaining  water,  in  case  the  first 
tower  should  have  to  be  shut  off  for  repairs,  etc.  The  second  intake- 
tower  is  700  ft.  east,  and  200  ft.  north,  of  the  first  tower  (Fig.  160). 

•  Annual  Report  of  Water  Commissioner,  City  of  St.  Louis,  tor  the  yijai  ending 
Aprill,  1915,p.34.  ;'\': 


234 


INTAKE-PIPES  AND  TUNNELS 


It  is  designed  as  a  bridge  pier,  to  resist  wind,  ice  and  current.  The 
tower  (Figs.  160a  and  1605),  which  is  founded  on  rock,  consists  of  a  con- 
crete substructure,  faced  on  the  nosing  and  below  Elevation  80  with 
Georgia  gray  granite,  and  elsewhere  with  buff  Bedford  limestone.     Be- 


Fia.  160o.  —  Intake-tower  ot  St.  Louis,  N 
(Built  1913-1915.) 


low  Elevation  80  the  substructure  ia  70  ft.  long  by  26  ft.  8  in.  wide. 
This  part  has  vertical  walls,  a  triangular  nose,  and  semioctagonal  back. 
For  the  next  26  ft.  the  back  is  semicircular,  the  sides  batter  ^  in.  per 
ft.,  and  the  nose  slopes  back  to  form  an  ice  breaker,  18.3  ft.  high,  above 
wlipc&^tlje  front  of  the  tower  is  semicircular.     A  stone  balcony  supported 
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on  stone  brackets,  and  provided  with  an  ornamental  iron  railing,  over- 
hang the  substructure. 

The  superstructure,  which  is  designed  on  the  style  of  Imperial  Roman 
architecture,  rises  above  the  substructure  to  a  height  of  41.2  ft.     It  con- 
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Fic.  1606.  —  Intake-tower,  St.  Louis  Water  Works. 
(Built  1913-1915.) 


tains  the  operating  chamber,  balconies  with  sleeping  quarters  for  the 
operating  forces,  and  a  room  above  them  for  the  tower  keeper.  All  of 
its  walls  are  of  buff  Bedford  limestone,  faced  on  the  interior  with  white 
enameled  bricks.  The  roof  is  of  concrete,  covered  with  heavy  green 
slate. 
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In  the  interior  are  two  wells,  below  the  operating  floor:  one,  16  by  8 
ft.,  rectangular  in  section,  and  the  other,  semioctagonal  and  semirec- 
tangular,  11  by  10  ft.  Both  wells  extend  to  rock,  and  are  connected  at 
the  bottom  by  a  6-  by  8-ft.  opening,  controlled  by  a  gate.  The  down- 
stream well,  which  is  the  smaller  of  the  two,  centers  on  the  down-take 
shaft.  Ports  are  constructed  in  the  substructure  at  different  levels,  to 
admit  the  river  water.  They  are  fitted  with  cast  iron  gratings,  to  pre- 
vent the  entrance  of  large  blocks  of  ice,  logs,  sticks,  etc.  As  a  further 
precaution,  2-in.  brass  pipes,  imbedded  in  the  concrete,  extend  from  the 
operating  floor  to  the  upper  surface  of  each  of  the  nine  lower  ports. 
Steam,  air,  or  water  may  be  forced  through  these  pipes,  to  remove  any 
material  clogging  the  openings.  Each  port  is  provided  with  a  sluice- 
gate, which  is  located  in  the  well  and  is  operated  by  hydraulic  cylinders 
at  the  operating  floor. 

A  tunnel,  8  ft.  in  diameter,  driven  through  limestone,  connects  the 
tower  with  the  wet  well.  A  shore-shaft,  near  the  river  bank,  divides  it 
into  two  sections,  2193  and  556  ft.  long,  respectively.  The  longer  sec- 
tion, known  as  the  river  tunnel,  drains  to  the  shaft  at  a  slope  of  1  to  1000. 
The  inshore  tunnel  rises  on  a  6  per  cent  grade  to  a  screen-chamber,  which 
is  connected  by  a  90°  bend  with  the  wet-well  of  the  pumping  station. 

211.  Cincinnati,  0.,*  obtains  its  water  supply  from  the  deep  channel 
of  the  Ohio  River,  which  is  near  the  Kentucky  shore.  The  intake,  which 
is  a  substantial  masonry  pier,  founded  on  rock,  was  located  some  distance 
above  the  city,  to  avoid  pollution.  At  high-water,  the  depth  of  the 
river  at  this  point  is  about  90  ft. 

The  intake-pier  f  (Fig.  161)  is  supported  on  a  timber  caisson,  57  by  29 
ft.  in  plan,  and  16  ft.  high,  which  was  carried  down  through  sand  and 
gravel  to  bed-rock.  At  the  top  of  the  caisson  the  pier  is  55  by  27  ft.  in 
size,  and  it  tapers  upward  with  a  batter  of  1  in  24  to  elevation  83  above 
datum,  where  it  is  topped  off  with  a  course  of  coping-stone.  On  the  up- 
stream end,  the  pier  forms  a  pointed  arch,  and  on  the  down-stream  end 
it  is  semicircular. 

The  pier  contains  two  wells:  an  inlet-well  on  the  up-stream  side,  and  a 
shaft-well  on  the  down-stream  side.  The  former  is  9  by  14  ft.  in  section, 
and  has  its  bottom  at  elevation  —7.50.  The  latter,  which  forms  the 
upper  part  of  the  tunnel-shaft,  is  half  circular  and  half  rectangular  in 
section.  The  inlet-well  has  four  rectangular  ports,  each  4  by  6  ft.  in  size. 
The  bottom  of  the  two  ports  in  the  channel  are  at  elevation  —5.50,  while 
the  bottom  of  the  two  ports  on  the  shore  side  are  at  elevation  4-12.50. 

*  Eng.  Record,  Nov.  27,  1897,  and  July  13,  1901,  p.  26. 

t  Report  to  the  Trustees  of  the  City  of  Cincinnati,  Ohio,  by  Geo.  H.  Benzenberg, 
Chief  Engineer  of  Water  Works,  1909,  p.  45. 
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Fio.  161.  —  Intake-pier  of  Cincinnati,  Oliio. 
(Built  1898-1905.)- 
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The  shaft-well  has  two  4-  by  6-ft.  ports:  one  on  the  channel,  and  one  on 
the  shore  side.    A  6-  by  7.5-f t.  opening  connects  the  inlet-  and  shaft-wells. 

Each  port  and  opening  is  provided  with  a  sluice-gate  and  screen,  with 
suitable  guides.  The  gates  are  operated  by  hydraulic  power,  and  the 
screens  by  an  electric  traveling  hoist.  The  screens  consist  of  brass  wire 
cloth  of  J-in.  mesh.  Heavy  horizontal  cast  iron  grate-bars  protect  the 
outer  openings  of  the  ports.  Means  are  provided  for  flushing  out  sedi- 
ment from  the  inlet-weU  through  a  drain  into  the  river. 

The  pier  is  built  of  the  best  Ohio  River  sand-stone,  except  the  coping 
and  nosing  which  are  of  granite.  The  masonry  is  laid  in  regular  courses. 
The  top  of  the  pier  is  connected  with  the  Kentucky  shore  by  a  steel 
bridge,  14  ft.  wide  and  320  ft.  long,  on  which  a  standard  gauge  tract  is 
laid.  A  handsome  stone  building  with  a  tower  on  its  up-stream  side  is 
built  on  top  of  the  pier.  It  contains  the  plant  for  operating  the  gates 
and  screens.  The  shore  end  of  the  bridge  is  closed  by  a  brick  building 
which  is  used  as  a  store-room  and  repair  shop. 

The  shaft-well  of  the  pier  is  extended  downward  to  form  the  connec- 
tion between  the  inlet-well  and  the  inlet-tunnel.  This  part  of  the  well, 
which  is  7  ft.  in  diameter,  is  lined  with  brickwork.  It  makes  a  curved 
connection  with  the  tunnel  which  extends  under  the  river  to  the  pump- 
pit  shaft  on  the  Ohio  shore.  The  timnel  is  7  ft.  in  diameter  and  1430  ft. 
long. 

The  new  water  works  of  Cincinnati,  of  which  the  inlet  pier  and  tunnel 
form  a  part,  were  constructed  in  1898  to  1909. 


CHAPTER  XIV 

AQUEDUCTS 

212.  General  Description.  —  An  aqueduct  *  is  an  artificial  channel 
for  conveying  water,  such  as  a  ditch,  canal,  pipe-line,  or  masonry  con- 
duit. In  a  narrower  sense,  the  word  is  sometimes  appUed  to  a  masonry 
structure  built  for  conveying  a  canal  over  a  river  or  hollow.  Most 
modem  aqueducts  of  importance  include  two  or  more  of  the  different 
types  of  channels  mentioned  above.  They  consist  principally  of 
masonry  conduits,  built  by  the  cut-and-cover  method,  or  in  timnel;  and 
cross  depressions  along  their  routes  either  on  aqueduct  bridges,  or  by 
inverted  siphons.  The  latter  may  consist  of  a  number  of  pipes,  a  rein- 
forced masonry  conduit,  or  a  pressure  tunnel.  For  small  cities,  the  aque- 
duct is  usually  formed  by  one  or  more  pipe-Unes. 

213.  Ancient  Aqueducts.  —  Ruins  of  ancient  aqueducts,  some  in 
an  excellent  state  of  preservation,  are  to  be  found  in  Africa,  Asia  Minor, 
and  in  various  parts  of  Europe.  The  earliest  of  these  works  consisted 
of  earthen  or  stone  pipes.  Later,  the  aqueducts  were  built  in  tunnels, 
in  order  to  conceal  them  from  enemies.  Valleys,  however,  were  gener- 
ally crossed  by  arcades.  An  exception  to  this  rule  occurred  in  the  aque- 
duct of  ancient  Lyons,  France,  which  crossed  two  deep  valleys  by  siphons 
of  lead  pipes,  encased  in  masonry. 

214.  The  aqueduct  of  Patara,  in  Syria,  is  one  of  the  oldest  water 
conduits.  It  was  formed  by  a  canal,  covered  with  large  stone  slabs, 
except  at  the  crossing  of  a  deep  ravine,  about  200  ft.  wide,  where  the 
conduit  consisted  of  a  pipe  forming  a  siphon,  which  was  laid  on  a  stone 
embankment.  Originally,  this  siphon  was  made  of  earthen  pipes,  but 
later  these  pipes  were  replac  id  by  stone  blocks,  each  containing  about 
3  cu.  ft.,  which  were  bored  through  the  center  to  a  diameter  of  about  13 
ins.  Each  stone  block  had  an  annular  projection  at  one  end,  and  a  re- 
cess, about  3  ins.  deep,  at  the  other,  the  blocks  being  thus  connected  by  a 
kind  of  bell-and-spigot  joint.  The  stone  blocks  were  securely  united  by 
iron  clamps,  run  with  lead,  and  the  joints  were  filled  with  cement.  Air- 
vents,  7  ins.  in  diameter,  were  proyided  on  the  siphon,  at  intervals  of 
about  20  ft.,  and  were  closed  by  stones  laid  in  cement.  This  aqueduct, 
which  is  one  of  the  finest  ruins  of  early  Greek  construction,  is  in  a  very 
good  state  of  preservation. 

*  Derived  from  the  Latin  words:  Aqua,  water,  and  ditcerCj  to  lead. 
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215.  The  aqueduct  of  Laodicea,  in  Asia  Minor,  was  similar  to  the 
Patara  conduit.  Before  it  reached  the  city,  the  water  was  conveyed 
across  a  deep  valley  by  a  siphon  of  two  lines  of  stone  pipe,  respectively, 
about  8  and  10  ins.  in  diameter,  which  were  subjected  to  a  pressure  of 
about  60  lbs.  per  square  inch. 

216.  The  aqueduct  of  Jerusalem  that  conveyed  water  from  the  Pools 
of  Solomon  to  the  temple,  consisted  of  earthen  pipes,  about  10  ins.  in 
diameter,  which  were  encased  in  masonry.  This  conduit,  which  was 
about  12  miles  long,  was  constructed  generally  below  the  surface  of  the 
ground.  The  reservoirs,  where  the  supply  from  springs  was  impounded, 
are  still  in  existence,  and  ruins  of  the  aqueduct  are  found  in  many  places. 

217.  The  aqueduct  of  Athens  (Plate  I,  Fig.  1),*  built  about  500  B.C., 
was  formed  of  stone  blocks,  laid  dry  below  ground.  Each  side  was  built 
of  one  course  of  stone,  with  vertical  faces.  The  top  stones  and  the  bot- 
tom stones  were  cut  out  to  curves,  so  as  to  form,  respectively,  the  arch 
and  invert  of  the  conduit. 

218.  Roman  Aqueducts,  —  The  Romans  built  the  greatest  aque- 
ducts of  ancient  times.  Ruins  of  these  works  are  to  be  found  in  many 
places. 

The  city  of  Rome  was  suppUed  with  water  in  97  A.D.  by  nine  aque- 
ducts, which  were  fully  described  by  Sextus  Julius  Frontinus,t  who  was 
Commissioner  of  Water  Supply  (curator  aquarum)  of  Rome  at  that  time. 
Details  of  these  conduits  are  given  in  Table  XLI. 

Some  additional  aqueducts  and  branch  conduits  were  built  subsequent 
to  Frontinus's  time.  The  most  important  of  these  conduits,  and  the 
dates  of  their  construction,  are:  the  Trajana,  109  A.D.;  the  Hadriana, 
120  A.D.,  and  the  Aurelia,  185  A.D.  These  conduits  were  built  mainly 
under  ground,  but  some  valleys  and  the  Campagna,  a  plain  near  Rome, 
were  crossed  by  arcades,  which  sometimes  carried  two  or  more  different 
conduits.  Thus  the  Marcian  arcade  (Plate  II)  carried  the  Marcia, 
Tepula,  and  Julia  aqueducts;  and  the  Claudian  arcade  (Plate  III)  sup- 
ported the  Claudia  and  the  Anio  Novus  conduits.  The  Romans  built 
these  expensive  arcades  because  the  only  metal  available,  at  that  time, 
for  pipes  was  lead.  Pipes  of  this  costly  material  (Plate  I,  Fig.  2)  were 
used  for  distributing  the  water  in  Rome. 

The  finest  ruins  of  old  Roman  aqueducts  are:  the  Pont  du  Gard 
(Plate  IV)  near  Nismes,  France,  and  the  aqueduct  of  Segovia  in  Spain. 
Both  of  these  conduits  were  built  in  the  first  century  of  the  Christian  era. 

*  This  view  of  the  aqueduct  was  taken  near  the  theatre  of  Dionysos,  Athens. 

t  "Frontinus  and  the  Water  Supply  of  the  City  of  Rome,"  by  Clemens  Herschel, 
Hydraulic  Engineer,  M.  Am.  Soc.  C.  E.  "The  Old  Roman  Aqueducts,"  by  the 
Author;  Proc.  Municipal  Engineers  of  the  City  of  New  York,  1903,  p.  26. 


Fig.  1.— Aqueduct  of  Athens.    {Built  about  600  B.C.) 

Qli 

Fig.  2. — Water  Kpea  of  Ancient  Rome. 


— Marcitm  Arcade,  near  Rome  (carryii^  Marcia,  Tepula,  and 
Julia  Aqueducts). 


Fig.  2.  — Marcia,  Tepula,  and  Julia  Aqueducts,  near  Rome, 


DURING  THE  MIDDLE  AGES 


241 


TABLE  XLL  — ROMAN  AQUEDUCTS,   DESCRIBED  BY  FRONTINUS, 

97  A.D.* 


Name 


Appia 

Anio  Vetus . 

Marcia 

Tepula 

Julia 

Virgo 

Alsietinus.  . 
Claudia.  . . . 
Anio  Novus 

Total . . 


Length 

in  miles 

Total 

Level  of 

invert 

in  Rome 

Date 

Below 

Above 

above 

ground 

ground 

nea-Ievel 

312  B.C. 

10.23 

0.06 

10.29 

65.60 

272-269  B.C. 

39.33 

0.20 

39.53 

157.44 

144r-140  B.C. 

49.87 

6.86 

56.73 

192«31 

125  B.C. 

5.51 

6.44 

11.95 

198.87 

33  B.C. 

7.75 

6.44 

14.19 

209.03 

19  B.C. 

11.83 

1.14 

12.97 

65.60 

10  B.C. 

19.96 

0.33 

20.29 

54.12 

38-52  A.D. 

33.31 

9.35 

42.66 

221.07 

3^52  A.D. 

45.32 

8.64 

53.96 

230.91 

223.11 

39.46 

262.57 

No.  of 

castel- 

lae 


20 
35 
51 
14 
17 
18 

92 


247 


*  The  data  given  in  this  table  have  been  taken  from  "  Aqueducts  of  Ancient 
Rome,"  by  John  H.  Parker,  London,  1876;  and  "  The  Ruins  and  Excavations  of 
Ancient  Rome,"  by  R.  Lanciani,  New  York,  1897. 

Th^  Pont  du  Gard,  which  has  a  maximum  height  of  160  ft.  above  the 
river,  is  still  in  an  excellent  state  of  preservation.  It  is  composed  of 
three  tiers  of  semicircular  arches.  The  lowest  tier  contains  six  arches: 
one  of  80  ft.  5  ins.  span,  three  of  63  ft.  span,  and  two  of  51  ft.  span.  The 
second  tier  contains  eleven  arches,  each  of  51  ft.  span.  In  the  third  tier 
there  are  thirty-five  arches,  each  of  about  16  ft.  span.  The  widths  of 
the  arcade  at  the  first,  second,  and  third  tiers  are,  respectively,  21,  16, 
and  10  ft.  Some  of  the  arches  at  each  end  of  the  structm*es  have  been 
destroyed.  The  present  length  at  the  molding  terminating  the  second 
tier  is  883  ft.  This  structm*e  and  all  of  the  aqueducts  mentioned  in 
Table  XLI  were  built  entirely  of  dry  masonry,  cement-mortar  being 
only  used  for  Uning  the  water  channel.  At  a  later  period,  the  aqueducts 
were  built  of  concrete  or  rubble  masonry. 

The  aqueduct  of  Segovia,  Spain,  which  has  a  maximum  height  of 
102  ft.,  is  still  in  service. 

219.  During  the  Middle  Ages  no  aqueducts  of  importance  were 
built.  The  conununities  obtained  their  water  supplies  from  springs, 
shallow  wells,  rivers  or  lakes,  and  distributed  the  water  in  pipes  of  lead, 
or  in  bored  logs. 

London  obtained  from  Tyburn,  in  1236,  a  supply  of  spring  water, 
which  was  conveyed  in  a  lead  pipe.  In  1613  this  city  constructed  its 
first  aqueduct,  to  bring  water  from  two  springs  in  Hertfordshire  to  Lon- 
don. This  conduit  consisted  simply  of  an  open  ditch,  about  38  miles 
long.     It  was  called  The  New  lavery  and,  with  improvements  in  its  align- 
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ment  and   construction,   is  still  one  of  the  aqueducts  that   supply 
London. 

Paris  built  its  first  water  works  about  1183.  They  consisted  of  a 
reservoir  for  spring-water,  from  which  the  water  was  conveyed  to  the 
city  by  a  lead  pipe,  which  was  still  in  service  in  1878. 

220.  Modem  aqueducts  have  been  built  during  the  past  century  for 
many  large  cities.  Short  descriptions  of  some  of  these  conduits,  and, 
also,  of  smaller  aqueducts,  consisting  only  of  one  or  more  pipe-Unes,  are 
given  on  pp.  258  to  342.  We  shall  discuss  some  of  the  important  de- 
tails connected  with  the  design  and  construction  of  aqueducts  in  the 
following  pages. 

221.  Masonry  Conduits.  —  Modern  aqueducts,  supplying  large 
cities,  consist  mainly  of  masonry  conduits,  constructed  either  by  the 
cut-and-cover  method,  or  in  tunnel. 

In  designing  such  a  conduit,  the  data  given  are  usually  the  maximum 
quantity  of  water  which  is  to  be  conveyed  from  the  source  of  supply  to 
the  place  of  consumption,  and  the  available  head.  Based  upon  these  data, 
the  cross-section  of  the  conduit  is  designed,  according  to  theoretical  and 
practical  considerations.  On  a  long  aqueduct,  different  types  of  cross- 
sections  may  have  to  be  adopted  for  different  sections  of  the  conduit. 

222.  The  cross-section  of  the  conduit  will  depend  upon  whether  the 
conduit  is  to  be  subjected  to  pressure,  or  to  discharge  water  by  gravity. 
In  the  former  case,  the  cross-section  of  the  conduit  is  almost  invariably 
made  circular,  so  as  to  have  equal  strength  in  all  directions.  In  the  latter 
case,  however,  a  great  many  different  types  of  cross-sections  may  be 
adopted. 

Theoretically,  the  best  cross-section  for  a  conduit  is  always  a  circle, 
as  this  form  gives  the  greatest  hydraulic  radius  for  a  given  area  of  cross- 
section  and,  consequently,  the  greatest  velocity  of  flow.  There  are, 
however,  practical  considerations  which  often  lead  to  a  modification  of 
the  circular  section,  and  a  horse-shoe  section  has,  generally,  been  adopted 
for  large  modern  conduits.  Compared  with  the  circular  form,  it  has  the 
following  advantages:  (1)  it  has  more  head-room  for  a  given  area;  (2) 
it  is  more  easily  constructed,  as  the  side  walls  can  be  built,  before  the 
invert  is  begun;  (3)  the  construction  tracks  may  be  left  undisturbed 
until  the  end  of  the  construction,  when  they  are  taken  up  during  the 
laying  of  the  invert  masonry. 

The  greatest  velocity  of  flow  with  a  horse-shoe  section  of  a  given  area 
will  be  obtained  when  the  height  is  about  equal  to  the  width.  On  em- 
bankments, however,  the  width  may  have  to  be  made  greater  than  the 
height,  in  order  to  obtain  a  sufficient  base  for  the  conduit,  to  prevent 
settling. 


QaudU  and  Asio  Novus  Aqueducts,  near  Rome. 
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When  a  large  gravity  conduit  is  constructed  in  a  tunnel,  it  will  be  ad- 
vantageous to  make  the  height  of  the  cross-section  greater  than  its 
width,  as  this  reduces  the  quantity  of  heading  excavation,  which  is  much 
more  expensive  than  the  excavation  of  the  bench,  and,  also,  reduces  the 
span  of  the  arch  of  the  roof.  Oval  cross-sections  have  been  adopted  for 
small  conduits,  and,  in  some  cases,  a  foot  walk  has  been  constructed  on 
one  or  both  sides  of  an  aqueduct,  for  convenience  during  inspections  or 
repairs.  When  a  circular  section  is  adopted  for  a  conduit  through  which 
water  is  discharged  by  gravity,  the  greatest  discharge  wiU  occur  theoreti- 
cally,  when  the  water  subtends  an  arc  of  51°  48'  (p.  33). 

223.  Construction  of  Masonry  Conduits.  —  Prior  to  1900,  most 
noiasonry  conduits  were  built  of  brickwork.  Since  this  date  conduits 
have  been  generally  constructed  of  concrete,  as  it  is  cheaper  than  brick- 
work, well  adapted  for  difficult  forms  of  construction,  and  water-tight 
under  ordinary  pressures,  if  properly  mixed  and  laid.  Voids  that  may 
occur  in  brickwork  and  rubble  masonry  are  practically  impossible  with 
concrete. 

One  of  the  troubles  experienced  with  concrete  is  cracks,  due  to  changes 
of  temperature,  which  generally  occm*  at  places  where  the  laying  of  the 
concrete  was  interrupted  sufficiently  long  to  permit  the  cement  to  take 
its  initial  set.  These  cracks  may  be  prevented  by  placing  expansion 
joints  in  the  masonry,  at  intervals  not  exceeding  about  60  to  75  ft.  If 
they  are  placed  farther  apart,  expansion  cracks  are  apt  to  occm*  between 
them.  In  a  concrete  conduit,  a  complete  transverse  expansion  joint 
should  be  placed  at  the  intervals  mentioned,  tar,  asphalt,  paper,  etc., 
being  used  in  the  joints,  in  order  to  permit  the  masonry  to  move  slightly. 
This  method  of  construction  prevents,  also,  cracks  due  to  settling.  An 
objection,  however,  to  expansion  joints  is  the  fact  that  they  are  apt  to 
permit  leakage  from  the  aqueduct. 

In  the  Catskill  aqueduct  (p.  290),  tongue-and-groove  expansion  joints 
were  used  exclusively  at  first.  Although  these  joints  gave  good  results, 
when  carefully  made,  there  were  practical  difficulties  in  the  way  of  getting 
them  smooth  enough  and  true  enough,  in  the  hurry  in  which  the  work 
had  to  be  carried  on.  Leakage  was  found  to  be  apt  to  occur  through  the 
invert  joints,  and  steel  bands,  about  f  in.  thick  by  6  ins.  wide,  dipped 
or  painted  with  asphalt,  were  placed  as  water-stops  in  the  joints  between 
day's  work.  Strips  of  copper,  ^  in.  thick,  and  lead  were,  also,  tried. 
Half  of  the  width  of  the  steel  was  buried  in  the  concrete  first  cast. 
When  leakage  was  found  to  occur  at  such  joints,  it  was  stopped  by  grout- 
ing.* In  the  concrete  aqueduct  built  recently  for  Los  Angeles,  Calif, 
(p.  319),  no  expansion  joints  were  used  in  the  masonry,  reliance  being 
*  "Waterworks  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  274. 
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placed  upon  its  being  strong  enough  to  resist  the  stresses  caused  b\' 
change  of  temperature. 

Where  changes  of  cross-section  occur  in  a  masonry-  conduit  —  such 
as  the  transition  from  a  horse-shoe  gra\ity  conduit  to  a  circular  pres- 
sure tunnel  —  they  must  be  made  gradually  and  smoothly,  so  as  to 
reduce  the  loss  of  head  at  such  points  to  a  minimum.  In  a  gravity  con- 
duit built  in  trench  or  timnel,  ground  water  may  force  its  way  into  the 
conduit  and  injure  the  masomy.  If  the  ground  water  is  of  good  quaUty, 
small  openings,  called  weepers,  should  be  left  in  the  masonry-  at  intervals 
of  about  20  ft.,  to  permit  the  ground  water  to  enter  the  conduit.  The 
weepers  on  the  two  sides  of  the  conduit  should  be  staggered. 

Masomy  conduits  are  sometimes  placed  on  earth  fills,  but  in  such 
cases  the  embankment  must  be  made  in  thin  layers,  about  3  ins.  thick, 
thoroughly  wetted  and  rolled.  At  such  places  the  bottom  of  the  conduit 
should  be  increased  in  width,  so  as  to  reduce  the  pressure  in  the  foun- 
dation. A  section  of  the  Sudburj'  aqueduct,  which  was  built  in  this 
manner  on  an  embankment  34  ft.  high,  has  not  settled  appreciably. 

224.  Forms.  —  Until  recently,  the  forms  used  for  lading  the  masonry 
in  a  conduit  were  made  of  wood,  in  the  usual  way.  In  works  of  this 
kind  built  of  late  years,  collapsible  steel  forms  made  by  the  Blaw  Steel 
Construction  Co.  of  Pittsburgh,  Pa.,  the  Ransome  Concrete  Machinery 
Co.,  etc.,  were  used  with  great  success.  These  forms  should  be  hinged 
at  the  crown,  and  arranged  in  such  a  manner  that  they  may  be  removed 
progressively  from  the  bottoms  of  the  side  walls  to  the  crown.  When 
the  forms  are  taken  out,  the  concrete  is  apt  to  peel  oflF  at  the  crown. 
This  diflSculty  can  be  overcome  by  greasing  the  forms  with  a  suitable 
lubricant,  such  as  crude  vaseline  or  oil,  etc.,  before  the  last  concrete  is 
placed,  and  by  using  care  in  removing  the  forms.  Leakage  throu^  the 
forms  must  be  prevented,  as  the  concrete  will  otherwise  be  apt  to  be 
porous  at  the  bottom  of  the  side  wall. 

225.  Distribution  of  Available  Head.  —  In  an  aqueduct  composed 
of  different  kinds  of  channels,  such  as  masomy^  conduits,  pipensiphons, 
unlined  tunnels,  etc.,  the  available  head  from  the  source  of  supply  to  the 
place  of  discharge  is  not  distributed  equally,  but  according  to  the  re- 
quirements of  the  different  parts.  The  capacity  of  the  aqueduct  being 
given,  the  grades  of  the  different  parts  must  be  based  upon  the  fninimiim 
available  head.  As  the  loss  of  head  is  greater  in  the  pipe-siphons,  un- 
lined timnels,  etc.,  than  in  the  smooth  masonry  conduits,  more  head 
must  be  allowed  for  them.  Curves  in  the  alignment  will  not  cause  much 
loss  of  head,  but  appreciable  loss  will  occur  at  changes  of  cross-section. 
The  final  subdivision  of  the  available  head  can  only  be  arrived  at  by 
trial  calculations. 
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226.  Grades.  —  If  the  velocity  of  the  water  in  a  conduit  is  less  than 
about  2  ft.  per  second,  sand  contained  in  the  water  will  be  deposited, 
and  reduce  the  area  of  the  conduit.  If,  on  the  other  hand,  the  velocity 
should  exceed  about  7  ft.  per  second,  the  sand  and  stones  that  may  be 
washed  through  the  conduit  by  the  water  are  Uable  to  injure  the  masonry, 
unless  it  is  built  of  very  hard  stone.  The  velocity  of  the  water  in  a 
conduit  should,  therefore,  be  between  2  to  7  ft.  per  second,  about  3  to  4 
ft.  per  second  being  a  very  good  average  velocity,  which  will  usually 
be  obtained  in  large  aqueducts  having  a  grade  of  9  to  12  ins.  per 
mile. 

227.  Gate-houses.  —  Every  aqueduct  must  be  occasionally  emptied 
for  inspection,  cleaning  or  repairs.  Some  provision  must,  therefore,  be 
made  for  closing  the  inlet  and  outlet,  and  for  discharging  the  water  from 
the  conduit.  For  these  purposes  gate-houses,  provided  with  suitable 
sluice-gates,  are  constructed  at  the  inlet,  outlet,  and  one  or  more  inter- 
mediate points.  The  general  arrangement  of  these  structures  is  de- 
scribed below. 

228.  The  inlet  gate-house  consists  of  a  substructure  containing  the 
water-chambers,  sluice-gates,  etc.,  and  of  a  suitable  superstructure  for 
protecting  the  hoisting  machinery  of  the  gates,  stop-planks,  etc.  As 
every  mechanical  contrivance  is  liable  to  get  out  of  order,  it  is  advisable 
to  have  two  sets  of  inlet  sluice-gates  and,  in  addition,  two  sets  of  stop- 
planks,  by  means  of  which  a  cofifer-dam  can  be  quickly  formed  in  front 
of  the  outer  set  of  gates.  To  reduce  the  length  of  the  stop-planks,  a 
wide  substructure  is  divided  by  a  partition-wall  into  two  divisions. 
There  are  two  cross-walls  in  which  the  openings  for  the  sluice-gates  are 
constructed.  Two  sets  of  grooves  are  cut  in  the  siue-walls  for  the  stop- 
planks.  One  set  is  ordinarily  used  for  screens,  to  keep  fish  and  floating 
objects  from  entering  the  conduit.  For  a  small  conduit  the  substructure 
requires  only  one  division. 

The  flow  in  the  conduit  is  ordinarily  regulated  by  means  of  the  inner 
set  of  sluice-gates.  If  the  level  of  the  reservoir  is  much  above  the  soffit 
of  the  conduit,  several  sets  of  gates  are  required,  to  reduce  the  head  of  the 
water  so  that  it  shall  flow  through  the  conduit  without  filling  it  entirely. 
The  different  sets  of  gates  are  placed  in  cross-walls  which  divide  the 
water  chamber  into  a  number  of  small  chambers.  The  gates  nearest  the 
reservoir  are  opened  a  trifle,  the  next  set  a  Uttle  more,  and  so  on,  the 
height  of  the  water  in  the  conduit  being  thus  regulated.  A  good  illus- 
tration of  such  a  case  is  the  large  inlet  gate-house  of  the  New  Croton 
aqueduct  (p.  277). 

229.  Ovilet  Gate-hcmse.  —  An  aqueduct  discharges  the  water  it  con- 
veys either  into  a  service-reservoir,  or  into  a  large  terminal  gate-chamber 
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from  which  the  water  is  distributed  by  pipes.    A  description  of  such  a 
gate-house,  built  for  the  New  Croton  aqueduct,  is  given  on  p.  284. 

When  a  conduit  discharges  into  a  reservoir  that  is  divided  into  two 
basins  —  as  is  generally  the  case  —  the  conduit  should  terminate  at  the 
division-wall  of  the  reservoir,  and  a  small  gate-house,  provided  with 
sluice-gates,  stop-planks,  etc.,  arranged  so  that  water  can  be  discharged 
into  either  basin,  should  be  built  at  the  end  of  the  conduit. 

230.  Blow-offs  and  Waste-weirs,  —  At  suitable  points  on  the  line 
of  the  conduit  —  about  5  to  10  miles  apart  —  blow-off  gates  are  provided 
for  emptying  the  conduit  for  inspection,  cleaning  or  repairs.  These 
gates  are  generally  placed  in  special  gate-houses,  located  near  streams 
into  which  they  discharge  the  water  from  the  conduit.  Waste-weirs  are 
usually  constructed  in  the  gate-houses,  to  regulate  the  maximum  height 
to  which  the  water  can  rise  in  the  conduit.  Their  height  may  be  varied 
by  means  of  stop-planks. 

The  substructure  of  the  gate-house  is  divided  by  a  partition  wall, 
built  parallel  with  the  center-line  of  the  conduit,  into  two  chambers:  one 
forming  part  of  the  conduit,  and  the  other  receiving  the  waste-water 
from  the  blow-oflf  gates  or  waste-weir.  The  latter  is  connected  by  a  cul- 
vert or  a  paved  open  ditch  with  some  water  course  (p.  287). 

By  constructing  blow-off  gate-houses  at  different  points  on  the  line, 
an  aqueduct  is  divided  into  sections,  any  one  of  which  can  be  emptied, 
independently  of  the  others,  for  inspection,  cleaning  or  repairs. 

231.  Screens  are  required  at  the  inlet  of  aqueducts  conveying 
sm*f ace  water.  They  are  usually  placed  in  the  inlet  gate-house.  Where 
the  water  enters  the  gate-house,  racks  of  metal  or  wood  pieces,  set  edge- 
wise, 4  to  6  ins.  apart,  are  placed,  to  exclude  large  objects  from  the  gate- 
house. In  an  inner  screen-chamber,  coarse  copper  screens  with  meshes 
of  1  to  1 J  inches  are  set,  and  at  the  entrances  to  the  aqueduct,  piunp- 
wells  or  filters,  finer  screens  having  about  4  to  6  meshes  per  inch  are 
provided.  ' 

The  screens  are  usually  made  of  copper  or  bronze  wire,  about  No.  14 
to  No.  16  Birmingham  wire  gauge,  which  is  fastened  by  means  of  staples 
to  wooden  frames.  The  screens  should  be  placed  vertically  in  grooves, 
and  two  sets  should  be  provided,  so  that  one  can  be  in  service  while  the 
other  is  raised  to  be  cleaned.  A  recess  should  be  constructed  in  front 
of  the  screens  for  receiving  the  trash  which  may  drop  from  the  screen, 
and  means  for  cleaning  out  this  recess,  occasionally,  should  be  provided. 

The  standard  screen  of  the  Boston  water  works  *  is  made  of  No,  16 
(Birmingham  wire  gauge)  copper,  with  6  meshes  per  inch.  The  frames 
are  made  of  white  pine  and  fastened  with  tree-nails.    The  netting  is 

*  "Waterworks  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  293. 
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stapled  to  the  up-stream  side  of  the  frame,  and  a  J-in.  board,  of  the  width 
of  the  frame,  is  placed  over  the  staples.  A  dirt  catcher  —  a  wire  basket 
of  the  same  netting  as  the  screen  —  is  fastened  to  the  bottom  of  the 
frame. 

232.  Stop-planks  are  used  for  forming  temporary  dams  across  aque- 
ducts, or  in  front  of  sluice-gates,  etc.,  when  repairs  are  needed.  They 
are  placed  in  grooves,  cut  in  the  masonry,  or  made  of  metal.  Fig. 
162  shows  a  stop-plank  made  out  of  6  X  12-in.  yellow  pine.  For  con- 
venience, several  stop-planks  may  be  bolted  together  and  weighted  by  a 
piece  of  I-beam,  etc.    This  facilitates  the  lowering  of  the  stop-planks. 

The  stop-planks  used  at  the  Hinckley  Dam*  of  the  N.  Y.  State  Barge 
Canal  are  made  of  white  oak  timbers,  fastened  between  I-beams,  and 
bolted  together  in  convenient  sections.     Bronze  rollers  are  provided 
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Fig.  162.  —  Stop-plank. 


for  each  section,  to  reduce  the  friction  in  both  directions.  Instead  of 
stop-planks,  steel  shutters  may  be  used  for  great  depths  of  water.  Their 
bearing  strips  may  be  of  wood. 

233.  Culverts.  —  In  constructing  a  masonry  conduit  near  the  sur- 
face of  the  ground,  the  brooks  and  streams  that  are  encountered  must 
be  carried  under  or  over  the  conduit  by  means  of  culverts  or  open  water- 
channels.  If  a  brook  is  liable  to  carry  driftwood  at  times,  it  should  be 
made  to  flow  over  the  conduit,  if  practicable. 

234.  Ventilators  are  needed  for  a  conduit  at  intervals  of  about  1  to  2 
miles.  They  permit  the  air  to  escape  while  the  conduit  is  being  filled, 
and  to  flow  in  when  the  conduit  is  being  emptied.  They  maintain,  also, 
a  circulation  of  air  over  the  water,  and  prevent  foul  air  from  collecting  in 
the  conduit  and  contaminating  the  water.  The  ventilators  may  be 
constructed  as  points  of  admittance  to  the  conduit.    The  blow-ofif  gate- 

*  Eng.  News,  Feb.  15,  1912,  p.  282. 
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houses  serve  as  ventilators  at  points  at  which  they  are  constructed. 
Fig.  163  shows  a  ventilator  constructed  for  the  Old  Croton  aqueduct. 

236.  Measuring  the  Flow  through  an  Aqueduct.  —  This  is  generally 
done  with  a  current-meter.  The  gauging  may  be  done  at  gate-houses, 
or  at  special  shafts  or  chambers,  constructed  for  this  purpose.  Fig. 
164  shows  such  a  shaft  on  the  New  Croton  aqueduct  of  New  York. 
The  discharge  through  the  aqueduct  is  determined  at  this  point  with  a 
current-meter  as  follows: 

The  area  of  the  water-channel  is  subdivided  into  a  great  many  small 
areas  of  equal  size,  each  containing  about  a  square  foot.  The  average 
velocity  in  the  conduit  is  found  in  two  ways:  first,  by  moving  the  meter 


Fia.  163.  —  Ventilator  Shaft  of  Old  Croton  Aqueduct. 

slowly  and  uniformly  through  all  the  small  areas,  recording  the  time  and 
the  total  number  of  revolutions;  second,  by  leaving  the  instrument  for 
a  minute  in  each  separate  area,  recording  the  time  and  the  total  number 
of  revolutions.  From  these  observations,  which  are  plotted  as  shown 
in  Fig.  164(1,  the  average  velocity  of  the  whole  area  is  computed.  The 
results  obtained  by  both  methods  agree  very  closely. 

The  current-meter  is  attached  to  a  brass  rod  (Ij^  in.  in  diameter) 
which  is  passed  through  a  swivel.  The  rod  is  made  in  five-foot  sections 
which  are  screwed  together.  It  is  provided  with  a  number  of  pro- 
jecting lugs  which  fit  accurately  into  grooves  of  a  brass  limb  that  is 
placed  in  the  manhole  and  fastened  to  three  4-  by  8-in.  yellow  pine  posts. 
The  sections  in  the  limb  are  -^  in.  deep,  and  are  cut  3  in.  from  center  to 
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Fia.  164.  —  Gaining  Shaft  of  New  Croton  Aqueduct. 


250 


AQUEDUCTS 


center.  The  lugs  on  the  rod  and  the  grooves  of  the  limb  are  marked  in 
such  a  manner  that  the  position  of  the  current-meter  in  the  aqueduct  is 
always  known. 

Four  men  are  required  for  making  the  observations.  The  first  moves 
the  eurrent^meter  by  shifting  the  lug  of  the  rod  along  the  grooves  of  the 
Ihnb;  the  second  holds  the  meter  against  the  current  by  means  of  a 
stout  rod,  fastened  by  wire  to  the  brass  tube,  just  above  the  water;  the 
third  is  stationed  at  the  top  of  the  shaft,  and  assists  in  raising  or  lower- 
ing the  rods;  the  fourth,  watch  in  hand,  times  the  observations  and 
gives  the  signals. 

236.  The  Venturi  meter,  described  on  page  530,  has  been  used 
extensively  for  measuring  the  flow  through  pipe-lines.     Three  meters 


Fia.  IMa.  —  Velocity  Contoura  in  New  Croton  Aqueduct. 


of  this  type  —  the  largest  thus  far  made  —  have  been  constructed  in  the 
Catskill  aqueduct  (p.  312). 

237.  Aqueduct  bridges  are  one  of  the  means  by  which  a  conduit 
can  be  carried  across  a  valley  or  a  depression.  They  are  usually  con- 
structed of  masonry. 

238.  The  Cabin  John  bridge*  built  in  1863,  carries  the  Washington 
aqueduct,  which  is  9  ft.  in  diameter,  across  Cabin  John  Run.  It  is  a 
fine  stone  arch  bridge  of  220  ft.  span.  Originally  the  depth  of  the  water 
in  the  conduit  on  the  bridge  was  only  to  be  7  ft.,  but  it  has  been  increased 
to  9  ft.    Since  this  was  done,  there  has  been  more  or  less  trouble  with 


239.    High  Bridge  (Plate  V),  built  in  1840-18,  is  a  fine  structure 
which  carries  the  Old  Croton  aqueduct  across  the  Harlem  River  to 

•  Eng.  Becord,  April  1,  1911,  p.  356;  and  Eng.  News,  July  10,  1913,  p.  67. 
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MaHhattan  Island,  New  York.  It  is  1450  ft.  long  between  the  gate- 
houses at  its  ends.  The  bridge  has  fifteen  semicircular  arches,  eight 
having  spans  of  80  ft.,  the  other  spans  being  50  ft.  The  soiffit  of  the 
arches  at  the  crown  is  100  ft.  above  high-water.  The  water  is  carried 
across  the  bridge  in  two  36-in.  cast  iron  mains  and  in  a  wrought  iron 
pipe,  90i  ins.  in  diameter,  which  are  placed  in  a  vault  which  was  con- 
structed on  top  of  the  bridge.  Provision  for  contraction  and  expansion 
was  made  for  the  large  pipe  by  placing  stuflSng-boxes  at  its  ends. 

240.  Aqueduct  bridges  for  the  Sudbury  aqueduct  of  Boston*  were 
built  in  1873-1879  across  Waban  Brook  and  across  the  Charles  River. 
The  first  of  these  bridges  is  536  ft.  long  and  has  nine  semicircular  stone- 
arches  with  spans  of  44  ft.  8  ins.  The  outer  spandrel-walls  are  built  of 
rubble  masonry,  faced  with  ashlar.  They  are  4  ft.  thick,  and  are  capped 
for  the  whole  length  of  the  bridge  by  a  string-course  formmg  the  cornices. 
Two  interior  brick  spandrel-walls,  covered  with  flagstones,  support  the 
bottom  of  the  masonry  conduit.  The  longitudinal  space  left  between 
the  spandrel-walls  above  the  arches  are  spanned  by  continuous  brick 
arches,  forming,  with  the  spandrel-walls,  three  galleries  extending  imder 
the  conduit  for  the  whole  length  of  the  bridge.  Leakage  from  the  aque- 
duct finds  its  way  into  one  of  these  galleries,  and  is  discharged  by  outlet 
pipes,  provided  at  the  piers  and  abutments.  Access  to  the  galleries  is 
obtained  by  means  of  manholes,  and  small  openings  are  provided  to 
give  light  and  ventilation. 

The  aqueduct  bridge  across  the  Charles  River  has  seven  stone  arches, 
the  main  arch  having  a  clear  span  of  130  ft. 

241.  The  Assabet  bridge,  on  the  Wachusett  aqueduct  of  Boston,  has 
a  span  of  29.5  ft.  In  the  Sudbury  bridges,  considerable  leakage  from 
the  aqueduct  occurred.  This  trouble  was  obviated  in  the  Assabet 
bridge  by  lining  the  aqueduct  with  lead,  which  has  made  the  conduit 
water-tight.  The  lining  was  made  of  sheets  of  lead,  9  by  16  ft.  in  size, 
weighing  5  lbs.  per  square  foot.  The  sheets  were  burned  together  with- 
out solder,  and  the  bottom  of  the  aqueduct,  against  which  the  sheets  of 
lead  were  placed,  was  plastered  with  a  J-in.  coating  of  cement  mortar, 
coated  with  asphalt.  A  lead  lining,  made  of  lead  sheets  iV  to  |  in. 
thick,  was  placed  later  on  the  wetted  perimeter  of  the  Sudbury  bridges.f 

242.  Inverted  siphons,  called  briefly  siphons,  are  frequently  used  to 
carry  an  aqueduct  across  a  valley  or  depression.  They  may  consist  of 
one  or  more  lines  of  iron,  steel,  concrete  or  wooden  pipe,  or  of  a  pressure- 
tunnel. 

*  Report  on  the  Construction  of  the  Sudbury  Aqueduct  made  by  A.  Fteley, 
Resident  Engineer,  to  the  City  Engineer  of  Boston,  1882. 
t  Eng.  Record^  March  25,  1911,  p.  328. 
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243.  Pressure-tunnels,  driven  through  solid  rock,  and  having  a 
suflScient  covering  of  sound  rock,  have  been  used  as  siphons,  in  con- 
nection with  modern  aqueducts.  The  New  Croton  aqueduct  of  New 
York  was  built  across  the  Harlem  River  as  a  pressure-tunnel,  10.5  ft.  in 
diameter  and  about  1250  ft.  long,  at  a  depth  of  about  300  ft.  below  high- 
water  in  the  river. 

244.  On  the  Catskill  aqueduct  of  New  York,  several  deep  valleys  are 
crossed  by  pressure-tunnels,  the  most  important  one  being  the  tunnel, 
14  ft.  in  diameter  and  3022  ft.  long,  which  was  driven  under  the  Hudson 
River,  about  1100  ft.  below  high-water.  What  is  known  as  the  City 
tunnel  of  the  Catskill  aqueduct  is  a  pressure-tunnel,  18  miles  long,  with 
a  diameter  reduced  gradually  from  15  to  11  ft.,  driven  at  a  depth  of  200 
to  750  ft.  below  the  surface. 

Pressure-tunnels  should  be  given  a  circular  section  and  a  lining  strong 
enough  to  withstand  the  maximum  stresses  which  may  occur,  with  the 
tunnel  full  or  empty,  and  which  must  be  made  as  water-tight  as  possible 
by  grouting.  All  seams  and  fissures  in  the  rock  near  the  tunnel  should 
be  filled  with  grout,  forced  into  the  seams  by  pressure. 

In  the  construction  of  the  Harlem  River  siphon,  grout,  imder  a  pres- 
sure of  50  lbs.  per  square  inch,  was  forced  by  liieans  of  an  ordinary  ship 
pump  into  the  voids  in  the  masonry  and  the  seams  of  the  rock,  after  the 
masonry  lining  had  been  laid.  In  the  Catskill  siphons,  great  improve- 
ments in  grouting  machines  were  made,  and,  in  some  cases,  the  pressure 
under  which  the  grouting  was  done  was  as  high  as  300  lbs.  per  square 
inch.* 

246.  Wachusett  Aqueduct,  —  On  a  two-mile  stretch  which  might  be 
under  pressure,  cut-ofif  walls  of  masonry  were  built  over  the  arch  at  in- 
tervals of  50  ft.,  and  the  spaces  between  these  walls  were  filled  with  dry 
stone  packing,  and  afterwards  grouted  imder  a  pressure  of  50  lbs.  per 
square  inch. 

246.  Failure  of  a  Pressure-tunnel,  —  The  Los  Angeles  aqueduct 
was  originally  constructed  across  the  Sand  Canyon  as  two  inclined  pres- 
sure-tunnels, 9  ft.  in  diameter,  connected  across  the  narrow  bottom  of  the 
gorge  by  an  SJ-ft.  steel  pipe.  The  rock  through  which  the  tunnels  were 
driven  was  hard  gray  granite,  massive  in  appearance.  The  maximum 
head  on  the  siphon  was  455  ft.  On  the  north  side,  the  incUne  joined  a 
covered  conduit,  and,  on  the  south  side,  the  incline  was  connected  with  a 
rock  tunnel.  The  total  length  of  the  siphon  was  2787  ft.,  of  which  length 
1517  ft.  consisted  of  a  horizontal  tunnel  and  steel  pipe.  The  covering 
over  the  north  and  the  south  ends  of  the  pipe,  where  it  joined  the  tunnels, 
was,  respectively,  83  and  170  ft.    The  tunnels  were  lined  with  1  ft.  of 

*  "Waterworks  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  285. 
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1-2-A  concrete,  and  this  lining  was  carried  forward  for  ten  feet  over  the 
ends  of  the  pipe.  Holes  were  left  in  the  concrete  lining  for  grouting  all 
the  horizontal  portions  of  the  tunnel,  and  for  some  50  ft.  up  the  incline 
on  the  south  side.  The  grout  was  forced  into  the  masonry  with  a  tri- 
plex pump,  under  a  pressure  of  over  200  lbs.  per  square  inch.  The  con- 
crete was*  discharged  through  an  8-in.  pipe,  behind  the  forms,  from  the 
head  of  the  incline,  and  flowed  into  all  crevices  and  spaces  in  the  rock. 
No  grout  was  pumped  at  other  parts  of  the  tunnels  behind  the  concrete, 
on  account  of  the  very  compact  manner  in  which  the  concrete  was 
delivered. 

When  the  siphon  was  first  tested  by  hydrostatic  pressure,  some  leak- 
age was  noticed,  and  a  break  finally  occurred  on  the  side-hill,  approxi- 
mately 80  ft.  in  elevation  above  the  top  of  the  pipes  and  about  150  ft. 
west  of  the  pipe.  The  blow-out  was  immediately  opposite  the  north 
end  of  the  steel.  An  inspection  made,  after  the  pipe  was  emptied, 
showed  that  a  large  crack,  about  3  ins.  wide,  had  been  made  in  the 
siphon.  It  started  at  the  bottom  of  the  steel,  on  the  north  side,  and  ran 
diagonally  up  each  side  to  the  spring  line,  at  a  distance  of  about  50  ft. 
from  the  end  of  the  steel.  The  crack  then  followed  the  spring-line,  with 
an  opening  of  about  1  in.  in  width,  for  a  distance  of  about  100  ft.  The 
crack  stopped  in  the  top  of  the  tunnel,  230  ft.  from  the  end  of  the  steel. 
No  indication  of  failures  occurred  at  the  south  end  of  the  pipe. 

An  attempt  was  made  to  repair  the  siphon  by  placing  a  66-in.  steel 
pipe  inside  of  the  original  100-in.  pipe,  and  by  filling  the  space  between 
the  pipes  solidly  with  concrete  and  grout.  After  the  repairs  had  been 
made,  the  siphon  was  tested  again.  This  time,  leaks  quickly  appeared, 
about  two-thirds  of  the  way  up  the  hill  on  the  south  side.  The  leakage 
which  was  at  first  largely  absorbed  by  the  rock  and  soil  covering,  finally 
caused  the  rock  and  soil  to  slip,  resulting  in  a  great  cutting  of  the  hill  on 
the  south  side.  About  250,000  cubic  yards  of  material  was  displaced 
in  this  manner,  and  moved  from  30  to  50  ft.  About  20,000  cubic  yards 
of  this  material  reached  the  bed  of  the  canyon. 

The  damage  caused  by  this  failure  —  the  only  one  that  occurred  on 
the  entire  233  miles  of  aqueduct  constructed  —  was  so  great,  that  the 
siphon  had  to  be  abandoned  and  replaced  by  an  all-steel  siphon  on  a 
new  location  across  the  canyon.  The  8J-ft.  steel  pipe  in  the  original 
siphon  was  placed  in  the  new  siphon. 

247.  Siphons  of  the  Los  Angeles  Aqueduct.*  —  There  are  twenty- 
three  inverted  siphons,  aggregating  in  length  11.4  miles,  on  the  line  of 
the  Los  Angeles  aqueduct.     Eight  of  these  siphons,  comprising  a  length 

*  **  Complete  Report  on  Construction  of  the  Los  Angeles  Aqueduct,"  published  by 
the  Depastment  of  Public  Service,  1916. 
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or2.7  miles,  are  reinforced  concrete  pipes,  10  ft.  in  diameter,  which  are 
subjected  to  heads  varying  from  40  to  75  ft.  The  remaining  siphons 
consist  of  riveted  steel  pipes,  7.5  to  11.5  ft.  in  diameter,  having  a  thick- 
ness of  metal  of  ^  to  1|  ins.  The  steel  plates  for  these  siphons  were 
made  by  eastern  manufactm*ers,  in  accordance  with  the  specifications 
for  boiler  plate  steel  of  the  American  Society  for  Testing  Materials 
which  were  adopted  for  the  Los  Angeles  aqueduct.  The  minimum 
thickness  of  plate  was  fixed  at  J  in.  and  was  used  for  10-ft.  pipes  for 
heads  up  to  144  ft.  Plates  |  in.  or  less  in  thickness  had  lap-joints 
with  edges  sheared  for  outside  caulking,  and  were  rolled  and  punched  at 
the  shops,  all  rivets  being  driven  in  the  field.  For  all  plates  over  |  in.  in 
thickness,  triple-riveted  butt-joints,  with  edges  planed,  were  used.  The 
plates  were  riveted  together  in  two-ring  sections,  except  the  heavy  plates 
across  the  bottom  of  canyons,  which  were  shipped  in  longer  sections. 

The  best  results  were  obtained  by  laying  the  pipes  in  shallow  trenches 
that  support  about  one-third  of  the  bottom  circumference  of  the  pipes. 
This  can  be  successfully  done  on  gentle  slopes  where  the  soil  conditions 
are  favorable. 

248.  Piers,  —  Most  of  the  pipes  were  laid  on  concrete  piers  1  to  2 
ft.  wide.  The  best  distance  between  centers  to  piers  for  a  10-ft.  pipe 
with  J-in.  shell  was  found  by  experiment  to  be  about  24  ft.  A  case 
happened  in  the  field  where  two  piers  on  a  side-hill  settled  away  from  a 
pipe,  leaving  the  supports  72  ft.  apart.  The  empty  pipe,  which  was 
11  ft.  in  diameter  and  l  in.  thick,  stood  suspended  without  injury,  until 
the  defective  supports  could  be  replaced. 

At  first,  the  piers  were  built  up  the  sides  of  the  pipes  to  the  horizontal 
diameter.  It  was  found,  however,  that  the  horizontal  diameter  of  some 
of  the  pipes  was  as  much  as  9  ins.  greater  than  the  vertical  diameter, 
when  the  pipes  were  empty.  When  they  were  about  two-thirds  full,  the 
distortion  became  greater,  and  the  leverage  it  exerted  on  the  sides  of  the 
piers  was  sufficient  to  rupture  them  on  lines  radial  to  the  pipe.  The 
sides  of  a  number  of  the  first  piers,  which  were  1  ft.  wide  at  the  top, 
2  ft.  thick,  and  reinforced  with  six  |-in.  round  rods,  were  broken  off  in 
this  manner.  The  piers  were  carried  up  high  on  the  sides,  in  order  to 
stiffen  the  plates  on  the  sides  of  the  pipe,  but  it  was  noticed  that  when 
the  pipe  assumed  its  circular  form,  after  being  filled  with  water,  that  it 
did  not  bear  for  over  3  to  4  ft.  of  its  circumference  on  the  ruptured  pier. 
Based  upon  this  experience,  it  was  decided  to  give  the  piers  a  larger  sec- 
tion, but  not  to  carry  them  up  so  high.  The  piers  were,  therefore,  built 
up  to  the  bottom  of  the  pipes,  and  the  reinforcing  rods  were  left  pro- 
jecting. After  the  pipes  had  been  filled  with  water,  the  piers  were 
completed. 
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249.  Field  Riveting.  —  The  practice  was  to  rivet  two  rings  or  more 
together,  at  the  side  of  the  trench,  and  then  to  roll  the  two-ring  section, 
12  ft.  in  length,  into  the  trench.  Under  favorable  conditions,  a  crew, 
consisting  of:  1  riveter,  1  heater,  1  backer,  1  sticker,  would  drive,  under 
St  bonus  system,  from  1000  to  1600  rivets,  f  in.  in  diameter,  in  8 
hours. 

In  the  deepest  siphon,  IJ-in.  rivets,  each  weighing  about  5  lbs.,  were 
driven  by  means  of  a  Thor  and  Boyer  No.  90  air  hammer,  using  air  under 
115  lbs.  pressure  per  square  inch.  The  air  was  supplied  by  an  Ingersoll- 
Rand  compressor,  driven  by  a  100  horsepower  motor.  A  No.  60  Boyer 
hammer  was  used  on  the  end  of  the  air-bucker  inside  of  the  pipe.  The 
cost  of  driving  these  large  rivets  was  27  cents  each,  the  energy  costing 
1.7  cents  per  kilowatt  hour. 

260.  Erection,  —  Aerial  cable-ways,  or  inclined  railways,  were  used 
for  delivering  the  plates  at  the  proper  points,  the  latter  proving  to  be 
more  satisfactory  than  the  former  for  heavy  pipe.  The  heaviest  pipe 
section  was  for  the  Jawbone  siphon.  It  weighed  52,000  lbs.  and  was  36 
ft.  10  ins.  long.  This  section  was  shipped  from  the  East,  built  up,  and 
was  hauled  into  place  by  52  mules,  6  in  a  row. 

261.  Painting.  —  The  paint  used  for  the  steel  pipes  was  a  residual 
hydrocarbon  oil,  resulting  from  the  manufacture  of  gas  from  California 
asphalt  oil,  which  penetrates  rust  and  rust  scales  on  the  metal.  This 
paint  is  very  cheap.  It  costs  $4  per  barrel  of  50  gals.  One  gallon  of 
paint  was  sufficient  for  covering  400  sq.  ft.  with  one  coat.  According 
to  circumstances,  it  costs  from  J  tol^  cents  per  square  foot  for  two  coats 
of  paint. 

262.  Expansion  and  Contraction.  —  Before  the  pipes  were  filled 
with  water,  they  expanded  and  contracted  longitudinally,  when  changes 
of  temperature  occurred.  This  motion  caused  some  injury  to  the  piers, 
which  was  prevented  later  by  placing  a  thin  sheet  of  metal  on  top  of  each 
pier.  In  one  of  the  siphons,  1435  ft.  long,  which  was  laid  across  a  canyon 
having  slopes  of  approximately  1  ft.  vertical  to  3  ft.  horizontal,  a  change 
of  temperature  of  58  to  92°  F.  caused  an  expansion  of  3  J  ins.  at  the  north 
end,  and  of  1^^  ins.  at  the  south  end,  which  had  the  steeper  slope. 
There  was,  also,  in  this  siphon,  a  lateral  movement  of  ^  in.  between 
morning  and  evening,  before  the  pipe  was  filled. 

In  the  15,600-ft.  siphon  across  the  Antelope  valley,  which  is  the 
longest  on  the  line  of  the  aqueduct,  an  expansion  of  23  ins.  was  observed 
from  5  A.M.,  the  coolest  part  of  the  day,  until  mid-day. 

No  expansion  joints  were  placed  in  any  of  the  steel  pipeS  of  the  aque- 
duct, but  the  pipes  are  securely  anchored  at  both  ends,  and  at  horizontal 
angles. 
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The  experience  with  these  10  miles  of  steel  siphon-pipes  on  the  aque- 
duct showed  that  when  the  pipes  are  placed  on  the  top  of  the  ground,  no 
trouble  from  buckling  occurs  —  not  even  when  the  pipes  are  empty  — 
except  at  horizontal  angles,  which  should  be  avoided. 

At  a  horizontal  angle  in  the  Jawbone  siphon,  the  pipe  buckled  duf- 
ing  construction,  so  as  to  be  depressed  as  much  as  a  foot  from  a  true 
circle,  but  when  the  pipe  was  filled  with  water,  it  returned  to  its  circular 
form,  as  happened  in  all  other  similar  cases.  The  head  on  the  pipe  at 
this  point  was  about  100  ft. 

Owing  to  the  tendency  of  the  pipes  to  move  longitudinally  at  horizon- 
tal angles,  the  pipe  was  securely  anchored  at  such  points  to  a  block  of 
masonry,  or  completely  covered' with  earth.  No  trouble  from  expansion 
and  contraction  occurred  at  vertical  angles. 

263.  Transition  Joints.  —  Steel  pipes  were  only  used  for  heads 
exceeding  about  75  ft.  For  lower  heads,  pipes  made  of  reinforced  con- 
crete were  found  to  be  cheaper.  The  connections  between  the  steel 
pipes  and  the  concrete  pipes,  under  heads  of  about  75  ft.,  were  difficult 
to  make.  At  one  place  where  a  10-ft.  concrete  pipe  is  connected  with  a 
11-ft.  steel  pipe,  under  a  pressure  of  70  ft.  head,  an  expansion  joint  was 
made  by  letting  the  concrete  overlap  the  steel  for  6  ft.  —  the  width  of 
one  plate  —  and  the  annular  opening  of  f  in.  between  the  steel  and  con- 
crete was  caulked  with  oakum.  It  was  found  difficult  to  make  this 
joint  tight.  Threaded  steel  rods  were  cast  in  the  concrete  so  as  to  pro- 
ject about  6  ins. ;  a  circular  piece  of  angle  iron  w^s  then  fitted  over  the 
steel  and  holes  were  bored  in  it,  to  fit  the  threaded  rods.  The  annular 
opening  between  the  steel  and  the  concrete  was  then  caulked  with  oakum, 
and  the  angle  was  drawn  down,  by  means  of  nuts,  against  the  oakimi. 
By  repeated  recaulking  under  pressure,  the  joint  was  finally  made  tight. 

This  type  of  joint  was  later  superseded  by  a  rigid  joint,  made  by  first 
riveting  angle  irons  to  the  steel  pipe,  and  then  casting  a  large  block  of 
concrete  to  envelop  the  steel  pipe.  This  type  of  rigid  rod  proved  to  be 
very  satisfactory. 

264.  The  Jawbone  siphon*  of  the  Los  Angeles  aqueduct,  which  is 
7096  ft.  long,  is  under  a  maximum  head  of  850  ft.  The  diameters  of  this 
pipe  vary  from  10  ft.  at  the  ends  to  7^  ft.  at  the  center,  and  the  thickness 
of  the  plates  ranges  from  J  to  1|  ins.  By  varying  the  diameter  of  the 
pipe,  a  considerable  saving  in  material  was  effected. 

This  pipe  is  laid  on  concrete  piers,  2  ft.  thick,  which  support  one- 
quarter  of  the  circumference  of  the  pipe.  The  piers  are  spaced  36  ft. 
between  centers  across  the  bottom  of  the  canyon,  and  closer  on  the  hill- 
sides.    They  are  founded  on  bed-rock  on  the  hill-sides,  and  are  carried 

*  Eng.  Record,  Dec.  20,  1913,  p.  683. 
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down,  in  the  center  of  the  valley,  about  8  ft.  into  cemented  gravel.  The 
erection  of  the  pipe  was  begun  in  the  bottom  of  the  canyon,  and  was  ex- 
tended up  each  side  simultaneously.  The  ends  of  the  pipes  are  rigidly 
held  by  massive  concrete  anchorages  at  the  transition  sections  from  the 
adjoining  conduit.  Angles  were  riveted  around  the  outside  of  the  end 
plates,  and  the  concrete  anchorage  was  cast  over  the  pipe  for  a  dis- 
tance of  about  10  ft.  This  concrete  was  placed  after  the  pipe  had  been 
filled  with  water,  and  during  cool  weather,  the  effort  being  made  to  make 
the  casting,  when  the  pipe  was  in  a  condition  of  minimum  length.  These 
joints  have  stood  very  well,  and  no  rupture  of  the  concrete  has  occurred. 


CHAPTER  XV 

DESCRIPTIONS   OF  AQUEDUCTS 

266.  Glasgow,  Scotland,  constructed,  in  1856-60,  an  aqueduct* 
from  Loch  Katrine  in  the  Perthshire  Highlands  to  the  city,  a  distance  of 
about  33  miles.  A  masonry  dam,  continued  by  a  waste-wier,  100  ft.  long, 
was  built  across  the  outlet  of  the  loch,  to  raise  its  surface  4  ft.  The 
reservoir  thus  formed  had  an  available  storage  capacity  of  about 
2,600,000  Imp.  gals.,  and  a  drainage  area  of  36  square  miles.  Owing  to 
the  great  depth  of  the  loch  —  which  is  about  475  ft.  in  its  deepest  part  — 
the  temperature  of  the  water  remains  nearly  constant,  varying  only 
from  about  38  to  58  degrees. 

The  aqueduct  begins  at  an  inlet  gate-house,  40  by  55  ft.  in  plan,  built 
at  the  loch,  and  provided  with  fish  screens  and  with  three  4-  by  4-ft. 
sluice-gates.  It  has  a  length  of  25f  miles,  and  terminates  at  the  Mug- 
dock  service-reservoir,  from  which  the  water  is  conveyed  to  the  city  by 
two  lines  of  42-in.  cast  iron  pipes,  each  8  miles  long.  Between  the  inlet 
and  the  reservoirs,  the  aqueduct  is  composed  of  llf  miles  of  tunnel, 
lOj  miles  of  cut-and-cover  work,  and  3f  miles  of  pipe  siphons.  The 
built  and  tunneled  parts  of  the  aqueduct  (Fig.  165)  are  8  ft.  wide  by 
8  ft.  high  with  an  arched  roof,  and  have  a  uniform  grade  of  10  ins.  per 
mile.  The  siphon  pipes  are  laid  across  three  wide  valleys,  and  have  a 
mean  fall  of  1  in  1000.  Two  48-in.  cast  iron  pipes  were  placed  originally 
in  each  siphon,  and  provision  was  made  for  a  third  line  of  somewhat 
smaller  pipe,  which  was  to  be  laid  when  needed. 

There  are  about  25  important  iron  and  stone  bridges,  some  of  them 
of  considerable  magnitude,  on  the  line  of  the  aqueduct.  Minor  ravines 
are  crossed  by  bridges  consisting  of  wrought  iron  tubes  and  cast  iron 
troughs,  covered  with  planking,  but  these  bridges  have  not  proved  to  be 
satisfactory.  The  service  reservoir,  which  was  formed  by  constructing 
two  earthen  dams,  has  a  storage  capacity  of  about  500,000,000  Imp. 
gals,  of  water.  A  basin  having  4  cast  iron  gauge-plates,  each  10  ft.  long, 
was  built  at  the  upper  end  of  the  reservoir,  and  is  used  for  measuring  the 
delivery  of  the  aqueduct,  which  has  a  maximum  capacity  of  40,000,000 
Imp.  gals,  per  day.  The  outlet  of  the  reservoir  is  controlled  by  a  stand- 
pipe  having  valves  at  different  levels,  and  the  water  drawn  from  the 

*  Proc.  Inst.  M.  E.,  1864,  p.  123. 
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reservoir  has  to  pass  through  a  straining  well  at  the  reservoir,  before  it 
is  conveyed  to  the  city.  The  Loch  Katrine  aqueduct  and  reservoirs 
were  built  according  to  the  plans,  and 
under  the  direction,  of  J,  F.  Bateman, 
M.  Inst.  C.  E. 

Gla^ow  obtained  an  additional  sup- 
ply from  Loch  Katrine  by  raising  the 
loch  5  ft.,  which  increased  its  available 
stor^e  capacity  to  9,849,000,000  Imp 
gals.,  and  by  constructing  a  new  aque- 
duct having  a  capacity  of  70,000,000 
Imp.  gals,  per  day.  from  the  loch  to 
the  city.  This  increase  in  supply  of 
water  was  only  obtained  gradually 
The  construction  of  the  works  were 
begun  in  1885,  but  was  spread  over  a 
considerable  period  of  time.  The  por- 
tions of  the  old  aqueduct  which  offered 
the  greatest  obstruction  to  the  flow  of 
water  were  duplicated  first,  and  the  in 
crease  in  the  storage,  and  the  laying  of 
the  pipes,  were  done  from  time  to  time, 
as  the  demand  for  water  required.  The 
new  conduit  was  located  almost  parallel 
with  the  old  one,  but,  by  resorting 
largely  to  timneling,  the  length  of  the 
new  aqueduct  was  reduced  to  23j  miles, 
a  saving  of  2j  miles  in  distance.  The 
two  aqueducts  are  connected  at  several 
points,  in  order  to  make  it  possible  to 
isolate  any  section  of  either  aqueduct  for 
inspection  or  repairs.  As  the  minimum 
available  fall  from  the  loch  to  the  ter 
minal  reservoir  is  38.58  ft.,  a  fall  of  1  m 
5500  was  obtained  for  the  tunnels  of 
the  new  aqueduct,  and  a  fall  of  1  in  960 
for  the  siphon  pipes.  About  50  per  cent 
of  the  tunnels  are  lined  with  concrete, 
and  have  a  cross-section  9  ft.  wide  at 
the  bottom,  and  10  ft.  wide  below  the 
springing  of  the  arch.  The  invert  has  a  sine  of  6  ins.  The  unlined 
tunnels  are  11  ft.  wide  at  the  bottom,  12  ft.  wide  at  a  height  of  6  ft. 


Open  Cutting  m  Rock 

Pig.  165.  —  Glasgow  Aqueduct. 

(BuUt  1856-1860.) 
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above  the  bottom,  and  9  ft.  high,  the  roof  being  formed  by  a  segment 
of  a  circle. 

There  are  only  five  short  aqueduct  bridges  on  the  line  of  the  new 
conduit.  They  are  all  built  of  masonry.  Two  valleys,  having  re- 
spectively widths  of  2.425  and  0.675  miles,  are  crossed  by  means  of 
siphons,  each  consisting  of  two  lines  of  40-in.  cast  iron  pipe.  Provision 
was  made  for  laying  two  additional  lines  of  similar  pipes,  when  required. 
The  thickness  of  the  walls  of  the  pipes  varies  from  1|  to  If  ins.,  accord- 
ing to  the  pressure  to  which  they  are  subjected.  In  the  wider  valley, 
the  pipes  are  carried  across  the  railway,  a  public  road,  and  a  river  on 
steel  plate-girders,  supported  by  masonry  abutments.  A  new  service 
reservoir,  adjoining  the  older  storage  basin,  was  constructed  at  the  same 
height  above  the  sea.  The  new  works  were  designed,  and  carried  out, 
by  James  N.  Gale,  M.  Inst.  C.  E. 

256.  Liverpool,  England,  obtained,  in  1881  to  1890,  a  new  water 
supply  by  building  a  masonry  dam  across  the  Vymwy  River,  in  a  remote 
part  of  North  Wales,  to  form  an  impounding  reservoir,  and  by  construct- 
ing an  aqueduct  from  this  reservoir  to  the  city.* 

267.  Lake  Vymwy,  as  the  storage  reservoir  is  called,  covers  1121 
acres  and  stores,  when  full,  about  13,000,000,000  Imp.  gals,  of  water. 
The  lake  is  4f  miles  long,  and  has  an  average  width  of  half  a  mile.  The 
crest  of  the  overflow  is  826  ft.  above  the  sea-level,  and  the  greatest  depth 
of  water  in  the  reservoir  is  84  ft. 

The  lake  is  formed  by  a  masonry  dam,  1165  ft.  long  on  top,  having  a 
maximum  height  of  161  ft.  from  the  lowest  part  of  the  foundation  to 
the  top  of  the  parapet  of  the  carriage  way.  The  greatest  thickness  of 
the  base  is  120  ft.,  and  the  width  of  the  roadway  on  the  top  of  the  dam 
is  19  ft.  10  ins.  The  whole  dam  forms  a  spillway,  with  the  exception  of 
the  piers  which  support  the  roadway.  Elliptical  arches  of  24  ft.  span 
are  built  between  these  piers.  The  overflow  level  is  10  ft.  below  the 
surface  of  the  roadway. 

During  the  construction  of  the  dam,  two  circular  outlet  tunnels,  15  ft. 
in  diameter  and  about  70  ft.  long,  were  left  in  the  masonry  of  the  dam 
for  the  temporary  diversion  of  the  river.  On  the  completion  of  the  dam, 
the  tunnels  were  closed  by  brick  bulkheads,  18  ft.  thick.  A  39-in. 
blow-ofif  pipe  is  placed  in  one  of  these  tunnels,  and  a  30-in.  and  an  18-in. 
blow-ofif  pipe  are  laid  in  the  other  tunnel.  These  pipes  pass  through 
the  brick  bulkhead  and  are  controlled  by  suitable  gate-valves. 

268.  The  Vyrnwy  Tower  (Fig.  166).  —  The  outlet  from  the  lake  is 
controlled  in  a  circular  tower,  provided  with  the  necessary  inlet-  and 

*  The  V)rrnwy  Works  are  fully  described  in  a  paper  by  George  F.  Deacon  in  Proc. 
Inst.  C.  E.,  1895,  CXXVI,  p.  24. 
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Fia.  186,  —  The  Vyrnwy  Tower. 
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outlet-gates,  and  with  screens.  In  order  to  be  able  to  draw  deep  lake 
water  at  a  point  where  it  would  not  be  afifected  by  floods,  the  tower  was 
built  ofiF  a  promontory,  about  2200  ft.  northwest  of  the  inlet  of  the 
aqueduct.  It  has  a  height  of  about  170  ft.  above  the  base,  and  rises  110 
ft.  above  the  high-water  level.  The  tower  and  the  bridge  that  connects 
it  with  the  shore  are  built  of  concrete.  There  are  two  inlet-valves, 
which  admit  the  water  into  the  tower.  They  are  put  on  the  outside  of 
the  tower  between  two  side  walls,  and  a  grating  is  placed,  from  side  wall 
to  side  wall,  to  keep  coarse  matter  from  getting  into  the  tower.  Each 
inlet-valve  consists  of  six  9-ft.  lengths  of  steel  pipe,  36  ins.  in  diameter, 
with  gun-metal  faced  ends.  These  pipes  form  a  stand-pipe,  extending 
from  the  lowest  available  water  level  to  the  highest  flood  level.  By 
suitable  attachments  and  a  hydraulic  hoisting  gear,  the  stand-pipe  can 
be  raised  so  as  to  open  any  of  its  five  joints  to  admit  the  water,  the  other 
joints  remaining  closed.  At  its  bottom  the  stand-pipe  is  connected  by 
a  horizontal  piece  of  pipe  with  a  similar  stand-pipe  on  the  inside  of  the 
tower,  having,  however,  less  height.  The  two  inside  stand-pipes  can  be 
opened,  like  the  outside  pipes,  so  as  to  discharge  the  water  into  the 
tower  at  any  desired  joint. 

Three  cylindrical  strainers,  of  a  novel  design,  are  placed  in  the  water 
in  the  tower.  The  lower  end  of  each  stramer  is  provided  with  an  India 
rubber  ring,  to  make  a  tight  joint,  and  rests  upon  a  bell-mouthed  casting, 
forming  the  upper  end  of  a  vertical  cast  iron  pipe,  46  ins.  in  diameter, 
which  is  provided  with  an  ordinary  gate-valve,  that  controls  the  flow 
from  the  strainer.  Each  strainer  consists  of  a  cylindrical  frame  of 
wrought  iron,  25  ft.  high  and  9  ft.  in  diameter,  over  which  fine  copper 
gauze  is  placed.  The  mesh  first  used  was  14,400  to  the  square  inch,  but 
it  was  found  to  be  too  fine  and  too  costly.  Different  meshes  were  tried 
and  the  effect  on  the  removal  of  the  suspended  matters  noted.  Eventu- 
ally a  mesh  of  60  to  the  lineal  inch  was  adopted.  The  strainer  is  held 
in  place  by  three  equidistant  brackets,  which  serve  as  guides  when  the 
strainer  is  hoisted  to  the  floor  of  the  tower,  to  be  cleaned  by  revolving 
water  jets.  During  the  washing  process,  a  tray,  lifted  into  position 
immediately  imder  the  strainer,  catches  all  matter  washed  off  the  gauze. 
A  pipe  conveys  the  washed  material  to  a  safe  place  outside  the  tower.* 

*  When  the  strainers  were  first  put  into  service,  a  galvanic  action  took  place 
between  the  copper  gauze  and  the  iron  to  which  it  was  attached,  which  rapidly  cor- 
roded the  copper.  This  action  was  caused  by  a  certain  amount  of  acidity  in  the 
water,  or  in  the  matter  in  contact  with  the  strainer.  In  ordinary  cases,  copper  is 
electro-negative  to  iron,  but  in  this  case  this  condition  was  reversed,  probably  on 
account  of  the  thinness  of  the  copper  wire,  and  the  great  extent  of  its  surface. 

If  the  copper  gauze  had  been  fastened  to  wooden  frames,  and  thus  kept  from 
contact  with  the  iron,  this  difficulty  would  not  have  occurred.    Strips  of  zinc,  hung 
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The  three  46-in.  pipes  which  receive  the  water  from  the  strainers  are 
connected  with  a  concrete  culvert  that  conveys  the  water  to  the  inlet  of 
the  aqueduct.  Here  there  is  a  shaft  with  a  valve  for  controlling  the 
supply  from  the  tower.  In  the  same  shaft,  there  is  a  pipe  through  which 
a  supply  can  be  drawn,  at  a  somewhat  lower  level,  independently  of  the 
tower. 

259.  The  Vyrnwy  aqueduct  has  a  length  of  about  68  miles  from 
Lake  Vyrnwy  to  the  Prescot  service-reservoirs.  With  the  exception  of 
three  tunnels,  driven  through  rock,  the  aqueduct  consists  of  siphons  of 
cast  iron  pipes,  usually  42  ins.  in  diameter.  For  the  full  capacity  of  the 
aqueduct,  which  was  fixed  as  40,000,000  Imp.  gals,  per  day,  three  lines  of 
42-in.  pipe  are  required.  Only  one  line  was  laid  as  a  first  instalment, 
the  other  two  being  placed,  as  required.  Four  open  balancing  reservoirs 
or  tanks  are  built  at  convenient  points  on  the  line  of  the  aqueduct. 
They  divide  the  aqueduct  into  the  six  following  divisions: 

TABLE  XLII.  —  VYRNWY  AQUEDUCT 


Divisions 


1.  Lake  Vyrnwy  to  Pare  Uchaf  Reservoir 

2.  Pare  Uehaf  Reservoir  to  Oswestry  Reservoir, 

3.  Oswestry  Reservoir  to  Malpas  Tank 

4.  Malpas  Tank  to  Cotebrook  Reservoir 

5.  Cotebrook  Reservoir  to  Norton  Tank 

6.  Norton  Tank  to  Preseot  Reservoir 

Total 


Miles 


10 
8 
18 
12 
11 
9 


68 


Note.  —  An  automatic  Armstrong  gate- valve  is  placed  in  the  outlet  pipes  from  each  of  the  reservoirs 
or  tanks.    For  a  description  of  these  gate-valves  see  p.  183. 

260.  Tunnels,  —  The  aqueduct  begins  at  the  lake  with  a  circular 
tunnel,  2\  miles  long,  driven  through  the  ridge  that  separates  the  lake 
from  the  valley  of  the  Tanat.  The  inlet  of  the  tunnel  is  connected 
with  the  straining  tower  by  means  of  a  brick  culvert,  and  a  line  of  cast 
iron  pipes  is  laid  from  the  tunnel  for  a  certain  distance  on  the  bottom 
of  the  lake,  to  make  it  possible  to  draw  water  independently  of  the 

within  the  screens  and  in  contact  with  the  copper,  did  much  to  save  the  gauze  by 
creating  an  electro-positive,  which  could  be  replaced.  By  using  heavier  wire,  the 
life  of  the  copper  wire  was  much  increased,  but  this  caused  a  reduction  of  the  meshes 
from  14,400  to  10,000  per  square  inch. 

The  difficulty  was  finally  successfully  overcome  by  Joseph  Parry,  M.  Inst.  C,  E.^ 
who  later  became  chief  engineer  of  the  Liverpool  Water  Works,  by  placing  sheet 
copper  between  the  iron  and  the  copper  gauze,  in  contact  with  both.  The  greater 
mass  in  relation  to  its  surface  of  this  added  copper,  if  it  did  not  create  a  balance^ 
caused,  no  doubt,  decomposition  of  the  iron,  rather  than  of  the  copper. 
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straining  tower.  For  1890  ft.  of  its  length,  the  tunnel  is  lined  with 
masonry,  the  inner  diameter  being  7  ft.  For  the  remaining  distance, 
the  rock  is  excavated  so  as  to  clear  a  7-ft.  cylinder  by  2  ft.  The  invert 
has  a  fall  of  2.04  ft.  per  mile.  There  are  two  other  tunnels  on  the  line 
of  the  aqueduct,  each  a  little  less  than  a  mile  in  length,  and  having  a 
grade  of  2  ft.  per  mile.  For  convenience  we  shall  number  the  tunnels 
in  the  following  descriptions,  beginning  at  the  lake. 

261.  Siphons,  —  There  are  seven  siphons  of  cast  iron  pipes,  each  of 
which  consists  for  the  full  delivery  of  the  aqueduct  of  three  lines  of 
cast  iron  pipes,  usually  42  ins.  in  diameter.  For  the  first  instalment 
only  one  line  of  pipes  was  laid.  The  lengths,  grades,  etc.,  of  the  different 
siphons  are  given  in  the  following  table.  "^ 

TABLE  XLIII.  —  SIPHONS  OF  VYRNWY  AQUEDUCT 


Location 

Maximum 

preH8ure, 

ft. 

Length, 
miles 

Grades  per 
mile 

Tunnel  No.  1  to  Pare  Uchaf  Reservoir 

317 
220 

7.00 

6.25 

0.10 

17.63 

11.63 

11.00 

9.25 

4.5 

Pare  Uehaf  Reservoir  to  Tunnel  No.  2 

4.5 

Tunnel  No.  2  to  Tunnel  No.  3 

Oswestry  Reservoir  *  to  Malpas  Reservoir 

Malpas  Reservoir  to  Cotebrook  Reservoir 

480 
308 
390 
363 

6.87 
4.6 

Cotebrook  Reservoir  to  Norton  Tank 

4.8 

Norton  Tank  to  Preseot  Reservoir 

6.0 

*  The  diameter  of  the  pipes  was  reduced  in  this  siphon  to  39  ins.,  on  account  of  the  head  to  which  it  is 
subjected.    The  fail  per  mile  was  increased  to  get  the  required  delivery. 

With  few  exceptions,  the  siphons  are  made  of  cast  iron  hub-and- 
spigot  pipe,  42  ins.  in  diameter  and  12  ft.  long.  The  thickness  of  metal 
of  the  pipes  varies  from  1  to  2J  ins.,  according  to  the  pressure  that  has 
to  be  resisted.  Blow-off  valves  for  emptying  the  siphons  are  provided 
at  all  depressions,  and  automatic  valves  for  releasing  any  air  that  may 
collect  at  summits  of  the  pipe-line,  are  placed  at  all  high  points,  where 
the  pipes  dip  to  a  lower  level.  Improved  self-acting  gate-valves  (p. 
183)  are  placed  in  the  pipe-lines  at  intervals  of  less  than  five  miles.  In 
addition  to  these  valves,  ordinary  stop-gates  are  put  at  frequent  inter- 
vals in  the  pipe-hnes,  to  permit  the  control  of  the  flow  through  the 
aqueduct. 

At  a  number  of  places  the  siphons  had  to  cross  streams,  railroads, 
and  canals.  In  ordinary  cases  the  pipes  were  laid  in  the  beds  of  the 
streams  or  canals,  and  in  subways  under  railroads.  In  one  instance, 
where  the  railroad  was  in  excavation,  the  aqueduct  was  formed  of  riveted 
wrought  iron  pipes,  placed  16|  ft.  above  the  rails,  and  held  by  suitable 
supports. 

The  most  important  crossings  on  the  Une  of  the  aqueduct  are  those 
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of  the  River  Weaver  Navigation,  the  Manchester  Ship  Canal,  and  the 
River  Mersey.  The  River  Weaver  Navigation,  which  is  a  waterway 
100  ft.  wide  and  15  ft.  deep,  was  crossed  by  means  of  three  lines  of 
straight  steel  pipes,  each  107  ft.  long,  which  were  connected  together 
laterally.  The  pipes  were  floated,  with  their  ends  temporarily  closed, 
into  position  and  sunk  into  the  trench,  which  had  been  previously 
dredged  to  a  depth  of  23  ft.  below  the  water  level.  After  being  placed, 
the  tubes  were  covered  with  18  ins.  of  concrete. 

The  Manchester  Ship  Canal  was  crossed  during  its  construction  by 
cut-and'cover  work.  A  circular  culvert  of  brickwork,  with  terminal 
shafts,  305  ft.  apart,  was  built  under  the  bed  of  the  canal.  It  provides 
room  for  three  lines  of  steel  pipe,  36  ins.  in  diameter,  one  line  of  which 
was  laid  as  the  first  instalment.  The  culvert  inclines  towards  the 
Norton  tank,  and,  in  the  shaft,  nearer  this  tank,  the  gate-valves  of  the 
pipe-Unes  are  placed.  A  pumping  plant,  worked  by  the  pressure  in 
the  mains,  is  installed  here  for  keeping  the  culvert  dry. 

Inunediately  after  passing  the  ship  canal,  the  River  Mersey  had  to 
be  crossed.  This  involved  the  most  difficult  piece  of  work  on  the  line 
of  the  aqueduct.  It  necessitated  driving  a  tunnel  imder  the  Mersey 
River  for  the  siphon  pipes.  This  was  the  first  tunnel  excavated  through 
loose  tnaterial  under  a  river,  by  means  of  a  shield.  The  original  plans 
contemplated  laying  the  pipes  on  the  bed  of  the  river,  as  has  often  been 
done,  but  Parliamentary  exigencies  obliged  the  City  of  Liverpool  to 
construct  a  tunnel.  It  has  a  diameter  of  9  ft.,  within  the  flanges  of  the 
cast  iron  plates  with  which  it  is  lined.  The  external  diameter  of  the 
timnel  is  10  ft.  One  line  of  32-in.  steel  pipes  was  laid  in  the  tunnel  for 
the  first  instalment.  Provision  was  made  for  a  second  Une  of  pipe. 
The  greatest  head  on  the  siphon  is  363  ft.     The  tunnel  is  very  dry. 

262.  Balancing  Reservoirs,  —  The  capacities  of  the  different  balanc- 
ing reservoirs,  as  finally  completed,  are  as  follows :  Uchaf ,  6,000,000  Imp. 
gals.;  Oswestry,  46,000,000  Imp.  gals.;  Malpas,  6,500,000  Imp.  gals.; 
Cotebrook,  6,000,000  Imp.  gals.;  Norton  tower,  651,000  Imp.  gals.; 
Prescot,  88,000,000  Imp.  gals.  With  the  exception  of  the  Norton 
tank,  the  reservoirs  are  ordinary  storage  basins,  built  by  excavation 
and  embankment. 

Norton  tower  (Fig.  167)  was  built  of  red  sandstone  on  a  high  hill, 
about  midway  between  the  Cotebrook  and  terminal  reservoirs,  as  no 
suitable  ground  could  be  found  for  a  reservoir.  The  tower  has  a  diam- 
eter of  95  ft.  at  the  base  and  a  height  of  113  ft.  to  the  top  of  an  iron  water 
tank,  which  is  supported  on  the  circular  cornice  of  the  tower,  without  any 
girders  or  columns.  The  tank  is  80  ft.  in  diameter  and  has  a  depth  of 
31  ft.  at  the  center.    The  upper  10|  ft.  of  the  tank  is  formed  of  a  cast 
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iron  cylinder  which  is  supported  on  steel  rollers,  placed  on  a  cast  iron 
bed-pUte  on  the  cornice  of  the  tower  The  lower  part  of  the  tank 
consists  of  a  segment  of  a  sphere,  made  entirely  of  steel  plates,  which  is 


Fig.  167. —The  Norton  Tower. 

connected  with  the  cast  iron  cylinder.  Stand-pipes  from  the  three  pipe- 
lines of  the  siphon,  and,  also,  an  overflow-pipe,  are  placed  in  the  tower, 
and  are  connected  by  means  of  suitable  packing-glands  with  the  bottom 
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of  the  tank.    The  tower  is  built  of  Roman  Doric  design  of  ashlar  ma- 
sonry throughout. 

The  two  Prescot  reservoirs,  at  which  the  aqueduct  terminates,  were 
built  in  1855-57,  in  connection  with  the  Rivington  works,  with  the  high 
water  mark  275  above  sea  level.  From  these  reservoirs  the  water  is 
conveyed  by  gravitation,  with  one  exception,  to  a  number  of  covered 
service-reservoirs,  built  of  brickwork  or  concrete  on  high  ground,  in 
different  parts  of  the  city.  Filter-beds,  of  ordinary  construction,  are 
built  about  J  mile  from  the  Oswestry  reservoir,  the  fall  in  this  distance 
to  the  filters  being  112  ft. 

263.  Engineers.  —  The  construction  of  the  works  was  carried  out 
according  to  the  plans,  and  under  the  supervision,  of  Thomas  Hawksley 
and  George  F.  Deacon,  members  Inst.  C.  E.,  until  1885,  when  Mr. 
Hawksley  retired  and  Mr.  Deacon  became  the  sole  engineer  in  charge 
of  the  works  to  their  completion  in  1890. 

264.  The  Thirlmere  aqueduct  of  Manchester,  England,*  was 
constructed  in  1886-1895,  to  obtain  a  water  supply  from  Lake  Thirl- 
mere in  the  English  Lake  District,  about  96  miles  from  Manchester. 
By  building  a  masonry  dam,  880  ft.  long  on  top  and  114  ft.  high  above 
the  lowest  part  of  the  foundation,  the  surface  of  the  lake  was  raised  50 
ft.  and  its  storage  capacity  increased  to  about  8,131,000,000  Imp.  gals. 

The  aqueduct,  which  was  designed  for  a  maximum  discharge  of 
50,000,000  Imp.  gals,  per  day,  has  a  length  of  95|  miles  from  the  lake  to 
the  city.  It  consists  of  14|  miles  of  tunnels,  36J  miles  of  cut-and-cover 
work,  and  45  miles  of  siphons  of  cast  iron  pipes.  Each  siphon  is  to  be 
eventually  composed  of  several  lines  of  pipes.  Only  one  line  of  pipe 
was  laid  as  the  first  instalment.  Each  of  the  first  two  siphons  is  to 
have  three  lines  of  48-in.  pipes,  for  the  full  capacity  of  the  aqueduct,  but 
the  other  siphons  are  to  consist  of  five  lines  of  40-in.  pipes,  except  for 
the  last  13  miles  of  the  aqueduct  to  the  Prestwich  reservoir,  where  the 
diameter  of  the  pipes  is  reduced  to  36  ins.,  as  a  greater  fall  is  available. 
Each  siphon  is  connected  at  each  end  to  the  masonry  cohduit  by  a  small 
masonry  chamber.  Armstrong  automatic  gates  are  placed  in  these 
chambers  for  each  pipe-line. 

The  aqueduct  begins  at  the  lake  with  a  tunnel.  At  a  distance  of 
300  ft.  from  the  inlet,  a  circular  straining  well  is  constructed.  It  was 
sunk  65  ft.  through  solid  rock,  and  was  lined  with  concrete.  The  well  is 
37^  ft.  in  diameter  at  the  bottom  and  40§  ft.  at  the  top,  the  reduction 
in  diameter  being  made  in  two  off-sets.  On  the  lake  side  of  the  well, 
a  rectangular  valve-shaft  was  sunk  to  the  same  depth  as  the  well  and 

*  "The  Thirlmere  Works  for  the  Water  Supply  of  Manchester,"  by  George 
Henry  Hill  in  Proc.  Inst.  C.  E.,  1895,  CXXVI,  p.  2. 
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was,  also,  lined  with  concrete.  The  tunnel  ends  at  the  valve-shaft  and 
the  water  is  conveyed  from  this  shaft  to  the  straining  well  by  a  42-in. 
cast  iron  pipe,  controlled  by  two  gate-valves.  The  water  is  deUvered  in 
the  straining  well  on  the  outer  side  of  an  octagonal  screen  of  strainers, 
22  ft.  in  diameter  and  16  ft.  high.  The  aqueduct  (Fig.  168)  is  built 
from  the  straining  well  in  tunnel  for  about  3  miles.  The  cut-and- 
cover  portion  of  the  aqueduct  is  carried  across  streams  on  masonry 
bridges,  at  which  waste  weirs  and  blow-off  gates  are  provided.  The 
grade  of  the  aqueduct,  except  at  the  siphons,  is  20  ins.  per  mile.  Man- 
holes with  ventilators  are  constructed  at  intervals  of  about  J  mile. 

The  Thirlmere  Water  Works  were  designed  and  constructed  under 
the  direction  of  George  Henry  Hill,  chief  engineer. 


*  i 


TU  N  N  ELLI N6  CUT  AN  D  COVER 

Fig.  168.  —  The  Thirlmere  Aqueduct. 

266.  Birmingham,  England,'*'  secured,  in  1894-1906,  a  supply  of 
water  from  the  Elan  and  Claerwen  Rivers,  tributaries  of  the  Wyem,  in 
central  Wales.  The  city  purchased  practically  the  whole  water-shed  of 
these  streams  above  their  confluence,  which  is  inaccessible,  almost  un- 
inhabited, and  forms  an  ideal  collecting  ground  for  a  supply  of  pure, 
soft  water. 

The  water  from  this  drainage  area  is  collected  in  several  storage 
reservoirs.  The  outlet  from  the  lowest  reservoir  is  controlled  by  a 
valve-tower,  constructed  somewhat  similar  to  the  Vymwy  tower.  From 
the  valve-tower  the  water  is  conveyed  by  a  circular  rock  tunnel,  8  ft. 
in  diameter  and  about  7000  ft.  long,  to  filter-beds,  where  it  is  dis- 
charged into  an  open  channel,  passing  along  the  side  of  the  filter-beds. 
After  being  filtered,  the  water  flows  through  a  measuring  chamber  and 
then  into  the  main  aqueduct,  which  conveys  it  to  a  receiving  reservoir 


♦  "The  Engineer,"  London,  Sept.  9,  1898,  p.  243;  Oct.  12,  1900,  p.  362;  July 
22,  1904,  p.  77. 
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at  Frankley,  near  the  city.  The  aqueduct,  which  is  73j  miles  long,  is 
built  for  23f  miles  as  cut-and-cover  work,  for  12  miles  in  tunnel,  and  for 
37§  miles  as  siphons,  each  of  which  is  to  consist  ultimately  of  6  parallel 
lines  of  cast  iron  pipes,  44  ins.  in  diameter.  Only  two  lines  of  pipes  were 
laid  originally  in  each  siphon.  The  longest  tunnel  has  a  length  of  4| 
miles  and  a  grade  of  1  in  3016.  The  longest  siphon  is  built  across  the 
valleys  of  the  Severn  and  Stour.  It  is  about  17  miles  long,  has  a  dip  of 
547  ft.,  and  a  grade  of  1  in  1600.  For  the  cut-and-cover  work  the  grade 
is  1  in  4000.  The  average  fall  for  the  whole  aqueduct  is  1  in  2276.6. 
The  conduit  has  a  maximum  delivery  of  75,000,000  Imp.  gals,  per 
day. 

266.   Engineers.  —  The  works  described  above  were  planned  and 
carried  out  by  William  Gray,  the  engineer  in  charge  of  the  water  works 


Fia.  169.  —  The  Dhuys  Aqueduct. 
(Dimensions  in  Meters.) 


Fig.  170.  —  The  Vanne  Aqueduct. 
(Dimensions  in  Meters.) 


of  the  city,  and  James  Mansergh,  M.  Inst.  C.  E.,  acting  as  consulting 
engineer. 

267.  Paris,  France,  has  a  double  water  system,  spring  water  being 
distributed  for  domestic  consumption,  while  river  water  is  used  for 
pubUc  purposes.  The  domestic  supply  is  conveyed  by  four  aqueducts, 
described  briefly  below. 

268,  The  Dhuys  aqueduct*  (Fig.  169)  was  built  in  1863-66  to  obtain 
a  water  supply  from  three  springs,  about  80  miles  east  of  the  city,  the 
lowest  of  which  is  394  ft.  above  the  level  of  the  sea.  Some  additional 
springs  were  diverted  later  into  the  aqueduct.  The  conduit  is  built, 
according  to  different  types  of  construction,  as  follows: 

♦  "Les  Eaux  Nouvelles,"  by  M.  Belgrand,  p.  100;  Paris,  1882. 
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Miles 

Cut-and-cover  conduit 63 .  34 

Tunnels 7.58 

Siphons 10.50 

Total 81.48 

The  aqueduct  has  22  tunnels;  21  siphons,  each  consisting  of  a  single 
line  of  cast  iron  pipe,  3.28  ft.  in  diameter;  21  bridges;  216  manholes, 
built  of  dry  masonry,  1640  ft.  apart;  and  46  gate-houses,  to  control  the 
flow  of  the  water.  It  begins  at  a  large  inlet  gate-house  having  a  well 
into  which  the  water  from  the  different  springs  is  led  in  cast  iron  pipes. 
For  about  2.4  miles  from  this  gate-house,  the  aqueduct  is  built  as  a 
double  conduit  to  the  up-stream  gate-house  of  the  first  siphon.  From 
the  down-stream  gate-house  of  this  siphon  the  aqueduct  consists,  for 
about  7500  ft.,  of  a  masonry  conduit  having  an  egg-shaped  cross-section, 
3.94  ft.  wide  by  5.38  ft.  high.  At  the  end  of  this  section  water  from 
additional  springs  is  led  into  the  aqueduct  and  its  cross-section  is,  there- 
fore, enlarged  to  a  width  of  4.59  ft.  and  a  height  of  5.77  ft. 

The  grade  of  the  aqueduct  is  uniformly  1  in  10,000,  except  on  the 
siphons  where  it  is  increased  to  5.5  in  10,000.  The  water  obtained  by 
this  aqueduct  —  about  5,000,000  to  6,000,000  gals,  per  day  —  is  dis- 
chargied  into  the  upper  basin  of  the  2-story  service-reservoir  of  Menil- 
montant,  the  lower  basin  being  used  for  storing  water  from  the  river 
Marne,  for  pubUc  purposes  (p.  353). 

The  aqueduct  was  built  according  to  the  plans,  and  under  the  direction 
of,  M.  Belgrand,  for  many  years  chief  engineer  of  the  Waterworks  of 
Paris. 

269.  The  Vamne  aqueduct  *  (Fig.  170)  was  built  in  1867-77,  to  obtain 
a  supply  of  water  from  springs  in  the  water-shed  of  the  river  Vamne, 
located  about  85  miles  southeast  from  Paris.  The  city  bought  most  of 
the  available  springs  in  this  water-shed,  and  laid  pipes,  or  built  egg- 
shaped  masonry  feeder  conduits,  2.62  by  3.51  ft.  or  4.59  by  5.74  ft.,  to 
deliver  the  water  into  the  Vamne  aqueduct.  Some  of  the  springs  are 
260-460  ft.  above  tide,  but  others  are  at  lower  levels,  and  their  water 
has  to  be  pumped  into  the  conduit. 

The  water  of  the  springs  is  delivered  by  an  auxiUary  conduit,  called 
the  collector,  to  the  main  aqueduct.  The  collector,  which  is  12.66  miles 
long,  is  built  in  the  same  manner  as  the  main  aqueduct  with  tunnels, 
arcades  and  siphons,  but  with  a  steeper  grade,  namely,  2  in  10,000.  Its 
diameter  is  5.58  ft.  for  the  upper  part  and  5.90  ft.  for  the  lower  part. 
The  walls  of  the  collector  are  uniformly  8  ins.  thick,  and  are  plastered, 
on  the  inside,  with  cement  mortar,  f  in.  thick. 

*  "  Les  Eaux  Nouvelles,"  by  M.  Belgrand,  p.  146;  Paris,  1882. 
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The  main  aqueduct  consists  of  the  following  parts: 

Miles 

Cut-anii-covcr  conduit 35,25 

Tunnels 23.68 

Arcades 15.42 


Fia.  171.  —  Avre  Aqueduct  in  Trench.       Fia.  171a.  —  Avre  Aqueduct  in  TunneL 
(Dimen^oDS  in  Meters.) 


Fio,  172.  —  Avre  Aqueduct  in  Cut-and-Cover  Work. 
(Dimensions  in  Meters.) 

The  masonry  conduit  has  a  circular  cross-section,  the  diameter  for 
the  upper  part  being  6.56  ft.  and,  for  the  lower  part,  6.89  ft.,  exclusive 
of  a  cement  coating,  f  in.  thick,  plastered  on  the  inside  of  the  conduit. 
The  grade  of  the  conduit  is  1.3  in  10,000  as  far  as  Orige,  and  1  in  10,000 
for  the  remaining  distance  to  Paris. 
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Many  of  the  siphons  are  supported  on  arcades  having  a  single  or  a 
double  tier  of  arches.  The  longest  siphon,  which  has  a  length  of  2.32 
miles,  is  carried  by  162  masonry  arches.  The  manholes  and  gate-houses 
are  similar  to  those  of  the  Dhuys  aqueduct.  The  water  is  deUvered  into 
the  Montsouris  reservoir  in  Paris  at  an  elevation  of  262.4  ft.  above  tide. 

The  aqueduct  was  biiilt  according  to  the  plans,  and  under  the  direction 
of,  M.  Belgrand,  chief  engineer  of  the  Waterworks  of  Paris. 

270.  The  Avre  aqueduct*  (Figs.  171-173)  was  built  in  1891-1893  to 
bring  to  the  city  water  from  6  springs,  located  about  60  miles  west  of 
Paris.  The  quantity  of  water  which  the  city  is  authorized  to  draw  from 
these  springs  is  limited  to  338  gals,  per  second.  The  waters  of  the 
springs  are  collected  by  two  auxiliary  conduits,  about  4600  and  5600  ft. 


In  Cut.  In  Trench. 

Fig.  173.  —  Loring  and  Lunain  Aqueduct. 
(Dimensions  in  Meters.) 

long  respectively,  which  converge  at  the  inlet  gate-house  of  the  aque- 
duct. 
The  main  aqueduct  is  composed  of: 

Miles 

Cut-and-cover  conduits 40. 51 

Tunnels 15.83 

Siphons 4 .  65 

Arcades 2 .  42 

Total 63.41 

The  aqueduct  has  a  circular  cross-section,  the  thickness  of  the  masonry 
being  about  9  ins.  For  the  first  11.8  miles,  the  diameter  of  the  conduit 
is  5.58  ft.,  and  the  grade  is  4  in  10,000.  For  the  remaining  distance,  the 
diameter  is  5.90  ft.,  and  the  grade  is  3  in  10,000,  the  total  fall  being 
129.17  ft. 

♦  "  Annales  des  Fonts  et  Chaussto,"  2.  Trimestre,  1902,  p.  131. 
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Each  siphon  consists  of  two  lines  of  cast  iron  pipes,  3.28  ft.  in  diameter, 
laid  16.4  ft.  apart,  and  3.28  ft.  below  the  surface  of  the  ground.  The 
two  lines  of  pipe  deliver  about  40,000,000  gals,  per  day.  The  aqueduct 
has  the  same  system  of  gate-houses  and  manholes  that  was  adopted  for 
the  earUer  conduits. 

The  works  were  built  by  M.  Bien venue,  chief  engineer,  under  the 
direction  of  M.  Humbolt,  general  inspector. 

271.  Loring  and  Lunain  aqueduct*  (Figs.  173  and  174),  constructed 
in  1898-1902,  obtains  its  supply  from  springs  in  the  water-sheds  of  the 
Loring  and  Lunain  Rivers.  These  springs  are  all  too  low  for  a  gravity 
supply.    The  waters  of  the  springs  are  conveyed  by  small  conduits  to  a 


aso. 


Fig.  174.  —  Loring  and  Lunain  Aqueduct  in  Cut-and-Cover  Work. 

(Dimensions  in  Meters.) 

pumping  station  at  Sorques,  at  the  edge  of  the  forest  of  Fontaine- 
bleau,  and  pumped  to  an  elevation  of  134.48  ft.  above  tide. 

The  main  aqueduct  begins  at  the  pumping  station,  and  is  built  for 
the  first  46.6  miles  practically  parallel  with  the  Vamne  aqueduct,  the 
two  conduits  being  generally  about  10  meters  (32.8  ft.)  apart.  The  new 
aqueduct  is  at  first  on  the  west  side  of  the  Vanne  conduit,  but  crosses 
it  twice,  nearer  the  city,  and,  before  reaching  the  city,  it  diverges  from 
the  older  conduit. 

The  aqueduct  is  a  circular  conduit  having  an  inner  diameter  of  8.2  ft. 
in  the  clear.  The  masonry  of  the  conduit  is  9^  ins.  thick,  and  is 
plastered  on  the  inside  with  f  in.  coating  of  cement  mortar.  When  the 
aqueduct  is  utilized  to  its  full  capacity,  it  will  deliver  about  47,500,000 
gals,  per  day. 

*  "Annales  des  Fonts  et  Chaussdes,"  3.  Trimestre,  1905,  p.  5. 
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272.  Aqueducts  of  Vienna,  Austria.  —  The  first  of  these  conduits  — 
called  the  Emperor  Francis  Joseph  High  Springs  aqueduct  (Fig.  175)  — 
was  constructed  in  1868-73  to  convey  the  water  of  two  large  springs  in 
the  foot-hills  of  the  Styrian  Alps  to  Vienna,  The  springs  are,  respec- 
tively, 1196  ft.  and  913  ft.  above  sea-level.  A  covered  masonry  chajnber 
was  constructed  at  each  spring,  to  collect  its  water  and  that  of  water 
veins  nearby  Including  the  branch  conduit  to  the  lower  spnng,  the 
aqueduct  has  a  total  length  of  58  86  miles  It  termmates  at  a  receivmg 
reservoir,  built  at  the  southern  boundary  of  the  city  The  grades  vary 
on  different  portions  of  the  conduit  from  1  in  310  to  1  in  2200  In  all 
parts,  the  aqueduct  is  made  large  enoi^h  to  be  passable,  for  inspection 
and  repairs 


Fig    175  —  Aqueduct  ot  Vienna  built  1868-73 
(Dimensions  in  Meters ) 

With  the  exception  of  9  per  cent  of  its  length  in  tunnela  and  about 
5  per  cent  m  aqueduct  bridges  at  vallej  crossmg,  the  aqueduct  is  budt 
as  cutr-and-cover  work  In  connection  with  the  aqueduct,  2  4  miles 
of  retainii^  walls,  22  culverts,  and  10  bridges  had  to  be  bmlt  From 
the  receivmg  reservou-s  the  water  la  conveyed  by  2  lines  of  36-in  cast 
iron  pipes  to  3  covered  service-reservoirs,  built  of  masonry  and  turfed 
over. 

The  plans  of  the  aqueduct  and  the  distribution  system  in  the  cil^ 
were  prepared  by  Karl  Junker  and  Karl  Gabriel.  The  former  had 
charge  of  the  construction  of  the  aqueduct,  as  chief  engineer,  and  the 
latter  was  chief  engineer  of  the  distributing  system  to  1865,  when  he 
resigned  and  was  succeeded  by  Otto  Wertheim. 

Karl  Mihatach,  who,  as  chief  engineer  of  the  Municipal  Bureau  of 
Buildings,  had  a  great  deal  to  do  with  the  design  of  the  works,  wrote 
a  very  comprehensive  description  of  the  aqueduct  and  distributing 
system.* 

"  "Der  Bau  der  Wiener  Kaiser  Franz  Joseph  Hoch  Quellen  Waaserleitung,"  von 
Karl  Mihatsch,  Obeiingenieur  des  Stadtbauamtee,  etc.,  Wien,  1881. 
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The  supply  of  water  furnished  by  the  two  springs  mentioned  above 
soon  became  insufficient  for  the  rapidly  growing  population  of  Vienna. 
An  additional  supply  was  obtained  by  extending  the  aqueduct  so  as  to 
obtain  water  from  other  springs,  which  were  connected  by  pipe-lines  or 
short  tunnels  with  the  aqueduct,  and  by  pumping  ground-water  into  the 
conduit.  Even  with  these  additions  the  water  supply  was  not  large 
enough  for  the  city,  and  the  construction  of  a  second  aqueduct  was 
decided  upon.  The  new  conduit,  which  draws  its  supply  from  an  addi- 
tional water-shed,  was  built  in  1901-1910. 

273.  The  second  Emperor  Franz  Joseph  High  Springs  aqueduct  *  was 
built  in  1901-10.  As  originally  constructed,  it  is  composed  of  the  fol- 
lowing parts: 

Miles 

Masonry  conduit 51 .  69 

Tunnels 43.92 

Siphons 12.80 

Aqueduct  bridges 2 .  73 

Pipes,  etc 2.23 

Total 113.37 

The  conduit  terminates  in  a  masonry  chamber,  on  a  hill  in  the  city, 
which  is  connected  with  a  new  service-reservoir,  and,  also,  with  the 
older  basins. 

The  plans  for  the  second  aqueduct  were  prepared  under  the  direction 
of  Francis  Berger,  Director  of  the  Bureau  of  Buildings  of  Vienna.  He 
was  assisted  by  engineers  Sykora,  Kinger,  and  Winterberg,  who,  later, 
had  charge  of  the  construction  of  the  works. 

274,  The  Old  Croton  Aqueduct-f  —  In  1837^2  the  city  of  New 
York  built  an  aqueduct,  about  41  miles  long,  to  obtain  a  supply  of  water 
from  the  Croton  River,  an  affluent  of  the  Hudson  River.  By  building 
a  masonry  dam,  about  50  ft.  high,  a  reservoir  storing  600,000,000  gals, 
was  formed.  The  aqueduct  —  known  now  as  the  old  Croton  aqueduct 
—  was  built,  from  an  inlet  gate-house  at  the  reservoir  to  a  receiving 
basin  of  180,000,000  gals,  capacity,  as  a  masonry  conduit,  with  the 
exception  of  two  siphons  of  pipes,  one  across  the  Harlem  River  on  top 
of  High  Bridge  (Plate  V),  and  the  other  across  Manhattan  Valley. 
From  this  reservoir  the  water  was  conveyed  by  3  lines  of  36-in.  cast  iron 
pipes  to  a  distributing  reservoir,  constructed  on  Murray  Hill,  then 
beyond  the  north  boundary  of  the  city. 

*  "  Oesterreichische  Wockenschrift  fUr  den  offentlichen  Baudienst "  fUr  1903  (Heft 
42  S.  672  und  Heft  29  S.  467). 

t  "  Description  of  the  New  York  Croton  Aqueduct,"  by  F.  Schramke,  New  York, 
1846. 
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The  masonry  conduit  (Fig.  176)  was  generally  built  as  cut-and-cover 
work.  As  a  protection  against  frost,  the  conduit  was  covered  with 
3-4  ft.  of  earth.  For  an  aggregate  lei^h  of  6841  ft.,  it  was  built  in 
short  tunnels,  driven  through  spurs  of  ridges.  At  the  crossing  of  valleys 
the  conduit  was  carried  by  walls  of  dry  rubble,  11-15  ft.  wide  on  top, 
and  having  on  each  side  an  earthen  embankment,  formed  in  layers, 
carefully  rolled,  and  brought  up  simultaneously  with  the  dry  wall.  This 
type  of  construction  caused  much  trouble  in  later  years,  when  the  aque- 
duct was  forced  to  convey  more  water  than  was  originally  intended. 
Leakage  frequently  occurred  at  the  embankment  and  caused  settling. 

The  grade  of  the  conduit  from  the  inlet  to  the  south  side  of  Man- 
hattan Valley  is  uniformly  13j  ins.  per  mile,  except  for  a  short  distance 


OLD  CRpTON 

Area  £3  so.  Ft. 

Grade  Ufl:}erM!. 

Fig.  176.  —  The  Old  Croton  Aqueduct. 
(Built  1837-42.) 

at  the  inlet  and  at  the  two  siphons,  where  additional  heads,  of  2  and  3  ft. 
respectively,  were  allowed.  From  the  south  aide  of  this  valley  to 
the  receiving  reservoir,  the  grade  was  reduced  to  9  ins.  per  mile.  This 
part  of  the  conduit  was  replaced  in  later  years  by  cast  iron  mains. 

Two  hnes  of  36-in,  cast  iron  pipes  were  laid  originally  across  High 
Bridge  in  a  masonry  vault.  Provision  was  made  for  two  additional 
lines  of  pipes  of  the  same  diameter,  but,  instead  of  them,  one  riveted 
wrought  iron  pipe,  dO|  ins.  in  diameter,  was  placed  in  1860-62  on  the 
bridge  between  the  two  lines  of  cast  iron  pipes.  Additional  pipe-lines 
have,  also,  been  laid  across  Manhattan  Valley. 

At  six  suitable  places  on  the  line  of  the  aqueduct,  gate-houses  with 
waste-weirs  and  blow-ofif  gates  were  constructed,  and  ventilator  shafts 
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were  built  at  intervals  of  a  mile.  The  surface  drainage  was  passed  under 
or  over  the  conduit  by  114  culverts,  with  spans  of  18  ins.  to  25  ft. 

The  conduit  is  carried  across  Sing  Sing  Kill  on  a  masonry  arch  of 
88  ft.  span  and  33  ft.  rise,  and  across  the  Harlem  River,  on  High  Bridge. 

By  the  construction  of  a  high  masonry  dam  across  the  Croton  River, 
below  the  old  dam,  the  high  water  mark  of  the  old  reservoir  has  been 
raised  about  30  ft.  The  flow  through  the  aqueduct  described  above  is 
now  controlled  in  a  gate-house  built  at  the  new  dam,  or  in  a  large  gate- 
house, constructed  on  a  bluff  near  the  site  of  the  old  dam,  to  regulate 
the  flow  through  the  two  Croton  aqueducts. 

The  preliminary  studies  and  surveys  for  the  old  aqueduct  were  made 
under  the  direction  of  Major  D.  B.  Douglass,  and  the  works  were  exe- 
cuted under  the  supervision  of  J.  B.  Jervis,  chief  engineer. 

276.  The  New  Croton  aqueduct*  was  built  in  1885  to  1891,  to  ob- 
tain an  additional  supply  of  water  from  the  Croton  River  for  the  city 
of  New  York.  To  secure  the  required  quantity  of  water,  a  number  of 
storage  reservoirs  were  built,  in  succession,  on  the  affluents  of  the  Croton 
River,  and  the  capacity  of  the  original  reservoir  on  the  Croton  River 
was  increased  to  about  34,000,000,000  gallons,  by  building  a  high 
masonry  dam  across  the  valley  of  the  river,  about  3  miles  below  th0  first 
dam.  The  aqueduct  begins  at  a  large  inlet  gate-house,  built  at  the 
Croton  reservoir. 

276.  The  inlet  gate-house  (Figs.  177  to  177d)  was  built  on  the  south 
side  of  the  Croton  River  on  the  rocky  hill-side,  just  below  the  old 
dam.  This  made  it  possible  to  supply  the  city  with  water  through  the 
new  aqueduct,  during  the  long  delay  that  occurred  before  the  new 
Croton  dam  was  built.  To  provide  the  space  required  for  the  large 
gate-house,  an  area  of  about  90  by  100  ft.  had  to  be  excavated  to  a  depth 
of  90  to  160  ft. 

The  gate-house  has  five  inlets:  The  by-pass,  624  ft.  long,  connecting 
it  with  the  reservoir  above  the  old  Croton  dam;  a  surface,  a  middle 
and  a  bottom  inlet,  which  are  short  circular  conduits  drawing  water 
at  different  elevations  at  the  gate-house;  and  a  connection  with  the  old 
Croton  aqueduct  through  which  water  can  be  drawn  into  the  gate-house 
from  a  small  gate-house,  built  at  the  new  Croton  dam,  three  miles 
further  down-stream.  The  inlets  are  14  ft.  in  diameter,  except  the 
connection  with  the  old  Croton  aqueduct,  which  has  a  diameter  of  8.5  ft. 

The  aqueduct  begins  in  the  southwest  corner  of  the  gate-house,  with 
its  invert  60  ft.  below  the  flow-line  of  the  new  reservoir.    As  the  aqueduct 

*  Reports  of  the  Aqueduct  Commissioners,  City  of  New  York,  1887,  1895,  and 
1907;  also,  "The  Water  Supply  of  the  City  of  New  York,  1658-1895,"  by  Edward 
Wegmann,  C.E.,  New  York,  1896. 
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Fig.  1776.  — Inlet  Gate-house  of  New  Croton  Aqueduct. 
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is  built  for  the  first  23  miles  as  a  gravity  conduit,  the  head  of  the  water 
in  the  reservoir  is  gradually  reduced  in  the  gate-house  by  three  or 
four  sets  of  sluice-gates,  placed  in  the  cross-walls  of  the  gate-house  so  as 
not  to  subject  the  aqueduct  to  pressure.  The  amount  of  opening  of  the 
different  sets  of  sluice-gates  is  regulated  so  that  the  water  will  be  about 
8  or  9  ins.  below  the  crown  of  the  aqueduct  at  its  inlet. 

The  main  walls  and  principal  cross-walls  divide  the  substructure  of 
the  gate-house  into  ten  water-chambers  and  a  pump-chamber.  Brick 
cross-walls,  having  arched  openings,  are  built  in  some  of  the  water 
chambers,  to  strengthen  the  principal  walls. 

Water  flowing  through  any  one  of  the  inlets  passes  first  into  a  small 
chamber  which  is  gradually  widened  to  make  room  for  the  first  set  of 
sluice-gates.  At  its  entrance,  12  by  12  in.  vertical  grooves  are  cut 
in  the  side  walls  for  stop-planks  or  drop-gates,  made  of  wood  and  iron. 
From  the  first  chamber,  the  water  flows  through  sluice-gates  into  a 
second  chamber,  and  then  through  another  set  of  sluice-gates  to  the  main 
water-chamber,  which  occupies  a  space  of  28  by  30  ft.  From  here  the 
water  passes  through  a  third  set  of  sluice-gates  into  a  large  chamber  on 
the  northwest  corner  of  the  building,  where  a  curved  wall  turns  the  water 
at  right  angles  with  the  former  direction.  The  water  flows  next  through 
a  fourth  set  of  sluice-gates  into  the  screen-chamber,  from  which  it  passes 
through  vertical  screens,  made  of  No.  10  brass  wire  netting  (j-in.  mesh 
or  opening)  and  fastened  by  brass  screws  to  4  by  8  ft.  oak  frames,  into 
the  aqueduct. 

The  screen-chamber  has,  also,  a  second  set  of  sluice-gates  at  right 
angles  to  the  first  set.  By  this  arrangement,  water  drawn  from  the  by- 
pass or  surface  inlet  can  flow  into  the  screen-chamber  without  passing 
through  the  main  water-chamber.  In  this  case,  however,  only  three 
sets  of  sluice-gates  are  available  for  reducing  the  head  of  the  water.  By 
means  of  stop-planks,  the  screen-chamber  can  be  separated  from  the 
adjoining  water-chambers. 

In  order  to  relieve  the  pressure  on  the  first  set  of  sluice-gates,  when 
the  gate-house  is  empty,  12-in.  iron  pipes,  provided  with  stop-gates,  are 
placed  in  the  first  cross-walls  of  each  inlet,  32.5  ft.  below  the  flow-line 
of  the  reservoir. 

Thirty-eight  3-  by  6-ft.  sluice-gates  are  required  for  the  gate-house, 
which  controls  not  only  the  flow  into  the  new  aqueduct,  but  can,  also, 
regulate  the  flow  into  the  old  aqueduct.  The  latter  can,  however,  also 
draw  a  supply  through  a  small  gate-house,  built  on  the  new  Croton  dam, 
about  3  miles  further  down-stream. 

The  water  chambers  are  paved  with  granite  blocks,  and  a  drainage 
system  is  provided  for  emptying  the  gate-house.    The  drainage  water  is 
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pumped  out  of  a  sump  into  the  aqueduct  by  a  9-in.  anti-friction  centrif- 
i:^  pump,  operated  by  30§-in.  turbine.  Iron  ladders  are  attached 
to  tlie  side  walls  of  most  of  the  water-chambers. 

277.  The  aqueduct  is  constructed  from  the  inlet  gate-house  to  a  ter- 
minal gate-house  on  Manhattan  Island,  New  York  —  a  distance  of  32 
miles — entirely  in  tunnel,  with  the  exception  of  about  5900  lineal  ft. 
of  conduit,  which  was  built  in  trenches.  For  about  25  miles  from  the 
inlet  gate-house,  the  aqueduct  is  built  as  a  gravity  conduit  with  a  horse- 
shoe cross-section  (Fig.  I77d)  and  a  grade  of  0.7  ft.  per  mile,  with  the 
exception  of  a  stretch  of  1135  ft.  under  a  swamp  where  the  aqueduct  is 
built  as  a  pressure-tunnel,  14  ft.  in  diameter.  This  part  of  the  aqueduct 
has  a  capacity  of  300,000,000  gals,  per  day.     It  is  connected  with  a  large 


Fig.  177d.  —  New  Croton  Aqueduct  (Gravity-tunnel). 


receiving  reservoir,  known  as  the  Jerome  Park  reservoir,  which  was 
buOt  in  the  northern  part  of  the  city. 

From  this  reservoir  to  the  terminus  on  Manhattan  Island  —  a  distance 
of  6.94  miles  —  the  aqueduct  is  constructed  as  a  pressure  tunnel  (Fig. 
177e),  12i  ft.  in  diameter,  except  under  the  Harlem  River,  where  the 
diameter  is  reduced  to  10^  ft.  The  capacity  of  this  part  .of  the  aqueduct 
is  250,000,000  gals,  per  day. 

The  aqueduct  tunnel  was  driven  from  40  shafts  and  2  inclines.  It 
was  lined  throughout  with  brickwork,  backed  by  rubble  masonry  or 
concrete.  In  the  part  that  is  not  under  pressure,  weepers  admit  the 
ground  water,  which  adds  about  4,000,000  gals,  per  day  to  the  supply 
drawn  from  the  inlet  gate-house. 
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Three  blow-off  gate-houses,  each  having  an  overflow-weir  for  regulat- 
ing the  depth  of  the  water  in  the  aqueduct,  were  built  at  water  courses 
that  crossed  the  line  of  the  aqueduct. 

278.  The  terminal  gate-house  (Figs.  177/  and  177gf)  of  the  aqueduct 
at  135th  Street  and  Convent  Ave.,  in  the  city  of  New  York,  consists 
of  a  masonry  substructure,  containing  the  water-chambers,  sluice- 
gates, etc.,  and  of  a  fine  masonry  superstructure.  The  main  build- 
ing, which  is  about  53  by  79  ft.  in  plan,  connects  the  new  aqueduct 
with  eight  lines  of  48-in.  mains,  which  are  joined  to  the  distributing 
pipe  system  as  explained  below.  An  annex  on  the  west  side  of  the 
building  is  connected  by  a  short  masonry  conduit  with  the  old  Croton 
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Fig.  177e.  —  New  Croton  Aqueduct  (Pressure-tunnel). 

aqueduct,  which  is  near  the  gate-house,  and  by  four  48-in.  mains  with 
the  distributing  pipes. 

The  main  water  chamber  is  69.5  ft.  long,  14  ft.  wide,  and  43.5  ft.  deep, 
below  the  floor  of  the  building.  It  is  connected  with  the  new  aqueduct 
by  a  brick-lined  well,  12j  ft.  in  diameter  and  about  40  ft.  deep,  sunk  at 
the  northeast  comer  of  the  gate-house.  The  junction  of  the  tunnel  and 
the  well  is  rounded  off  by  a  goose-neck  turn.  A  central  granite  pier, 
about  12  ft.  long,  3  ft.  wide,  and  43J  ft.  high,  divides  the  inlet  from  the 
well  into  two  water  passages,  which  may  be  shut  off  by  stop-planks,  for 
which  grooves  are  provided  in  the  masonry.  Seven  piers,  built  of 
granite  dimension-stone  on  the  south  side  of  the  water-chamber,  form 
eight  small  chambers,  to  each  of  which  one  of  the  water  pipes  is  connected. 
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Fia.  1,  — Tcnnintd  Gate-house  of  New  Croton  Aqueduct. 


Fio.  2,  —  Pipe-line  of  New  Croton  Aqueduct. 
(S  lin<>H  of  IS-iiich  cost  iroii  pii>cs.) 
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Pro.  177ff. — Section  of  Terminal  Gate-house  of  New  Croton  Aqueduct. 
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The  piers  are  2^  ft.  wide,  9  ft.  long,  and  are  spaced  6^  ft.  apart,  in  the 
clear.  They  are  carried  up  from  the  paving  of  the  water-chamber  to 
the  floor  of  the  building.  The  north  ends  of  the  piers  are  joined  by 
semi-circular  brick  arches,  upon  which  a  brick  wall,  16  ins.  thick,  is 
carried  up  to  the  floor  of  the  building.  Two  sets  of  grooves  are  cut  on 
each  face  of  each  pier,  and  corresponding  grooves  are  cut  in  the  waUs 
of  the  building  opposite  the  end  piers.  One  set  of  grooves  is  used  for 
screens,  and  the  other  for  stop-planks.  The  screens  have  3-  by  4-in.  oak 
frames,  fastened  together  by  brass  screws,  and  covered  with  wire  netting 
made  of  No.  10  brass  wires,  spaced  J  in.  apart.  The  stop-planks  are 
made  of  6-  by  12-in.  yellow  pine  pieces,  the  ends  being  trinamed  to  fit 
the  grooves  (p.  247). 

The  pipe  chambers  are  closed  on  the  south  side  by  a  wall,  6  ft.  wide 
at  the  base  and  4  ft.  wide  at  the  top,  which  separates  the  water  chamber 
from  a  vault  in  which  a  gate-valve  is  provided  for  each  of  the  eight  lines 
of  water  mains.  Cast  iron  reducers,  placed  in  the  waU  and  connected 
with  the  gate-valves,  form  the  inlets  of  the  pipe-Unes.  A  2-  by  5-ft. 
sluice-gate,  set  in  front  of  each  reducer,  and  operated  by  means  of  a 
hand-wheel  or  capstan  bars  from  the  floor  of  the  building,  controls  the 
flow  of  water  into  the  water  main.  From  the  above  description,  it  will 
be  seen  that  three  means  of  shutting  oflf  the  water  are  provided  for  each 
pipe-hne,  viz.:  a  sluice-gate,  a  gate-valve,  and  stop-planks. 

The  eight  water  mains  laid  in  connection  with  the  new  Croton 
aqueduct  were  placed  at  a  considerable  depth  at  the  gate-house,  so  as 
to  be  able  to  drain  the  receiving  reservoir  at  Jerome  Park,  mentioned 
above.  As  the  old  water  pipes  are  only  about  4  ft.  below  the  surface  of 
the  street,  the  water  chamber  in  the  annex,  which  is  31  ft.  long  and  65 
ft.  wide,  was  built  at  a  higher  elevation  than  the  main  water  chamber. 
The  arrangements  in  the  former  chamber  as  regards  sluice-gates,  gate- 
valves,  etc.,  are  exactly  hke  those  in  the  latter.  Both  chambers  are 
paved  with  granite  blocks,  18  ins.  deep,  placed  on  a  concrete  foundation, 
and  are  faced  with  granite  masonry.  Cast  iron  ladders,  attached  to  the 
side  walls,  give  access  to  the  bottom  of  the  water  chambers,  when  the 
water  is  shut  off.  The  gate-house  can  be  drained  by  means  of  a  sewer, 
which  was  built  for  this  purpose. 

279.  Over-flow  Weirs  and  Blow-offs,  —  At  three  places  between 
the  Croton  reservoir  and  Harlem  River,  gate-houses  were  constructed, 
each  having  an  overflow-weir  for  regulating  the  height  of  the  water  in 
the  aqueduct,  and  blow-off  gates  for  emptying  the  conduits.  These 
gate-houses  were  all  constructed  on  the  same  general  plan  (Fig.  178). 
Each  has  a  substructure  consisting  of  a  masonry  chamber,  37  by  55  ft. 
in  the  clear,  and  about  20  ft.  high,  which  is  divided  by  an  overflow-weir, 
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Eio.  178.— Overflow  and  Blow-off  Gate-house  of  New  Croton  Aqueduct 

at  South  Yonkera,  N.  Y. 
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built  parallel  with  the  axis  of  the  aqueduct,  into  two  parts:  a  water 
chamber,  17  ft.  wide,  forming  part  of  the  aqueduct,  and  a  waste-chamber, 
about  9  ft.  wide,  which  receives  the  water  flowing  over  the  weir  or  dis- 
charged by  the  blow-oflf  gates,  and  deUvers  it  through  a  culvert  to  a 
brook  or  stream  nearby. 

The  walls  of  the  substructure  consist  of  rubble  masonry,  faced  with 
8  or  12  ins.  of  brickwork.  The  overflow-weirs  are  constructed  of 
granite  cut-stone  masonry.  Three  piers  divide  the  overflow-weir  into 
four  parts,  each  6  ft.  wide.  In  each  of  these  parts,  an  opening  for  a 
3-  by  4-ft.  blow-off  sluice-gate  is  provided.  Three  sets  of  4J-  by  4|-in. 
grooves  for  stop-planks  are  cut  in  the  piers,  and  opposite  to  them  in  the 
north  and  south  walls  of  the  substructure.  The  first  set  of  grooves  is 
used  for  stop-planks,  which  are  placed  on  top  of  the  overflow-weir,  for 
regulating  the  height  of  the  water  in  the  aqueduct.  The  other  two  are 
used  for  forming  a  dam  of  stop-planks  in  front  of  the  blow-off  gates, 
when  required  for  repairs.  The  stop-planks  are  made  of  6-  by  12-in. 
yellow  pine,  dressed  at  the  ends  to  fit  the  grooves.  When  they  are 
placed  in  the  grooves,  a  piece  of  tarred  cord  (marUne)  is  generally  tacked 
to  the  bottom  side  of  each  stop-plank,  in  order  to  make  the  joints  be- 
tween the  planks  as  water-tight  as  possible. 

Near  the  southerly  end  of  the  water-chamber,  a  central  pier,  3  ft. 
wide  by  11  ft.  long,  having  both  ends  rounded,  is  placed  in  the  middle 
of  the  water-channel,  and  divides  the  stream  into  two  currents,  each  7  ft. 
wide.  Grooves,  4^  by  4^  in.,  are  cut  in  the  sides  of  this  pier,  in  the  east 
wall  of  the  substructure,  and  in  one  of  the  overflow-piers,  for  stop-planks 
or  timber  drop-gates,  by  means  of  which  a  dam  can  be  quickly  formed 
across  the  water-channel.  In  this  manner,  the  section  of  the  aqueduct 
between  two  of  the  blow-off  gate-houses  can  be  separated  from  the  other 
parts  of  the  conduit,  and  emptied  by  the  blow-off  gates,  when  necessary 
for  repairs  or  inspection.  Each  of  the  cast  iron  sluice-gates  for  the 
blow-off  is  4  ft.  wide  and  has  two  stems. 

280.  Pipe-line  (Plate  VI,  Fig.  2).  —  Of  the  eight  lines  of  48-inch 
mains  which  form  part  of  the  aqueduct,  four  are  laid  from  the  135th 
Street  gate-house  to  a  large  receiving  reservoir  in  Central  Park  —  a  dis- 
tance of  2.38  miles.  A  small  gate-house,  built  at  the  reservoir,  controls 
the  outlet  of  these  pipes.  The  other  four  mains  are  laid  from  the  ter- 
minal gate-house  at  135th  Street  to  different  points  where  they  are 
connected  directly  to  the  distributing  system.  At  the  lowest  point  of 
the  pipe-line,  blow-off  gate-valves,  placed  in  a  masonry  vault,  are  con- 
nected with  the  different  lines  of  pipes. 

281.'  Distribution  of  Available  Head.  —  The  total  amount  of  avail- 
able head  for  the  aqueduct  when  the  reservoir  is  full,  is  33.70  ft.    This  is 
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distributed  as  follows,  the  capacity  of  the  gravity  conduit  being  300,000,- 
000  gals,  per  day,  and  that  of  the  other  part  of  the  aqueduct  being 
reduced  to  250,000,000  gals. : 


Part  of  aqueduct 

Length  in  miles 

Head  in  feet 

Gravity  conduit 

24.82 
7.17 

17.37 

Pressure  conduit 

6.33 

Loss  on  curves,  etc 

1.50 

Pipe-line 

2.38 

9.50 

34.37 

33.70 

As  the  pipe-Une  was  the  most  expensive  part  of  the  aqueduct,  it  was 
given  relatively  more  head  than  the  other  portions  of  the  conduit. 

282.  Engineers,  —  The  new  Croton  aqueduct  was  designed  and 
constructed  imder  the  direction  of  the  Aqueduct  Commission  of  the 
city  of  New  York.  B.  S.  Church  was  chief  engineer  from  1883  to  1888, 
when  he  was  succeeded  by  Alphonse  Fteley,  imder  whose  direction  the 
aqueduct  was  completed. 

283.  The  Catskill  Water  Works  *  were  constructed  in  1906-1918  to 
obtain  a  supply  of  water  from  the  Catskill  Moimtains  for  the  city  of 
New  York.  The  water-sheds  from  which  the  city  is  authorized  to  draw 
water  are:  Esopus,  257  sq.  miles;  Schoharie,  314  sq.  miles;  Rondout,  143 
sq.  miles;  and  Catskill,  200  sq.  miles,  including  several  small  contiguous 
areas.  These  water-sheds  aggregate  an  area  of  914  square  miles,  from 
which  a  minimum  of  760,000,000  gals,  can  be  obtained  even  in  a  series 
of  extraordinarily  dry  years.  The  region  is  sparsely  settled  and  fur- 
nishes a  very  pure  supply  of  soft  water. 

The  Esopus  water-shed  has  been  developed  by  the  construction  of 
the  Ashokan  reservoir,  and  the  Catskill  aqueduct  was  built  to  convey 
water  from  this  reservoir  to  the  city.  A  second  impounding  reservoir 
is  soon  to  be  constructed  on  the  Schoharie  Creek,  and  is  to  be  con- 
nected with  the  Esopus  Valley  by  a  tunnel,  11  ft.  3  ins.  high,  10  ft. 
3  ins.  wide,  and  about  18  miles  long. 

284.  The  Ashokan  reservoir  (Fig.  179)  on  Esopus  Creek  is  the  first 
impounding  reservoir  constructed  in  the  Catskill  Mountains  water-sheds. 
The  reservoir  was  formed  by  building  across  Esopus  Creek  at  OUve 
bridge  a  masonry  dam,  1000  ft.  long,  with  a  maximum  height  of  240  ft. 
above  the  foundation,  which  is  flanked  on  both  sides  by  earthen  dams, 
and  by  constructing  earthen  dikes  across  smaller  streams  and  at  depres- 

*  Annual  Reports  of  the  Board  of  Water  Supply,  city  of  New  York,  1906-17. 
Figs.  176  to  193  are  reproduced  from  cuts  given  in  these  reports. 
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sions  in  the  hills  bounding  the  reservoir.  It  hsis  an  available  storage 
capacity  of  about  128,000,000,000  gals,  A  dividing  dike  and  weir, 
2200  ft.  long,  divide  the  reservoir  into  an  east  basin  and  a  xeeat  basin 
which  have  their  flow-lines  respectively  at  Elevations  *  587  and  590. 
The  overflow  of  the  reservoir  is  discharged  over  a  waste-weir,  1000  ft. 
long,  on  the  boundary  of  the  east  basin,  into  a  small  affluent  of  Esopus 
Creek. 

286.  Outlel-^annels.  —  In  order  to  be  able  to  draw  down  the  reser- 
voir to  the  desired  depth,  a  deep  channel  had  to  be  excavated  in  each 
of  the  basins  to  a  point  on  the  dividing  dike  where  the  outlet  gate- 
chamber  was  constructed.  The  east  channel  is  3000  ft.  long,  and  is 
excavated  in  rock  to  Elevation  500  with  a  minimum  width  of  26  ft., 


FlG.  179.  —  AshokanReai 


and  slopes  of  6  to  1.  The  west  channel  begins  at  the  Esopus  Creek. 
'It  is  5800  ft.  long,  and  is  excavated,  mainly  in  earth,  to  a  bottom 
elevation  of  494  ft.  with  a  width  of  40  ft.  and  slopes  of  2j  to  1. 

286.  Headworks.  —  The  flow  of  water  from  the  reservoir  into  the 
aqueduct  is  controlled  by  means  of  an  upper  and  a  lower  gate-chamher, 
provided  with  the  necessary  sluicegates,  valves,  etc.  From  the  lower 
gate-chamber  the  water  can  pass  directly  to  a  screen-chamber  built  at 
the  head  of  the  aqueduct ;  or  it  may  be  conveyed  first  to  an  aerator,  where 
the  water  can  be  exposed  in  numerous  small  jets  to  the  air,  to  purify  it 
to  a  certain  extent,  and  then  be  dehvered  to  the  screen-chamber.  The 
two  gate-chambers,  the  aerator  and  screen-chamber  constitute  the  head- 
works  of  the  aqueduct  (Fig.  180). 

*  The  elevations  in  this  description  refer  to  sea-level. 
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287.  The  upper  gate-chamber  (Figs.  181  and  182)  is  located  in  the 
dike  portion  of  the  dividing  weir  on  ground  that  is  only  about  15  ft. 
below  the  flow-line  of  the  reservoir.  As  all  the  water  drawn  from  the 
reservoir  has  to  pass  through  this  chamber,  the  excavation  for  the  con- 
struction had  to  be  made  to  a  depth  of  about  80  ft.  The  chamber  has 
at  each  of  the  two  outlet-channels  of  the  reservoir,  twenty  6-  by  12-ft. 
inlet-openings,  placed  in  five  rows  of  four  openings  each,  at  different 
levels.  Coarse  racks  of  bronze  are  placed  in  front  of  the  inlet-openings, 
to  prevent  large  objects  from  getting  into  the  aqueducts.  Back  of  the 
openings,  cast  iron  grooves  are  provided  in  the  concrete  side  walls  for 
stop-planks  or  shutters,  by  means  of  which  the  depth  at  which  water  is 
drawn  from  the  reservoir  can  be  regulated. 

After  passing  the  stop-plank  grooves,  the  water  flows  through  short 
steel  tubes,  60  ins.  in  diameter,  one  placed  in  the  bottom  of  each  inlet 
passage.  Each  of  the  steel  tubes  has  a  sluice-gate  at  its  inlet,  a  gate- 
valve  at  its  center,  and  a  stop-disc,  for  emergency  use,  at  its  outlet. 
From  the  steel  pipes,  the  water  flows  into  one  of  the  two  pressure  aque- 
ducts leading  to  the  lower  gate-chamber.  One  of  these  aqueducts  is 
built  directly  above  the  other.  The  upper  one  receives  water  from  the 
east  basin,  while  the  lower  one  draws  water  from  the  west  basin.  The 
lower  pressure  aqueduct  has  a  horse-shoe  cross-section,  11 J  ft.  high  by 
11  ft.  5  ins.  wide,  its  invert  being  at  Elevation  492.  The  upper  pressure 
aqueduct  has  an  oval  cross-section,  9|  ft.  high  by  14  ft.  wide.  Each  of 
these  aqueducts  is  designed  to  resist  a  maximum  head  of  about  100  ft., 
and  the  two  together  are  calculated  to  be  able  to  deUver  the  water  that 
can  be  drawn  from  the  reservoir  with  all  the  gates  wide  open.  The 
pressure  aqueducts  are  about  650  ft.  long,  and  lead  to  the  lower  gate- 
chamber  where  the  quantity  of  water  drawn  from  the  reservoir  is  con- 
trolled. 

The  fimction  of  the  upper  gate-chamber  is  to  regulate  the  depth  at 
which  water  is  taken  from  the  reservoir,  and  it  is  to  be  used  only  to  a 
limited  extent,  when  the  reservoir  is  first  put  into  service,  in  controlUng 
the  volume  of  water  drawn  from  the  reservoirs. 

288.  The  lower  gate-chamber  (Figs.  183  and  184)  is  constructed  near 
the  down-stream  toe  of  one  of  the  earthen  dikes.  It  receives  water  from 
the  reservoir  through  the  two  pressure  aqueducts,  and  discharges  it  into 
two  special  aqueducts  leading  to  the  screen-chamber  of  the  main  aque- 
duct; or  through  other  outlets  to  the  aerator.  The  two  special  aqueducts, 
which  are  about  700  ft.  long,  are  built  for  the  greater  part  in  the  same 
trench,  but  one  of  them  is  placed  lower  than  the  other,  so  that  it  can  be 
used  for  emptying  either  of  the  basins  of  the  reservoir.  It  is  provided 
with  a  6  by  15  ft.  waste-gate  at  the  screen-chamber.    The  outlet  of  the 
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Fin.  182.  —  Upper  Gate-house  of  CiitJikill  Aqueduct.. 
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aerator  is  connected  with  the  upper  special  aqueduct,  so  that  aerated 
water  can  be  delivered  to  the  aqueduct,  while  bad  water  is  being  wasted 
through  the  lower  special  aqueduct.  The  water  area  of  the  special 
aqueducts  is  approximately  a  mean  between  that  of  the  pressure  aque- 
ducts and  the  standard  cut-and-cover  section  of  the  aqueduct.  The 
two  pressure  aqueducts  are  connected  in  the  gate-chamber  by  ten  60- 
inch  steel  pipes  with  the  two  special  aqueducts  and  with  reinforced 
concrete  conduits  leading  to  the  aerator  in  the  following  manner:  The 
lower  pressure  aqueduct  is  connected  with  the  lower  special  aqueduct 
by  four  horizontal  pipes,  and  with  the  aerator  conduits  by  two  vertical 
pipes.  The  upper  pressure  aqueduct  is  connected  with  the  upper 
special  aqueduct  by  two  horizontal  pipes  and  with  the  aerator  conduit 
by  two  vertical  pipes.  The  flow  through  each  steel  pipe  is  controlled 
either  by  a  60-in.  gate-valve,  or  by  a  special  48-in.  control-valve,  designed 
to  avoid  the  chattering  that  occurs  frequently  when  water  passes  through 
large  gate-valves  or  sluice-gates.  The  four  vertical  pipes  supplying 
water  to  the  aerator  are  connected  with  a  manifold  out  of  which  lead 
four  60-in.  and  two  48-in.  pipes  to  the  aerator  conduits.  The  object  of 
the  manifold  is  to  reduce  the  pressure  of  the  water  suppUed  to  the 
aerator,  when  necessary.  The  head  that  is  available  at  the  lower  gate- 
house, when  the  reservoir  is  not  drawn  down  too  low,  is  utiUzed,  by  means 
of  two  turbines,  to  supply  power  for  operating  the  gates,  lighting  the 
gate-house  and  vicinity,  etc.  Each  of  the  pressure  aqueducts  suppUes 
water  to  one  of  the  turbines  through  a  48-in.  steel  pipe,  controlled  by  a 
gate-valve.  Two  float-wells,  connected  by  bronze  gauge  pipes  with  the 
main  aqueduct  below  the  screen-chamber,  are  provided  in  the  gate- 
chamber,  in  order  to  indicate,  at  all  times,  the  level  of  the  water  at  the 
inlet  of  the  Catskill  aqueduct.  A  suitable  gate-house  is  built  over  each 
of  the  gate-chambers. 

The  two  special  aqueducts,  leading  to  the  screen-chamber,  are  con- 
structed in  the  same  trench  imtil  near  the  screen-chamber.  They  reach 
the  hydrauUc  grade  (Elevation  510)  just  above  the  screen-chamber.  In 
order  to  make  it  impossible  to  subject  the  main  aqueduct,  at  any  time, 
to  a  pressure,  an  overflow  weir,  100  ft.  wide,  is  constructed  in  the  lower 
special  aqueduct,  just  above  the  screen-chamber,  with  the  crest  at  the 
hydrauUc  grade-line.  The  upper  special  aqueduct  is  provided  with  an 
overflow-weir,  40  ft.  wide,  with  its  crest  at  the  same  level  as  that  of  the 
lower  special  aqueduct.  The  two  waste-weirs  together  are  calculated  to 
be  able  to  discharge  any  excess  of  water  above  the  capacity  of  the  main 
aqueduct,  that  might  be  drawn  from  the  reservoir  by  having  all  gates 
wide  open.  An  ample  waste-channel,  covered  for  100  ft.  at  the  screen- 
chamber,  discharges  into  Beaverkill  gorge. 
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289.  The  screen-chamber  (Figs.  185  and  186)  is  made  sufficiently  large 
to  serve  for  two  aqueducts.  It  is  divided  into  two  symmetrical  parts 
by  piers  having  grooves  for  stop-planks.  The  Catskill  aqueduct  is  con- 
nected with  one  of  these  divisions,  and  the  other  has  an  outlet,  now  closed 
with  a  masonry  bulkhead,  for  some  future  aqueduct.  Either  division, 
or  both,  can  be  used  for  screening  the  water.  In  order  to  economize 
space,  the  grooves  for  the  screens  have  been  arranged  so  that  the  screens 
can  be  placed  in  a  broken  Une,  with  a  view  of  providing  the  required 
screen  area  in  a  minimum  of  space.  This  arrangement  facilitates,  also, 
the  removal  of  the  screens,  and  makes  it  possible  to  handle  three  screens 
in  one  operation.  Grooves  for  guard  gates,  to  be  used  when  the  main 
screens  are  being  cleaned,  are  placed  immediately  below  the  main 
screens.  Float-wells  are  provided  in  this  chamber  to  show  the  loss  of 
head  caused  by  the  screens.  Stop-planks  and  screens  not  in  use  are 
stored  in  a  room  built  for  this  purpose,  from  which  a  track  extends  to 
the  majn  floor.  Water  under  pressure  from  the  reservoir  can  be  used 
for  washing  the  screens  on  a  washing  floor,  at  one  side  of  the  screen- 
chamber. 

290.  Capacity  of  the  Headworks.  —  The  headworks  are  planned  to 
make  it  possible  to  draw  500,000,000  gals,  per  day,  from  either  basin, 
through  the  lower  special  aqueduct  into  the  Catskill  aqueduct,  when  the 
water  surface  of  the  reservoir  is  as  low  as  Elevation  518.  If  water  is 
taken  from  both  basins,  this  quantity  can  be  drawn  when  the  surface  of 
the  reservoir  is  at  Elevation  516.  On  account  of  the  throttling  caused 
by  the  two  48-in.  control-valves,  the  upper  special  aqueduct  can  only 
deliver  500,000,000  gals,  per  day  when  the  water  in  the  reservoir  is  at 
Elevation  540.  With  all  valves  wide  open,  the  two  pressure  aqueducts 
can  draw  500,000,000  gals,  per  day  with  the  reservoir  surface  at  Eleva- 
tion 514.  The  discharges  mentioned  above  are  all  for  direct  delivery  to 
the  main  aqueduct  without  the  water  passing  through  the  aerator. 

The  aerator  basin  is  of  irregular  shape,  about  240  ft.  wide  by  460  ft. 
long.  Reinforced  concrete  conduits  connect  it  with  the  lower  gate- 
chamber.  About  1600  bronze  nozzles  discharge  the  whole  flow  of  the 
aqueduct  in  a  series  of  jets,  to  enable  the  oxygen  of  the  air  to  free  the 
water  of  objectionable  odors  and  gases.  A  horse-shoe  shape  aqueduct, 
having  a  side-sUt  on  top  to  receive  the  aerated  water,  passes  through 
this  basin,  and  discharges  over  a  weir  into  the  upper  special  aqueduct, 
just  above  the  screen-chamber. 

291.  The  Catskill  Aqueduct  (Figs.  187  and  188),  built  in  1907  to 
1917,  has  a  maximum  capacity  of  over  500,000,000  gals,  per  day.  It  has 
a  length  of  about  92  miles  from  the  inlet  gate-house  at  the  Ashokan 
reservoir  to  the  Hill  View  reservoir,  an  equahzing  basin  of  900,000,000 
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Fig.  187.  —  Msp  of  Catskill  Aqueduct, 
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gals,  capacity,  constructed  near  the  north  boundary  line  of  the  city  of 
New  York.  This  reservoir  was  formed  by  excavation  and  embankment, 
and  is  divided  by  a  central  wall  into  two  basins.  Its  flow  line  is  at 
Elevation  295. 

From  the  Hill  View  reservoir,  the  water  is  distributed  to  the  five 
boroughs  of  the  city  by  a  circular  timnel,  called  the  City  Tunnel,  which 
is  driven  250-750  ft.  below  the  surface  of  the  groimd,  through  solid  rock. 
Its  diameter  is  15  ft.  at  the  reservoir  and  is  reduced,  a  foot  at  a  time,  to 
11  ft.  at  the  end  of  the  tmmel  in  Brooklyn.  The  City  timnel,  which  is  18 
miles  long,  terminates  at  two  shafts  from  which  the  water  is  distributed 
by  steel  and  cast  iron  pipes.  The  water  is  taken  across  the  Narrows, 
the  entrance  to  the  harbor  of  New  York,  in  a  line  of  36-in.  cast  iron 
pipes  with  flexible  joints  (p.  159),  which  is  continued  by  a  48-in.  main  to 
a  terminal  reservoir  on  Staten  Island,  called  Silver  Lake,  storing  about 
435,000,000  gals.  Measuring  along  the  line  of  the  aqueduct,  the  dis- 
tance from  the  Ashokan  reservoir  to  Silver  Lake  is  about  120  miles. 
It  takes  the  water  about  three  days  to  traverse  the  distance. 

The  main  aqueduct  from  the  inlet  to  the  equalizing  reservoir  is  com- 
posed of  the  following  parts: 

Miles 

Cut-and-cover  work 55 

Grade  tunnels 14 

Pressure  tunnels 17 

Pipe-siphons 6 

Total 92 

The  types  of  construction  adopted  for  the  different  parts  of  the  aque- 
duct are  shown  on  Fig.  189. 

As  the  cut-and-cover  work  was  the  cheapest  of  these  types,  it  was 
adopted  where  possible.  For  this  type,  the  aqueduct  is  given  a  horse- 
shoe cross-section,  17  ft.  high  by  17§  ft.  wide,  and  is  covered  by  an  earth 
embankment.  Where  hills  or  mountains  cross  the  line  of  the  aqueduct, 
and  cut-and-cover  work  would  have  lengthened  the  line  too.  much, 
grade-timnels  were  driven.  Twenty-four  tunnels  of  this  type,  generally 
17  ft.  high  by  13^  ft.  wide,  were  constructed.  To  reduce  the  cost,  their 
cross-section  was  given  a  smaller  area  than  that  of  the  cut-and-cover 
work,  and  the  gradient  was  made  steeper.  All  of  the  tunnek  are  lined 
with  concrete.  Weep-holes  are  generally  left  in  the  lining,  to  achBit  the 
groimd  water,  and  to  relieve  the  external  pressure  i^MK AiJiiiiiit#6 
emptied.  Where  the  groimd  water  is  of 
holes  are  omitted,  and  the  lining  is  n 
external  pressure. 

292.    Pressure-tunnels.  —  'W 
phons,  consisting  either  of  p 
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Via.  180.  —  Typical  Cross-sections  of  Catekill  Aqueduct. 
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type,  being  the  cheaper  of  the  two,  was  adopted  where  a  thickness  of 
at  least  150  ft.  of  solid  rock  over  the  tunnel  could  be  obtained.  Seven 
pressure-tunnels,  with  a  diameter  of  about  14J  ft.,  were  constructed. 
At  each  end,  each  pressure-tunnel,  with  one  exception,  is  connected  with 
the  adjoining  cut-and-cover  work  by  a  circular  shaft.  The  exception 
occurs  where  a  pressure-tunnel  joins  a  steel-pipe  siphon.  -For  the  pur- 
pose of  unwatering  the  pressure-tunnel,  drainage  shafts  were  constructed 
between  the  end  shafts  of  the  tunnels,  usually  near  some  large  stream. 
Where  the  tunnels  cannot  be  emptied  by  gravity,  floating  pumps  are 
used. 

The  most  important  pressure-tunnel  was  driven  through  granitic 
rock,  under  the  Hudson  River,  at  a  depth  of  1114  ft.  below  sea-level.  It 
is  14  ft.  in  diameter  and  about  3000  ft.  long  (Fig.  190).  The  top  of  the 
west  shaft  is  closed  by  a  thick  layer  of  concrete.  The  east  shaft, 
which,  besides  serving  as  a  water-way  and  access  shaft,  is  also  used 
as  the  drainage  shaft  of  an  adjoining  pressure-tunnel,  has  a  removable 
cover  made  of  steel  castings  and  forgings.  The  shaft  has  an  inner 
diameter  of  14  ft.  A  steel  Uning,  15  ft.  in  diameter,  is  placed  in  the 
concrete-hning,  to  insure  water-tightness.  About  10  ft.  above  sea- 
level,  the  shaft  is  covered  by  a  steel  casting,  which  is  nearly  hemi- 
spherical in  shape.  This  dome  rests  upon  a  cast  steel  ring  or  curb,  and 
is  kept  in  place  against  a  head  of  about  410  ft.,  to  which  it  is  subjected 
when  the  aqueduct  is  in  service,  by  36  anchor  bolts  of  nickel-chrome 
steel,  each  4^  ins.  in  diameter  and  50  ft.  long.  These  bolts  pass  through 
holes,  bored  in  the  flange  of  the  dome  and  in  the  curb,  and  through  steel 
sleeves  to  an  anchor-ring  of  cast  steel,  which  is  placed  in  the  shaft,  46  ft. 
below  the  curb. 

293.  Pipe  Siphons.  —  There-^are  fourteen  stesl-pipe  siphons  on  the 
Une  of  the  aqueduct,  each  of  which  is  to  consist  of  three  Unes  of  pipe. 
The  diameters  of  the  pipes  in  the  different  siphons  vary  from  9^  to 
11 J  ft.  The  pipes  are  of  steel,  ^^  to  f  ins.  thick,  according  to  the  pres- 
sure to  be  resisted.  Alternate  sections  are  made  small  enough  in  diam- 
eter to  fit  inside  of  adjoining  sections.  The  circular  seams  and  joints 
of  the  pipes  are  single  or  double  riveted,  according  to  the  pressure  on 
the  siphons.  All  longitudinal  seams  are  triple  riveted  (Fig.  190a). 
The  rivets  are  all  1  in.  in  diameter.  .  No  coating,  except  whitewash, 
was  used,  as  the  pipes  were  to  be  protected  by  cement  mortar.  Owing 
to  a  steeper  gradient  when  in  partial  operation,  each  pipe-Une  has  half 
the  capacity  of  the  masonry  conduit,  viz.y  250,000,000  gals,  per  day. 
Only  one  Une  of  pipe  was  laid  at  each  siphon  as  a  first  instalment.  The 
other  Unes  are  to  be  laid  when  needed. 

The  pipes  are  Uned  on  the  inside  with  a  2-in.  coating  of  1  to  2^  Portland 
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cement  mortar.  On  the  outside  the  pipes  are  protected  by  6  to  18  ins. 
of  concrete,  over  which  an  earth  embankment  is  placed.  At  the  lowest 
point  of  the  valley  the  pipes  are  supported  by  masonry  abutments, 
between  which  sufficient  room  is  left  for  the  water  course  draining  the 
area.     Blow-offs  are  provided  at  these  points. 

The  pipes  are  laid  on  concrete  cradle-blocks,  3  ft.  long,  3|  ft.  wide, 
and  6  ins.  deep,  placed  7^  ft.  from  center  to  center.  The  blocks 
were  kept  slightly  below  grade  until  the  pipes  had  been  laid  and 
wedged  to  the  true  grade,  when  the  spaces  between  the  cradles  and 
the  pipe  were  grouted.  On  steep  slopes  the  cradle-blocks  are  kept  in 
place  by  struts. 

294.  The  Kensico  Reservoir,  —  A  large  storage  basin,  called  the 
Kensico  reservoir,  was  constructed  about  15  miles  north  of  the  boundary 
line  of  the  city.  It  has  an  available  capacity  of  29,000,000,000  gals.  — 
a  quantity  sufficient  to  supply  the  city  for  several  weeks,  should  the 
Catskill  aqueduct  above  this  reservoir  be  shut  off,  for  any  cause.  This 
reservoir  was  formed  by  building  a  masonry  dam,  having  a  total  length 
of  1825  ft.  and  a  maximum  height  of  307  ft.  above  the  foundation,  across 
the  valley  of  the  Bronx  River.  A  depression  in  the  hills,  about  a  mile 
northwest  from  the  dam,  is  filled  by  an  earth  embankment,  about  1450 
ft.  long  and  25  ft.  high.  The  Catskill  water  is  discharged  into  the 
reservoir  at  its  upper  end,  where  an  influent-weir  and  gate-house  is  built. 
Water  is  drawn  from  the  reservoir  through  a  short  tunnel  at  a  point  on 
the  west  side  of  the  reservoir,  about  a  mile  above  the  main  dam.  An 
effluent  gate-house,  with  sluice-gates  for  controUing  the  flow,  is  built  at 
the  reservoir  side  of  the  tunnel,  and  a  large  gate-house  chamber  is  con- 
structed at  the  outlet  side  of  the  tunnel.  By  means  of  sluice-gates  in 
this  chamber,  the  water  flowing  through  the  tunnel  can  be  turned 
directly  into  the  aqueduct  or  diverted  through  the  Kensico  aerator, 
which  is  built  like  the  aerator  at  the  headworks.  The  screen-chamber, 
in  which  all  the  water  is  passed  through  fine  mesh  screens  before  it  is 
sent  to  the  Hill  View  reservoir,  is  constructed  near  the  large  gate- 
chamber.  A  by-pass  of  concrete,  11  ft.  in  diameter  and  11,000  ft.  long, 
is  built  from  the  influent  gate-house,  to  make  it  possible  to  convey 
the  water  directly  to  the  city,  without  passing  through  the  Kensico 
leservoir. 

896.  The  City  tunnel  (Fig.  191)  was  driven  from  twenty-five  shafts, 
Ipenty-two  of  which  are  connected  with  the  present  distribution  system 

,4ihe  city.    Thirteen  of  these  shafts  have  single  48-in.  risers  each; 

ia  two  48-in.  risers  each,  and  in  each  of  the  three  other  shafts  are 

in.  risers.    All  of  the  shafts,  excepting  two,  are  circular,  and 

with  concrete  during  the  sinking.     The  upper  100  ft.  of  these 
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Fia.  191a.  —  City  Shaft  of  Catskill  Aqueduct. 
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shafts  is  provided  with  the  riser  pipes  around  which  concrete  is  filled 
solid  to  the  sides  of  the  shafts. 

A  conical  valve  is  attached  to  the  bottom  of  each  riser,  and  at  its  top 
the  riser  terminates  in  a  bronze  shaft-cap,  which  is  practically  either  a  48- 
by  30-in.  or  72-  by  48-in.  tee.  From  these  caps  the  water  passes  through 
gates  and  regulating  gates  into  the  distributing  pipes  of  the  city.  At 
two  of  the  shafts,  provision  is  made  for  unwatering  the  City  tunnel, 
which  is  divided  into  three  sections,  each  of  which  can  be  emptied  for 
inspection,  cleaning  or  repairs,  independently  of  the  others.  This  is 
accomplished  by  placing  at  each  of  two  of  the  tunnel  shafts  (Nos.  13 
and  18),  a  66-in.  section-valve  on  each  side  of  which  a  bronze  reducing 
pipe  is  placed,  and  connected  to  steel  castings  embedded  in  the  concrete 
lining  of  the  tunnel.  On  each  side  of  the  section  valve  the  tunnel  is  made 
conical  so  as  to  reduce  it  gradually  as  it  approaches  the  section-valve. 
Each  of  the  valves  is  operated  by  a  hydraulic  cylinder,  placed  in  the 
chamber  at  the  head  of  the  shaft. 

At  two  of  the  shafts,  the  City  tunnel  is  connected,  respectively,  to 
the  new  Croton  aqueduct,  and  to  the  Jerome  Park  reservoir.  At  the 
top  of  each  of  the  shafts  at  which  the  tunnel  is  connected  with  the  dis- 
tributing system,  a  chamber  is  constructed,  to  contain  the  valves  and 
other  appliances  which  are  required  to  control  the  flow  of  the  water. 
Bronze  riser  valves,  48  ins.  and  72  ins.  in  diameter,  are  placed  in  shafts 
(Fig.  191a),  about  100  ft.  below  the  top  of  sound  rock.  In  case  of  a  break 
in  the  valve-chamber,  or  in  the  steel  mains,  causing  an  abnormally  large 
flow  of  water,  the  riser-valves  close  automatically.  The  whole  city 
tunnel  is  Uned  with  concrete  which  was  made  water-tight  by  grouting 
under  pressure.  At  one  place  where  leakage  occurs  when  the  aqueduct 
is  under  full  pressure,  the  interior  surface  of  the  conduit  is  lined,  for  a 
few  hundred  feet,  with  copper. 

In  the  plans  for  the  aqueduct,  provision  is  made  for  constructing 
eventually  a  filter  plant,  about  two  miles  below  the  Kensico  reservoir. 
As  a  temporary  measure,  a  small  coagulating  plant  is  built  over  the 
aqueduct,  about  two  miles  above  the  Kensico  reservoir. 

296.  Venturi  Meters  (Fig.  192).  —  In  order  to  measure  the  water 
delivered  by  the  aqueduct,  three  Venturi  meters  —  the  largest  ever  made 
—  are  placed  in  the  conduit  as  follows:  one  just  below  the  Ashokan 
reservoir,' one  above,  and  another  below  the  Kensico  reservoir.  Each 
of  these  meters  is  410  ft.  long,  and  is  constructed  of  reinforced  concrete, 
excepting  the  throat  casting  and  piezometer  ring,  which  are  made  of 
cast  bronze.  The  former  is  7f  ft.  in  diameter  and  about  8  ft.  long.  The 
latter  is  17§  ft.  in  diameter  and  1  ft.  wide.  These  two  castings  are  set 
about  30  ft.  apart.    Besides  the  Venturi  meters,  five  gauging  chambers, 
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where  the  flow  of  the  water  can  be  measured  by  means  of  current  meters, 
have  been  constructed  at  various  points  along  the  aqueduct.  A  Venturi 
meter  is,  also,  placed  in  the  city  tunnel,  near  its  beginning,  and  another 
one,  capable  of  measuring  flow  in  both  directions,  is  installed  at  the  con- 
nection with  the  Jerome  Park  reservoir.  Provision  has,  also,  befen 
made  for  placing  Venturi  meters  at  each  of  the  connections  between  the 
city  tunnel  and  the  distributing  pipes. 

297.  Engineers,  —  The  Catskill  aqueduct  and  reservoirs  were  con- 
structed under  the  direction  of  the  Board  of  Water  Supply  of  the  City 
of  New  York,  which  appointed  J.  Waldo  Smith  as  chief  engineer  and 
John  R.  Freeman,  Prof.  William  H.  Burr  and  Frederick  P.  Stearns  as  con- 
sulting engineers.  Alfred  Noble  served  also  as  consulting  engineer  of 
the  Board  from  Sept.  16,  1909,  to  the  time  of  his  death,  April  19,  1914. 

The  plans  for  the  works  were  prepared  by  the  Headquarters  De- 
partment of  which  Alfred  D.  Flinn  had  charge  until  he  was  promoted 
on  Aug.  19,  1917,  to  the  position  of  deputy  chief  engineer. 

298.  Aqueducts  of  Boston,  Mass.  (Plate  VII). — Boston  built  its 
first  aqueduct  in  1846-49,  to  obtain  a  supply  of  water  from  a  chain  of 
ponds,  about  3^  miles  long,  called  Lake  Cochituate.  The  drainage  area 
of  the  lake  contains  17.58  square  miles.  A  dam  was  constructed  across 
the  outlet  of  the  ponds  to  form  a  storage  basin,  and  an  aqueduct  was 
built  to  convey  the  water  to  a  distributing  reservoir,  located  in  the 
town  of  Brookline. 

In  1873-79  the  city  obtained  an  additional  supply  from  the  Sudbury 
River,  which  has  an  available  water-shed  of  75.2  square  milfes.  Four 
storage  reservoirs  were  built  in  this  water-shed,  and  a  closed  masonry 
conduit,  called  the  Sudbury  aqueduct,  was  constructed  to  convey  the 
water  to  the  city. 

In  1895-1904  additional  works  were  constructed  to  increase  the  water 
supply  of  the  city,  by  obtaining  a  supply  from  the  south  branch  of  the 
Nashua  River.  By  building  a  masonry  dam  across  the  river,  a  storage 
reservoir  of  a  capacity  of  about  64,500,000,000  gallons  was  formed.  A 
masonry  conduit,  called  the  Wachusett  aqueduct,  was  built  to  convey 
the  water  from  this  reservoir  to  one  of  the  reservoirs  in  the  Sudbury 
water-shed,  from  which  the  water  is  taken  by  a  second  masonry  con- 
duit, called  the  Weston  aqueduct,  built  in  1901-04,  to  the  westerly  limit 
of  the  Metropolitan  District  of  Boston.  Short  descriptions  of  these 
aqueducts  are  given  below. 

299.  Engineers,  rr-r^he  Sudbury  aqueduct  and  reservoirs  were 
designed  and  built  under  the  direction  of  Joseph  P.  Davis,  City  Engineer 
of  Boston.  Mr.  Alfonse  Fteley  was  in  immediate  charge  of  the  works  as 
resident  engineer. 


315 

5ction 
Fred- 
these 

•nduit 
14.31 


Cochit- 
jduct . 
5000.) 

.nholes 

e,  and 

estnut 

which 

under 

served, 
voir  in 
'ainagc 
y  con- 
lowest 
,  a  dis- 

jO  have 
jr  mile, 
of  the 
.elivery 
gallons 
greater 


istory  of 
Boston, 

L.  Fteley; 


Sl4- 

where  tj 
have  b 
meter  id 
one,  cag 
nee  t  ion 
niade  fo 
city  tuo 

297. 
stmcted 
of  New- 
John  R. 
suiting  e 
the  Boai 
The  I 
partmen 
on  Aug. 


first  oqii 
ponds,  a 
of  the  la.! 
the  outU 
built  to  _ 
town  of 

In  181* 
River,  w 
storage  r 
conduit, 
water  I« 

In  189 
supply  oi 
Nashua  1 


masonry 
the  watd 
water-she 
dtiit,  call) 

of  the  ^ 

aqueduct 

299.    / 


of  Boston 
resident  i 


AQUEDUCTS  OF  BOSTON,  MASS.  315 

The  Wachusett  and  Weston  aqueducts  were  built  under  the  direction 
of  the  MetropoUtan  Water  &  Sewerage  Board  of  Boston  of  which  Fred- 
erick P.  Steams  was  chief  engineer  during  the  construction  of  these 

works. 

300.  The  Cochituate  aqiLcditct*  (Fig.  193)  consists  of  an  oval  conduit 
of  brickwork,  6^  ft.  high,  having  a  maximum  width  of  5  ft.  It  is  14.31 
miles  long,  and  has  a  fall  of  4.26.    The  conduit  is  lined 

with  brickwork,  8  ins.  thick,  which  is  plastered  with 

cement  mortar  on  the  outside.    The  aqueduct  was 

generally  built  in  trenches.    At  two  places,  the  conduit 

is  built  in  tunnels.    The  masonry  conduit  is  continued 

by  a  siphon  consisting  of  2  lines  of  30-in.  and  one  Une 

of  36-in.  cast  iron  pipes,  which  are  carried  across  the 

Charles  River  on  a  masonry  bridge  of  three  arches. 

In  1875  a  40-in.  pipe  was  added.     The  siphon  is  1095  Fig.  193.— Cochit- 

ft.  long,  and  has  a  fall  of  0.52  ft.    Its  greatest  de-     (^f  j"!^) 

pression  is  52.11  ft.  below  the  level  of  the  aqueduct. 

The  aqueduct  has  four  waste-weirs   and  one  ventilator.     Manholes 

admitting  access  to  the  conduit  are  built  at  intervals  of  j  mile,  and 

are  covered  with  stone  slabs.     The  aqueduct  empties  into  the  Chestnut 

Hill  reservoir.     It  has  a  capacity  of  18,000,000  gallons  per  day,  which 

can  be  increased  to  23,000,000  gallons,  by  putting  the  conduit  under 

pressure. 

301.  The  Sudbury  aqueduct  f  extends  from  Farm  Pond,  which  served, 
until  recently,  as  a  storage  reservoir,  to  the  Chestnut  Hill  reservoir  in 
Boston,  a  distance  of  15.9  miles.  The  water  in  the  available  drainage 
area  of  the  Sudbury  River  is  brought  to  Farm  Pond  in  a  masonry  con- 
duit, called  the  Sudbury  supply  conduit,  which  extends  from  the  lowest 
reservoir,  built  in  connection  with  this  aqueduct,  to  Farm  Pond,  a  dis- 
tance of  about  7922  ft. 

The  main  aqueduct  and  the  supply  conduit  are  both  designed  to  have 
the  same  capacity.  As  the  grade  of  the  aqueduct  is  one  foot  per  mile, 
while  that  of  the  conduit  is  2.323  ft.  per  mile,  the  cross-section  of  the 
former  is  made  larger  than  that  of  the  latter.  The  maximum  delivery 
of  the  aqueduct  and  conduit  was  fixed  originally  at  80,000,000  gallons 
per  day,  but  was  raised  later  to  108,000,000,  by  carrying  a  greater 
depth  of  water,  in  order  to  meet  the  increasing  consimiption. 

*  Reports  of  Water  Commissioners  of  Boston,  Mass.,  1846-49;  also  ''  History  of 
the  Boston  Water  Works,"  compiled  by  a  member  of  the  Water  Board,  Boston, 
1868. 

t  '^ Additional  Supply  from  the  Sudbury  Riy^  for  Boston,  Mass.,"  by  A.  Fteley; 
Boston,  1882. 
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The  aqueduct  and  supply  conduit  are  built  in  a  similar  manner 
(Figs.  194  and  195).  The  foundation  is  ot  concrete,  and  the  side  walls 
are  of  rubble  masonry,  laid  in  cement  mortar.  The  inner  surface  of  the 
aqueduct  has  a  brick  lining,  4  inches  deep,  on  the  bottom  and  sides. 
The  arch  and  its  haunch  backing  are  built  of  brickwork.  In  the  stand- 
ard cross-section,  the  arch  is  12  ins.  thick  for  an  arc  of  40  degrees  from 
the  spring-line,  and  is  then  reduced  to  a  thickness  of  S  ins.  near  the  key. 
Where  needed,  in  special  cases,  the  thickness  of  the  arch  is  increased. 
For  the  greater  part,  the  aqueduct  was  constructed  as  cutr^ind-cover  work, 
but  in  crossing  some  valleys  it  had  to  be  built  on  embankments,  the 
highest  being  34  ft.  above  the  natural  surface.  These  fills  were  made 
of  carefully  selected  earth,  which  was  rolled  in  thin  layers,  and  allowed 
to  stand  one  season  before  being  used.  Where  there  was  danger  of 
settling,  a  thicker  foundation  course  of  concrete  was  used. 


Fia    194  ~  Mwn  Sudbury 

Aqueduct. 
{Grade  1  :  2500.) 


FiQ.  195.  —  Sudbury  Supply 

Aqueduct. 

(Grade  1  :  1250.) 


The  aqueduct  is  carried  across  Waban  Brook  by  a  masonry  bridge,  536 
ft.  long,  having  9  semicircular  arches  of  44|  ft.  span.  A  second  masonry 
bridge,  475  ft.  long,  carries  the  conduit  across  the  Charles  River,  It  has 
7  arches,  the  lai^est  of  which  has  a  clear  span  of  130  ft.  (p.  251). 

The  flow  through  the  Sudbury  aqueduct  is  controlled  in  an  inlet  gate- 
house at  Farm  Pond.  At  four  places  on  the  aqueduct,  waste-weirs  and 
blow-off  gate-houses  were  built.  A  terminal  gate-house  was  constructed 
for  the  conduit  between  the  two  basins  of  the  Chestnut  Hill  reservoirs. 
This  gate-house  has  five  outlet  pipes  (four,  48  ins.  in  diameter,  and  one, 
60  ins.  in  diameter).  Three  of  the  mains  empty  into  the  Chestnut  Hill 
reservoir,  and  the  other  two  are  connected  directly  to  the  distributing 
system. 

302.  The  Wackusett  aqueduct*  (Fig.  196),  which  conveys  water  from 
the  Wachusett  reservoir  to  the  Sudbury  reservoir,  is  about  12  miles 

*  Eng.  Record,  Frf».  22. 1896,  p.  205;  May  9,  1896,  p.  404;  June  20,  1896,  p.  47; 
May  27, 1899,  p.  585. 
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long:  For  the  first  2  miles,  it  is  constructed  in  tunnel,  partly  in  rock  and 
partly  in  earth.  For  the  next  7  miles,  the  aqueduct  is  a  masonry  con- 
duit, built  generally  as  cut-and-cover  work,  but  carried  in  a  few  places 
by  earth  embankment.  For  the  next  3  miles,  the  conduit  is  continued 
by  an  open  channel,  20  ft.  wide  on  the  bottom,  and  having  side  slopes  of 
3  to  1,  which  were  faced  with  gravel,  where  necessary,  in  order  to  pre- 
vent erosion.  Two  low  dams  are  built  across  the  open  channel  —  one 
about  midway  of  its  length,  and  the  other  at  its  entrance  into  the  reser- 
voir —  to  keep  back  sand  and  gravel  carried  by  the  water.  The  grade 
of  the  tunnel  section  and  open  channel  is  1  in  5000.  The.  aqueduct  has 
a  horse-shoe  cross-section,  and  can  deliver  300,000,000  gallons  per 
day. 

The  tunnel  section  has  a  brick  invert  throughout,  in  order  to  have  a 
smooth  floor.    In  hard  rock,  the  arch  and  side  walls  are  omitted,  the 
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Fig.  196.  —  Wachusett  Aqueduct. 

tunnel  being  excavated  so  as  to  have  a  width  of  13^  ft.  by  a  height  of  1 1  ft. 
10  ins.  Where  required,  the  tunnel  is  Uned  with  brickwork  backed  with 
rubble  masonry,  the  inside  dimensions  of  the  horse-shoe  section  being  12 
ft.  2  ins.  wide  by  10|  ft.  high.  The  masonry  conduit  is  built  of  Portland 
cement  concrete,  Uned  with  4  ins.  of  brickwork  on  the  bottom  and  sides. 
It  crosses  the  Assabet  River  on  a  masonry  bridge,  359  ft.  long,  having 
seven  arches  of  29^  ft.  span  (p.  251).  The  aqueduct  has  two  granite 
buildings:  one  built  to  cover  a  gauging  chamber,  and  the  other  over  the 
terminal  chamber  of  the  masonry  conduit. 

At  both  the  Sudbury  and  Wachusett  reservoirs,  the  water  is  dis- 
charged through  hydraulic  turbines,  and  used  for  the  generation  of  elec- 
tric energy  which  is  sold  for  industrial  uses.  This  is  said  to  be  the 
first  hydroelectric  development  in  connection  with  a  public  water 
supply. 
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303.  The  Weston  aqueduct*  begins  at  a  head-house,  built  near  the 
northerly  end  of  the  dam  of  the  Sudbury  reservoir,  and  extends  to  the 
blufif  on  the  west  side  of  the  Charles  River,  a  distance  of  about  13^  miles. 
It  terminates  in  the  town  of  Weston,  at  the  westerly  limit  of  the  Metro- 
politan District,  about  10  miles  from  the  State  House  in  Boston. 

The  head-house  of  the  aqueduct  is  connected  with  the  reservoir  by 
three  lines  of  60-in.  cast  iron  mains,  each  about  500  ft.  long,  which  are 
controlled  by  valves  at  the  dam.  For  the  first  3^  miles,  the  aqueduct  is 
built  on  a  slope  of  4  in  5000.  It  is  then  built,  at  a  crossing  under  a 
railroad,  of  concrete  and  steel,  according  to  a  special  plan.  The  grade 
of  the  aqiieduct  is  then  reduced  to  1  in  5000,  and  its  cross-section  is 
increased  (Fig.  197)  for  a  distance  of  about  7  miles.  The  conduit  is 
continued  by  an  open  channel,  1400  ft.  long,  to  an  equalizing  reservoir 
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Fig.  197.  —  Weston  Aqueduct. 

which  covers  65  acres.  This  basin,  which  has  an  average  depth  of  12  ft., 
continues  the  aqueduct  for  4000  ft.  to  a  screen-chamber,  from  which  the 
aqueduct  is  built  as  a  masonry  conduit,  for  about  5700  ft.,  to  a  terminal 
chamber  from  which  the  water  is  distributed  in  the  MetropoUtan  Dis- 
trict by  means  of  cast  iron  pipes. 

There  are  five  tunnels,  aggregating  12,165  ft.  in  length,  on  the  line  of 
the  aqueduct.  They  are  lined  throughout  with  concrete.  Two  valleys 
are  crossed  by  pipe  siphons,  3605  and  1123  ft.  in  length  respectively. 
Each  siphon  is  to  consist  of  3  riveted  steel  pipes,  1\  ft.  in  diameter. 
Only  one  line  of  pipes  was  laid  in  each  siphon  as  the  first  installment. 
At  the  crossing  of  the  Sudbury  River,  the  siphon-pipe  is  constructed  as 
an  arch  bridge  of  80  ft.  span,  having  a  rise  of  5.5  ft.  The  steel  pipes  are 
connected  at  each  end  with  masonry  gate-chambers  by  cast  iron  reducers, 
*  Eng.  Recmd,  May  4,  1901,  p.  418;  Oct.  18,  1902,  p.  362. 
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built  in  the  masonry.  The  inlet  opening  of  each  reducer  is  9^  ft.  high 
by  4f  ft.  wide,  and  the  form  of  the  casting  gradually  becomes  circular 
and  terminates  in  a  bell  into  which  the  steel  pipe  is  leaded . 

Thirty-nine  culverts  were  built,  to  carry  water  courses  across  the  line 
of  the  aqueduct.  Nine  culverts  are  carried  as  siphons  under  the  aque- 
duct; three  cross  over  the  top  of  the  conduit  and  27  drain  beneath  the 
aqueduct.  Many  of  the  culverts  consist  of  cast  iron  pipes,  12  ins.  or 
more  in  diameter,  having  masonry  head-walls  at  each  end.  At  thirteen 
of  the  culverts  which  drain  freely  under  the  aqueduct  to  suitable  water 
courses,  8-in.  blow-ofif  valves  are  set  in  small  depressions  in  the  bottom 
of  the  aqueduct  for  emptying  it.  Manholes  with  granite  copings  and 
steel  covers  are  built  at  each  blow-ofif  and,  also,  at  intermediate  points^ 
so  as  to  make  the  blow-ofifs  about  j  mile  apart. 

304.  The  aqueduct  of  Los  Angeles,  Cal.,*  was  constructed  in  1907 
-1913,  to  obtain  a  supply  of  water  from  the  drainage  area  of  Owens 
River,  in  the  Sierra  Nevada.  This  water-shed,  which  is  about  120  miles 
long  and  6  to  10  miles  wide,  contains  about  2800  square  miles,  above  the 
intake  of  the  aqueduct.  The  rainfall  at  the  floor  of  the  Owens  Valley 
region  averages  only  about  5  ins.  per  annum,  but  increases  with  elevation 
to  30  and  even  40  ins.  at  the  crest  of  the  Sierra  Range.  In  the  moun- 
tains, the  precipitation  is  mainly  snow.  .  Owing  to  these  circumstances, 
the  flow  in  the  river  is  very  regular,  and  floods  occur  rarely.  The  meltr 
ing  of  the  snow  in  the  mountains  causes  high  water  in  the  river  from 
about  the  middle  of  May  to  July.  In  order  to  control  the  riparian  rights 
in  the  region  from  which  the  water  was  to  be  taken,  the  city  bought 
about  125,000  acres  of  land  in  Owens  Valley  from  the  United  States 
Government  and  additional  land  from  private  owners.  This  land  con- 
tains much  ground  water,  which  can  be  pumped  into  the  aqueduct 
when  it  becomes  necessary. 

Two  large  reservoirs  are  to  be  constructed  in  Owens  Valley,  to  impound 
water,  and  to  equaUze  the  dififerences  in  the  annual  flow  of  the  river, 
namely:  Long  Valley  reservoir  with  a  capacity  of  111,110,000,000  gals., 
and  Tinemaha  reservoir  which  will  store  41,486,000,000  gals.  These 
reservoirs  have  not  yet  been  built. 

305.  The  Aqueduct  —  The  intake  of  the  aqueduct,  located  about 
12  miles  north  of  the  town  of  Independence,  consists  of  a  concrete  di- 
version dam  and  weir,  325  ft.  long,  provided  with  four  radial  7.5-  by  8-ft. 
gates.     The  whole  flow  of  the  river  is  diverted  here  into  the  aqueduct. 

For  the  first  21  miles,  the  aqueduct  is  an  unlined  earth  canal,  having 
an  average  depth  of  10  ft.  (Fig.  198).    This  section  has  a  capacity  of 

*  "  Final  Report  on  the  Construction  of  the  Los  Angeles  Aqueduct,"  Los  Angeles, 
Cal.,  1916.    Figs.  198  to  203  are  taken  from  this  report. 
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800  cu.  ft.  per  second.  As  the  ground  water  on  this  stretch  of  the 
aqueduct  is  only  about  2  to  4  ft.  below  the  surface,  it  enters  the  canal 
freely  and  adds  to  its  supply.  For  the  next  40  miles,  the  aqueduct  is 
built  along  the  eastern  slope  of  the  Sierra  Nevada  as  an  open  canal,  12  ft. 
deep,  with  slopes  of  1  to  1  (Fig.  199).  The  bottom  and  the  slopes  of  the 
canal  are  covered  with  6  inches  of  concrete,  laid  without  forms.     As 
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Fig.  198.  —  Unlined  Canal  of  Los  Angeles  Aqueduct. 

many  small  tributaries  of  Owens  River  flow  into  the  canal,  the  capacity 
of  this  stretch  of  aqueduct  is  increased  to  900  cu.  ft.  per  second. 

At  the  end  of  this  section,  the  aqueduct  discharges  into  the  Haiwee 
reservoir,  a  regulating  basin  of  20,788,000,000  gals,  capacity,  which 
was  constructed  in  what  was  the  ancient  bed  of  Owens  River.  The 
reservoir,  which  is  7^  miles  long  and  \  to  \\  miles  wide,  was  formed  by 
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Fig.  199.  —  Lined  Canal  of  Los  Angeles  Aqueduct. 

two  earthen  dams,  34  ft.  and  91  ft.  high  respectively,  which  were  built 
by  the  hydrauUc  process  across  the  old  river-bed.  The  outlet  from  the 
reservoir  is  a  tunnel,  10  ft.  in  diameter  and  1193  ft.  long.  The  flow  into 
this  timnel  is  controlled  by  a  cylindrical  gate-tower,  built  of  concrete,  80 
ft.  high  and  21  ft.  in  diameter  on  the  outside.  It  is  provided  with  five 
pairs  of  sluice-gates,  placed  at  different  elevations.  Each  pair  of  gates 
can  discharge  950  cu.  ft.  of  water  per  second.    Just  below  the  reservoir, 
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there  is  a  hydraulic  drop  of  190  ft.,  which  is  to  be  used  for  future  hydro- 
electric development,  by  connecting  a  steel  penstock  pipe  with  the  outlet 
tunnel. 

For  about  2  miles  from  the  end  of  this  tunnel,  the  aqueduct  consists 
of  an  open  concrete-lined  ditch.  It  is  then  continued,  for  about  133.5 
miles,  as  covered  concrete  conduits,  concrete-lined  tunnels,  and  steel 
siphon  pipes  to  the  Fairmont  reservoir,  into  which  the  water  is  dropped 
—  86  ft.,  when  the  reservoir  is  empty  —  from  the  standard  conduit  sec- 
tion, through  an  open  ditch,  lined  with  rubble  concrete  and  having  slopes 
of  IJ  to  1.  The  reservoir,  which  has  storage  capacity  of  2,483,000,000 
gals.,  was  formed  by  constructing,  by  hydraulic  sluicing,  an  earthen 
dam,  1516  ft.  long  and  115  ft.  high,  across  a  natural  basin.    The  main 


Fig.  200.  —  Covered  Conduit  of.  Los  Angeles  Aqueduct. 

function  of  this  reservoir  is  to  serve  as  a  forebay  to  two  lai^e  power  plants, 
built,  about  8  miles  below  the  reservoir,  on  the  hue  of  the  aqueduct,  and 
requiring  1000  cu.  ft.  per  second  for  i)eak  loads. 

The  capacity  of  the  aqueduct  between  the  Haiwee  and  Fairmont  res- 
ervoirs was  made  430  cu.  ft.  per  second,  30  cu,  ft.  per  second  being 
allowed  for  possible  losses  by  evaporation,  leakage,  etc.  The  covered 
conduit  {Fig.  200),  which  is  slightly  varied  in  different  sections  of  the 
work,  has  its  sides  and  bottom  Hned  with  6  ins.  of  concrete.  The  cover  is 
made  of  reinforced  concrete,  generally  6  ins.  thick  at  the  sides  and  8  ins. 
thick  at  the  center.  The  tunnels  on  this  stretch  of  the  aqueduct  were 
driven  through  material  varying  in  hardness  from  granite  to  soft  tufa. 
Their  cross-sections  vary,  according  to  the  grades  adopted.  The  tunnels 
are  7.5  to  8  ft.  wide,  have  an  average  height  of  9  ft.  from  the  invert  to  the 
crown,  and  are  lined  with  concrete,  6  to  14  ins.  thick  (Fig.  201).    Broad 


322  DESCRIPTIONS  OF  AQUEDUCTS 

valleys  or  steep  canyons  are  crossed  by  siphons  of  steel  or  concrete 
<Fig.  75,  p.  253). 

From  the  Fairmont  Reservoir  the  aqueduct  is  continued  by  a  pressure 
tunnel,  about  5  miles  long,  driven  through  the  Sierra  Madre  mountains 
(Fig.  202).  This  tunnel  is  10  ft.  10  ins.  high,  9J  ft.  wide,  and  has  a 
capacity  of  1000  cu.  ft.  per  second.  It  is  continued  by  an  adit,  2.6  miles 
long,  to  a  surge-chamber  at  the  head  of  the  penstocks  leading  to  Power- 
house No.  1,  in  the  San  Francisquito  canyon.  The  outlet  from  the 
Fairmont  reservoir  is  controlled  in  a  circular  concrete  outlet-tower, 
having  an  inner  diameter  of  18  ft.  Its  walls,  which  are  5  ft.  thick  at  the 
bottom,  and  3  ft.  thick  at  the  top,  are  heavily  reinforced  with  steel,  both 
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in  a  vertical  and  horizontal  direction  Four  tiers  of  three  gates  each, 
are  placed  in  the  tower.  Each  tier  can  discharge  the  full  quantity  of 
1000  cu.  ft.  per  second. 

From  the  sui^e-chamber  to  the  power  site  in  San  Francisquito  Valley, 
there  is  a  power  drop  Of  about  946  ft.  Below  this  site,  the  aqueduct  is 
continued  as  pressure-tunnels  or  siphon  pipes  to  a  second  power  station 
in  the  same  valley,  where  there  is  a  power  drop  of  530  ft. 

Below  the  lower  power  site  in  the  San  Francisquito  Valley,  the  water 
is  conveyed  by  tunnels  having  a  capacity  of  1000  cu.  ft.  per  second  to 
the  Dry  Canyon  reservoir,  which  was  constructed  to  regulate  the  fluc- 
tuating flow  through  the  power  plants,  and  to  bring  it  back  to  the  normal 
delivery  of  400  cu.  ft.  per  second.     The  water  enters  the  reservoir  through 
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a  rubble-lined  open  conduit.  The  reservoir,  which  has  a  capacity  of 
431,713,000  gals.,  was  formed  by  an  earthen  dam,  528  ft.  long  with  a 
maximum  height  of  61  ft. 

The  water  level  of  the  reservoir  fluctuates  about  5  ft.  In  order  to 
obtain  a  constant  discharge  of  400  cu.  ft.  per  second  for  the  water  supply 
of  the  city,  a  floating  weir,  consisting  of  an  annular  sheet  iron  tank,  30  ft.^ 
in  inner  diameter,  4  ft.  thick  and  12  ft.  high,  fitting  around  a  concrete 
wall,  was  built.  This  floating  tank  slides  up  and  down  on  the  con- 
crete wall,  as  the  water  level  of  the  reservoir  varies.  Guide  bearings  are 
provided  on  colunms,  to  prevent  the  tank  from  binding.  Stop-cocks  are 
placed  in  the  tank,  to  make  it  possible  to  sink  it  to  the  depth  required  to 
enable  the  weirs  to  discharge  400  cu.  ft.  per  second.  When  the  float 
sinks  too  deep,  water  must  be  pumped  out  of  the  tank  to  bring  it  to  the 
proper  level.  The  water  flowing  over  the  tank  falls  into  the  basin  inside 
of  the  concrete  wall,  from  which  it  is  taken,  by  a  short  inverted  siphon, 
into  an  open  forebay  at  the  portal  of  the  tunnel.  Emergency  gates  are 
provided  in  the  walls  of  the  forebay  to  make  it  possible  to  draw  water 
when  the  floating  gate  is  out  of  order. 

From  the  Dry  Canyon  reservoir,  the  aqueduct  is  constructed  for 
about  11.5  miles  as  covered  conduits,  lined  tunnels,  and  siphons  to  its 
terminus  on  the  north  side  of  the  San  Fernando  Valley.  Here  the  water 
drops  160  feet  in  a  cascade,  and  flows  for  about  1.6  miles  in  an  open 
concrete-lined  ditch  to  the  inlets  of  the  two  San  Fernando  reservoirs. 
The  upper  one  of  these  reservoirs,  which  is  to  store  about  4,887,400,000 
gals.,  has  not  yet  been  constructed.  The  water  is  discharged,  for  the 
present,  directly  into  the  lower  reservoir,  which  has  a  storage  capacity 
of  7,494,000,000  gals,  with  its  flow  line  at  an  elevation  of  1135  ft.  above 
the  sea.  This  reservoir,  which  was  formed  by  the  construction  of  a 
high  earthen  dam,  is  so  arranged  as  to  draw  the  water  from  the  by-pass 
conduit  directly  into  the  San  Fernando  siphon,  or  from  th^  reservoir 
into  the  siphon.  This  reservoir  acts  as  a  storage  reserve  for  the  city's 
domestic  supply,  as  well  as  for  irrigation  in  the  San  Fernando  Valley. 
From  the  Cascades  to  the  Lower  San  Fernando  reservoir,  there  is  a  fall 
of  about  326  ft.,  which  is  to  be  utilized  for  generating  electricity. 

From  the  Upper  San  Fernando  reservoir,  the  water  is  to  be  conveyed 
for  about  12.8  miles  through  concrete-lined  tunnel  and  riveted  steel 
pipes  to  the  inlet  of  a  distribution  reservoir,  known  as  the  Upper  Frank- 
lin reservoir.  This  basin  stores  42,000,000  gals.,  with  its  flow-line  at 
850  ft.  above  sea-level.  From  this  reservoir  the  water  is  discharged 
through  about  1.1  miles  of  riveted  steel  pipes  into  the  Lower  Franklin 
reservoir,  which  has  a  storage  capacity  of  360,000,000  gals.,  with  the 
flow-line  at  elevation  575  above  sea-level.    A  riveted  steel  pipe,  about 
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7   miles  long,    connects   this   reservoir   with   the   city's   distributing 
pipes. 

306.  Hydroelectric  Power  Developments,  —  During  the  construction 
of  the  aqueduct  and  reservoirs,  electric  power  for  operating  part  of  the 
machinery  was  obtained  from  power  developments  on  the  Cottonwood 
and  Division  Creeks,  tributaries  of  the  Owen  River.  These  power  de- 
velopments, the  four  power  drops  along  the  line  of  the  aqueduct, 
described  above,  and  others  to  be  acquired  by  the  city,  will  furnish 
about  200,000  horsepower  to  meet  peak  load  demands,  and  will  give 
the  city  cheap  electricity  in  addition  to  the  large  supply  of  pure  water 
secured  by  the  works  described  above. 

307.  Engineers,  —  The  preliminary  plans  for  the  aqueduct  and 
reservoirs  were  made  under  the  direction  of  the  Water  Conunissioners  of 
Los  Angeles  by  William  Mulholland,  chief  engineer,  and  the  final  plans 
adopted  were  approved  by  a  Board  of  consultmg  engmeers,  consisting  of 
Frederick  P.  Stearns,  John  R.  Freeman,  and  James  D.  Schuyler.  The 
construction  of  the  works  was  entrusted  to  the  Public  Service  Commis- 
sioners of  said  city  who  appointed  WiUiam  Mulholland  as  chief  engineer 
and  J.  B.  Lippincott  as  assistant  chief  engineer.  These  engineers  re- 
mained in  charge  of  the  works  until  their  completion. 

308.  The  Rochester  Pipe  Conduits.*  —  The  water  works  of  Roches- 
ter were  constructed  in  1872-1876.  They  differ  from  those  of  most 
American  cities  in  having  a  dual  system,  the  water  for  d9mestic  purposes 
being  obtained  by  gravity  from  Hemlock  Lake,  about  28  miles  south  of 
the  city,  while  water  for  public  and  industrial  purposes  is  pumped  di- 
rectly from  the  Genesee  River,  which  flows  through  the  city.  Hemlock 
Lake  has  an  area  of  1828  acres,  at  low-water,  and  is  supphed  from  a  drain- 
age area  of  43  square  miles.  It  hes  286  ft.  above  the  general  city  level. 
The  original  pipe-Une  conveying  the  water  from  this  lake  to  Rochester 
consists  of  about  9f  miles  of  36-in.  wrought  iron  pipe  and  of  18§  miles  of 
24-in.  pipe  of  which  nearly  3  miles  are  wrought  iron  pipe,  in  two  sections, 
the  remaining  part  consisting  of  cast  iron  hub-and-spigot  pipe.  The 
wrought  iron  part  of  this  conduit  has  proved  to  be  very  satisfactory. 
Considerable  trouble  has  been  experienced,  however,  with  the  cast  iron 
pipes  from  tuberculation  and,  occasionally,  from  leakage  at  the  joints. 

309.  New  Conduits,  —  The  city  having  outgrown  its  waterworks, 
it  was  decided  in  1890  to  construct  a  new  conduit  from  Hemlock  Lake 
to  the  city.  The  new  works  were  designed  and  built  under  the  direction 
of  Emil  KuichUng,  chief  engineer. 

The  new  conduit,  which  was  completed  in  1894,  consists  of  a  60-in.  steel 
intake-pipe,  about  1500  ft.  long,  laid  in  the  lake  from  a  submerged  crib 

*  Eng.  News  J  April  11,  1895,  p.  234;  Eng.  Record  j  April  13,  1895,  p.  346,  et  seq. 
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Plan. 

Fra.  203.  —  Intake  Crib  of  RochcBter,  N.  Y. 
(Built  in  1893  and  1894.) 

to  the  shore,  then  of  12,000  ft.  of  brick  conduit,  built  partly  in  tunnel,  and 
lastly  of  26J  miles  of  38-in.  riveted  steel  pipe. 

Fig.  203  shows  the  submerged  crib,  forming  the  inlet  to  the  conduit. 
The  water  is  drawn  about  26  ft.  below  the  surface  of  the  lake.  The 
60-in.  Intake  pipe  is  describod  on  p.  226.     It  was  shipped  from  the  shops 
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in  Pittsburgh,  Pa.,*  in  30-ft.  sections.  Three  of  these  sections  and  a  ball- 
and-socket  joint  were  riveted  together  on  shore  so  as  to  form  a  length  of 
about  100  ft.  of  pipe,  weighing  14  to  16  tons.  These  sections  of  pipes 
were  floated  into  position,  and  sunk  into  a  trench  which  had  been 
dredged  for  them  in  the  lake  bottom,  that  consists  of  clay  at  this 
place. 

A  masonry  gate-house  for  controlling  the  flow  from  the  lake  was 
constructed  at  the  point  where  the  steel  intake-pipe  joins  the  brick 
conduit.  It  is  provided  with  a  double  set  of  passages  to  the  conduit, 
one  of  which  can  be  shut  off  for  inspection  or  repairs,  while  the  other 
maintains  the  flow  to  the  city.  An  overflow  chamber  is  provided  at  the 
junction  of  the  masonry  conduit  with  the  38-in.  steel  pipe.  Another 
overflow  is  constructed  midway  in  the  long  stretch  of  17^  miles,  from  the 
beginning  of  the  38-in.  pipe  to  Rush  reservoir.  It  is  formed  by  a  short 
stand-pipe,  rising  from  the  conduit  on  top  of  a  hill  to  the  hydraulic  grade- 
line.  This  arrangement  limits  the  pressure  to  which  the  steel  pipe  can 
be  subjected  when  the  gate  at  its  lower  end  is  closed. 

310.  The  Specifications  required  the  steel  pipe  to  be  made  of  soft, 
open-hearth  steel,  containing  not  over  0.6  per  cent  of  manganese  and 
0.06  per  cent  of  phosphorus.  It  was  to  have  a  tensile  strength  of 
55,000-65,000  lbs.  per  sq.  in.,  with  an  elastic  limit  of  not  less  than 
30,000  lbs.  and  an  elongation  of  22^  per  cent  in  8  ins.  Cold-bending, 
punching  and  other  tests  were  required.  All  plates  having  at  any  point 
less  than  95  per  cent  of  the  required  thickness  were  rejected. 

311.  The  pipe  forms  a  continuous  riveted  tube,  without  any  pro- 
vision for  expansion,  as  it  was  calculated  that  the  internal  stresses  due 
to  the  changes  of  temperature  to  which  the  pipe  might  be  exposed  would 
be  far  within  the  elastic  limit  of  the  material.  Under  these  circum- 
stances, it  was  essential  that  the  strength  of  the  net  section  of  the  plate 
at. the  circular  seams  should  be  equal  to  the  shearing  resistance  of  the 
rivets  therein.  The  joints  were  designed  to  meet  this  condition. 
Motion  was  prevented,  by  bedding  the  pipe  at  the  ends  of  the  conduit 
in  large  masses  of  masonry.  Similar  precautions  were  taken  in  the 
design  of  all  stop-valves  and  branches  which  were  inserted  in  the  pipe- 
Une.  These  appurtenances  were  provided  with  flanges,  and  were  made 
much  stronger  than  the  pipe,  to  which  they  were  connected  by  strong 

bolts. 

The  pipe  was  made  in  lengths  of  about  7  ft.,  having  alternately  an 
inner  diameter  of  38  ins.  and  of  38  ins.  plus  twice  the  thickness  of  the 
plate.  The  smaller  sections  fitted,  therefore,  just  inside  of  the  larger 
sections.    Each  course  or  section  of  pipe  was  made  of  a  single  sheet. 

*  The  pipe  was  made  by  the  Carroll-Porter  Boiler  and  Tank  Co.,  Pittsburgh,  Pa 
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All  straight  seams  were  required  to  be  made  in  the  upper  quarter  of  the 
circumference  of  the  pipe.  Four  different  classes  of  pipe  were  used, 
accprding  to  the  pressure  that  was  to  be  resisted,  as  given  ih  the  follow- 
ing table: 

TABLE  XLIV.  —  ROCHESTER  38-INCH  STEEL  PIPE 


Static  head 

Thickness  of  steel 
plate 

Longitudinal  joint 

Less  than  120  ft. 
120-153 
153-199 
199-263 

Inch 

i 

i 

t 

Single  riveted 
Double  riveted 
Double  riveted 
Double  riveted 

The  circumferential  joints  were  -always  made  single-riveted,  except 
where  two  different  kinds  of  pipe  were  joined,  in  which  cases  the  seams 
of  the  thinner  pipe,  including  the  junction  seam,  were  double  riveted  for 
a  distance  of  about  200  ft.  This  was  done,  in  order  to  make  the  cir- 
cumferential seams  of  the  thinner  pipe  approximately  equal  to  those  of 
the  thicker  pipe.  It  was  calculated  that  in  a  distance  of  about  200  ft. 
the  friction  of  the  earth  against  the  pipe,  after  the  trench  had  been 
properly  refilled,  would  balance  the  resultant  of  the  longitudinal  forces, 
produced  in  the  two  classes  of  pipe  by  the  extreme  variation  of  tempera- 
ture in  the  conduit,  which  was  taken  as  45°  Fahrenheit.  Each  class  of 
pipe  is  regarded  as  firmly  anchored  in  the  soil,  except  for  the  above- 
nientioned  distance  at  the  junctions. 

Four  courses  of  pipe,  making  lengths  of  about  27^  ft.,  were  riveted 
together  in  the  shop  and  thoroughly  caulked  on  the  inside  and  outside. 
Changes  in  direction  in  either  the  alignment  or  grade  were  made  by 
slightly  beveling  at  one  end  a  sufficient  number  of  courses.  The  con- 
tractors were  supplied  with  accurate  drawings  on  a  large  scale,  showing 
these  changes.  In  order  to  avoid  having  many  patterns,  a  standard 
bevel  of  2°  43.5',  corresponding  to  an  offset  of  1.806  ins.  in  the  diameter 
of  38  ins.,  was  used  wherever  possible.  The  standard  bevel  on  the  end 
of  every  fourth  course  forms  a  polygon  fitting  a  10°  curve  very  closely. 
If  applied  at  the  end  of  every  second  course,  the  polygon  would  fit  a 
20°  8'  curve,  and  if  placed  at  the  end  of  every  course,  it  would  fit  a 
41°  9.75'  curve.  The  radii  for  the  three  courses  mentioned  above  are, 
respectively,  573.7,  286.1,  and  142.2  ft.  -'- 

312.  Coating.  —  Great  pains  were  taken  to  obtain  the  best  coatinfe 
for  protecting  the  pipes  from  corrosion.  In  the  beginning  a  purely 
asphaltic  coating,  like  that  used  successfully  on  numerous  conduits  in 
California,  and,  also,  on  the  Newark  pipe  (p.  334)  was  applied.  The 
pipes,  after  being  thoroughly  cleaned,  were  heated  in  an  oven  ^  ^bqiit 
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320°  Fahrenheit,  and  were  then  dipped  into  a  large  tank  containing  the 
coating  mixture,  in  which  they  were  allowed  to  remain  until  the  metal  of 
the  pipe  acquired  the  same  temperature  as  the  bath.  The  pipes  were 
then  removed,  the  surplus  coating  was  allowed  to  drip  off,  and  the  pipes 
were  then  placed  on  skids,  where  the  material  was  left  to  harden.  This 
coating,  which  appeared  to  be  very  satisfactory,  when  exposed  to  water, 
was  found  to  undergo  a  change,  if  the  pipes  were  exposed  to  the  air  for 
several  weeks.  It  failed,  also,  to  adhere  tightly  to  the  metal.  The 
contractors  were  put  to  great  expense  in  painting  with  costly  materials 
large  areas  from  which  the  coating  had  scaled  off.  California  asphalt 
and,  also,  a  mixture  of  Trinidad  asphalt  and  the  best  grade  of  coal-tar 
were  used,  the  latter  giving  the  better  results. 

313.  Japanning  Process,  —  Prof.  A.  H.  Sabin,  the  chemist  of  the 
well-known  firm  of  Edward  Smith  Co.  of  New  York,  varnish  manu- 
facturers, was  later  engaged  to  make  a  series  of  experiments  to  find  a 
perfectly  satisfactory  coating.  He  finally  devised  a  very  promising 
japanning  process,  which  was  used  for  the  remaining  pipes.  The 
essential  point,  in  which  this  process  differs  from  the  usual  method  of 
coating,  is  in  removing  the  pipes  from  the  bath  of  asphalt  and  tar  to  a 
large  brick  oven,  in  which  they  are  baked  at  a  high  temperature  for 
about  ten  hours. 

At  Rochester  each  pipe  was  heated  in  an  oven,  large  enough  to  contain 
three  pipes  at  a  time,  before  it  was  dipped  in  the  bath  of  coating  mixture, 
which  was  placed  in  a  vat  forming  half  of  a  horizontal  cylinder,  6  ft.  in 
diameter  and  32  ft.  long.  The  vat  had  brick  walls  which  were  lined  with 
iron.  Crude  oil  was  used  as  the  fuel  in  the  furnace  that  was  placed 
directly  under  the  vat.  The  baking  oven  was  about  9x25  ft.  in  the 
clear,  and  sufficiently  high  to  admit  a  twenty-eight  foot  section  of  pipe, 
placed  on  end.  Twelve  of  these  sections  could  be  baked  at  a  time.  A 
temperature  of  500-600°  Fahrenheit  was  maintained  in  the  oven. 

Great  care  was  taken  to  protect  the  coating  from  injury  during  the 
transportation  and  handhng  of  the  pipes.  All  chains,  bolsters  or  saddles, 
on  which  the  pipes  bore,  were  covered  with  old  rubber  hose,  canvas  or 
carpet.  During  the  latter  part  of  the  work,  canvas  coverings,  or  mats, 
were  placed  on  top,  or  within  the  pipe,  wherever  the  workmen  were 
engaged,  and  all  who  entered  the  pipes  were  required  to  put  on  soft  felt 
shoes  or  overshoes.  Some  abrasions  of  the  coating  in  fitting  the  pipes 
together  and  from  the  riveting  were  unavoidable.  The  coating  was 
replaced  in  such  cases  by  "P.  &  B."  paint,  which  consists  of  refined 
asphalt  dissolved  in  bisulphide  of  carbon.  The  latter  material  is  a  very 
volatile  Uquid  which  evaporates,  leaving  a  thick  coating  of  asphalt  on 
the  m^t^l.     As  the  vapor  rising  from  this  paint,  when  first  appUed,  is 
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very  offensive  in  odor  and,  also,  inflammable,  the  pipes  had  to  be  well 
ventilated  while  the  paint  was  being  appUed.  This  was  accompUshed 
by  opening  the  manholes  which  had  been  provided  on  top  of  the  pipe, 
at  intervals  of  about  1000  ft.,  to  permit  ingress  to  the  pipes  for  inspection 
or  repairs,  and  by  forcing  a  strong  cm*rent  of  air  through  the  pipe,  by 
means  of  a  suitable  fan  or  blower. 

314.  Pipe  Laying.  —  In  laying  the  pipe,  two  sections  were  riveted 
together  making  a  length  of  about  54.5  ft.,  before  they  were  lowered 
into  the  trench.  These  long  sections,  which  weighed  7000-10,500  lbs., 
were  rolled  by  hand  on  top  of  timbers  placed  over  the  trench,  and  were 
then  lowered  by  means  of  one  or  two  strong  derricks. 

When  about  a  mile  of  conduit  had  been  completed,  it  was  tested  by 
water  pressure.  The  ends  of  the  pipe  were  closed,  either  by  temporary 
steel  boiler-heads,  or  by  gate-valves,  and  the  pipe  was  then  filled  with 
water,  by  means  of  a  force-pump.  The  water-pressure  was  raised 
gradually  to  a  pressure  of  50  per  cent  greater  than  that  to  which  the  pipe 
was  to  be  subjected. 

315.  An  air-valve  of  special  construction  *  was  placed  at  each  sum- 
mit of  the  conduit  Une.  It  serves  to  let  the  air  out  of  the  pipe,  when 
it  is  being  filled  with  water,  and  to  admit  air  automatically  when  the 
water  is  drawn  out  of  the  pipe,  either  by  the  blow-offs,  or  on  account  of 
a  break.  The  air-valves  are  simply  bronze  poppet-valves  3,  4  or  6  ins. 
diameter,  which  are  either  used  singly  or  in  groups  of  two  or  four.  They 
are  kept  closed  by  springs,  and  are  attached  to  the  conduit  in  the  manner 
shown  in  Fig.  204.  The  air-valves  are  protected  from  frost  and  injury 
by  an  iron-casing,  covered  with  earth,  from  which  a  standpipe  rises  3  ft. 
above  the  surface.  It  is  covered  with  an  iron  hood  having  a  small 
opening  (usually  kept  covered  with  a  locked  flap)  through  which  a  key 
can  be  pushed  to  open  one  of  the  valves  during  the  filUng  of  the  pipe. 
As  the  springs  are  made  only  strong  enough  to  balance  the  weight  of 
the  valve,  the  valves  open  automatically,  whenever  the  pressure  in  the 
pipe  is  reduced  below  that  of  the  atmosphere. 

316.  Blow-offs  for  emptying  the  pipe  for  inspection  or  repairs  are 
provided  at  every  depression.  They  consist  of  short  branch  pipes, 
6  ins.  and,  in  one  case,  8  ins.  in  diameter,  controlled  by  two  gate-valves, 
the  one  nearer  the  conduit  being  only  shut  when  the  other  one  is  out  of 
order.  The  blow-off  pipes  are  connected  to  the  conduit  by  means  of  a 
flanged  casting,  riveted  to  its  lower  quarter.  At  each  blow-off,  the  main 
conduit  and  the  two  gate-valves  of  the  blow-off  are  supported  on  a  founda- 
tion of  concrete,  in  order  to  avoid  breakage  by  unequal  settling,  etc. 

*  Invented  by  Emil  Kuichling,  M.  Am.  Soc.  C.  E.,  and  manufactured  by  the 
Rensselaer  Valve  Co.,  Troy,  N.  Y. 
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About  110,000  ft.  from  the  inlet,  the  conduit  is  connected  by  means 
of  a  36-in.  cast  iron  branch  pipe,  about  1000  ft.  long,  with  Rush  reser- 
voir, which  is  about  forty  feet  above  the  main  conduit.  Forty  thousand 
feet  further  (i.e,,  150,000  ft.  from  the  inlet),  the  conduit  terminates  at 
the  Mt.  Hope  reservoir  in  the  city  of  Rochester. 

317.  Gate-valves.  —  Heavy  36-inch  gate-valves  are  placed  in  the 
pipe-Une  at  different  points.  Ten  are  set  between  the  inlet  and  the 
branch  to  Rush  reservoir,  and  six  between  the  latter  point  and  Mt. 
Hope  reservoir.  They  serve  for  shutting  off  the  section  between  any 
two  gate-valves  for  inspection  or  repairs. 

318.  Pipe  Connections,  —  The  old  and  new  conduits  are  connected 
by  means  of  the  branch  pipe  from  the  latter  to  Rush  reservoir,  and, 
also,  by  means  of  the  Mt.  Hope  reservoir.  Two  36-in.  mains  distributee 
the  water  from  the  latter  reservoir.  The  surface  of  Rush  reservoir  is 
about  125  ft.  higher  than  that  of  Mt.  Hope  reservoir.  Arrangements 
are  made  for  turning  the  full  pressure  from  Rush  reservoir  into  the  two 
36-in.  distributing  mains,  which  in  this  case  are  closed  from  Mt.  Hope 
reservoir  by  means  of  check-valves. 

319.  The  first  Newark  conduit,  was  constructed  in  1889-1892  by 
the  East  Jersey  Water  Co.,  which  entered  into  a  contract  with  the  city 
of  Newark  to  furnish  a  new  supply  of  water  for  the  city  by  gravity  from 
the  Pequannock,  Wynockie  or  Ramapo,  three  tributaries  of  the  Pas- 
saic River.  According  to  the  agreement,  the  works  were  to  have  a 
capacity  of  50,000,000  U.  S.  gals,  p^r  day,  of  which  quantity,  one-half 
was  to  be  delivered  for  low-service  and  the  other  half  for  high-service, 
with  a  head  of  300  ft.  above  mean  tide.  The  works  were  to  be  com- 
pleted by  May  1,  1891,  only  2  years  and  7  months  being  allowed  for 
their  construction. 

The  works  were  designed  by  Clemens  Herschel,  M.  Am.  Sop.  C.  E., 
the  chief  engineer  of  the  East  Jersey  Water  Co.,  and  were  executed 
under  his  direction.*  The  supply  was  obtained  entirely  from  the  Pe- 
quannock. Two  reservoirs  were  constructed  in  the  water-shed  of  this 
stream,  to  store  a  supply  for  120  days.  The  water  flows  from  these  basins 
in  the  natural  channel  of  the  stream  to  a  small  intake  reservoir,  con- 
structed  on  the  Pequannock  (known  as  the  Macopin  intake)  from  which 
a  48-in.  riveted  steel  pipe  conveys  the  water  to  Newark.  The  capacity, 
elevation,  etc.,  of  each  of  these  reservoirs  is  given  in  the  following 
table: 

*  Paper  by  Clemens  Herschel,  M.  Am.  Soc.  C.  E.,  in  Jour.  New  England  Water 
Works  Assoc,  1893,  Vol.  VIII,  pp.  18-42;  see  also,  Eng.  Record,  Aug.  8, 1891,  p.  156; 
Eng.  News  J  Oct.  11,  1890,  Aug.  1  et  seq.  1891  and  June  15  et  seq.  1893. 
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TABLE  XLV.  —  STORAGE  RESERVOIRS  FOR  THE  WATER  SUPPLY 

OF  NEWARK 


Name  of  reservoir 


Clinton 

Oak  Ridge 

Macopin  intake 


Drainage, 

area  square 

miles 

Surface, 
acres 

Elev.  of 

spillway 

above 

mean  tide 

Maximum 

depth  of 

water 

9.50 
27.30 
25.90 

423 

383 

12 

992.0 
836.0 
583.7 

41.3 
44.5 
14.4 

62.7 

718 

Cubic  contents, 
U.  S.  gallons 


3,518,000,000 

2,555,000,000 

32,000,000 

6,105,000,000 


320.  Steel  Conduit.  —  The  great  pressure  to  which  the  conduit 
conveying  the  water  was  to  be  subjected,  and  the  rapidity  with  which  it 
had  to  be  built,  led  to  the  construction  of  a  continuous  riveted  steel 
conduit.  As  this  pipe  was  the  first  of  its  kind,  of  any  extent,  in  the 
Eastern  States  and  as  Mr.  Herschel  introduced  several  new  features  in 
its  construction,  we  shall  describe  it  somewhat  in  detail. 

The  main  conduit  has  an  inner  diameter  of  4  ft.  and  a  length  of  about 
21  miles,  from  the  inlet  at  Macopin  reservoir  to  the  low-service  receiving 
reservoir  at  Belleville.*  It  has  a  hydrauUc  grade  of  2  in  1000.  A  branch 
conduit,  36  ins.  in  diameter  and  five  miles  long,  constructed  like  the  main 
conduit,  conveys  part  of  the  water  from  a  point  near  the  Belleville 
reservoir  to  a  high-service  reservoir  at  East  Orange  Avenue,  Newark. 

The  flow  through  the  conduit  is  controlled  entirely  by  a  sluice-gate, 
placed  at  its  up-stream  end.  By  this  arrangement,  the  pipe  is  only 
subjected  to  the  pressure  due  to  its  hydraulic  grade,  and  has  never  to 
bear  the  full  hydraulic  head  from  the  level  of  the  inlet  reservoir.  This 
simple  plan,  which  appears  to  have  been  introduced  practically  for  the 
first  time  in  the  Newark  conduit,  effected  a  saving  of  fully  40  per  cent 
in  amount  of  metal  required  in  the  pipe.  A  telephone  line,  constructed 
along  the  conduit,  gives  an  easy  means  of  sending  the  necessary  order  to 
the  gate-keeper  at  the  inlet.  If  by  any  accident  the  inlet-gate  should 
not  be  closed,  when  ordered,  the  only  result  would  be  a  waste  of  water  at 
the  overflow-weirs  of  the  receiving  reservoir,  which  are  always  kept  open. 

One  of  the  most  striking  features  of  the  Newark  conduit  is  the  total 
absence  of  any  mechanical  contrivances  to  allow  for  contraction  or 
expansion.    Riveted  pipes  have  been  built  successfully  in  this  manner 

*  The  bottom  of  the  conduit  at  the  intake  is  at  elevation  569.3  above  mean  tide. 
The  hydraulic  grade  begins  at  the  intake  at  elevation  579.2,  reaches  the  low-service 
reservoir  at  Belleville  at  elevation  358,  and  the  high-service  reservoir  at  East  Grange 
Ave.,  at  elevation  300.  The  high-water  mark  of  these  two  receiving  reservoirs  are 
respectively  at  elevation  168.4  and  226.6.  It  is  intended  to  construct  eventually  a 
special  high-service  reservoir  at  elevation  300. 
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in  California,  but  there  was,  at  that  time,  no  precedent  for  thi&  method 
of  construction  in  the  Eastern  States.  In  the  wrought  iron  pipe,  con-, 
structed  in  1872-1876,  to  supply  Rochester,  N.  Y.  (page  324),  hub-and- 
spigot  joints  were  provided,  at  intervals  of  fifty-six  to  eighty-one  feet,  to 
allow  for  expansion  and  contraction.  The  experience  made  with  the 
Newark  pipe  has  shown  that  a  riveted  wrought  iron  or  steel  pipe  may  be 
made  continuous,  providing  it  is  made  strong  enough  to  resist  the 
strains  caused  by  changes  of  temperature.  In  the  Newark  pipe,  the 
temperature  may  vary  from  32-77°  Fahrenheit,  a  difference  of  45  de- 
grees. The  resulting  strains  are  resisted  jointly  by  the  friction  between 
the  pipe  and  the  earth  in  which  it  is  bedded,  and  by  the  elasticity  of  the 
material,  the  one  causing  the  action  of  the  other. 

321.  Pipe-making*  —  The  pipe  was  made  of  the  best  open  hearth 
steel,  which  was  required  to  conform  to  the  following  specification: 

"Tensile  specimen  to  be  eight  (8)  ins.  long  and  one  and  one-half  (IJ) 
ins.  wide,  between  measuring  points.  Tensile  strength  to  be  between 
the  limits  of  55,000  and  67,000  lbs.  per  sq.  in.  Elastic  limit  to  be  not 
less  than  30,000  lbs.  per  sq.  in.  For  plates  f  in.  thick  and  heavier, 
elongation  to  be  not  less  than  25  per  cent  longitudinally  on  the  plate, 
22  per  cent  transversely  on  the  plate.  Plates  thinner  than  |  ins., 
elongation  to  be  not  less  than  22|  per  cent  longitudinally,  and  20  per 
cent  transversely  on  the  plate. 

"  Bending  specimen  to  be  six  (6)  ins.  long  and  one  (1)  in.  wide,  and 
to  be  hammered  down  flat,  when  cold,  without  showing  cracks. 

"  Test  to  be  made  from  20  per  cent  of  the  plates  selected  at  random. 

''  Steel  not  to  contain  more  than  six  one-hundredths  (0.06)  per  cent 
phosphorus,  and  six  one-hun4redths  (0.06)  per  cent  sulphur,  and  sixty 
one-hundredths  (0.60)  per  cent  manganese." 

The  high  quaUty  of  the  steel  specified  permitted  the  plates  to  be 
punched  without  any  injury.  About  $85,000  might  have  been  saved  in 
the  cost  of  the  plates  by  using  Bessemer  steel,  but  in  that  case  it  would 
have  been  necessary  either  to  drill  the  rivet  holes  or  to  punch  and  ream 
them. 

The  rivets  used  in  the  shops  were  made  of  soft  open  hearth  steel, 
having  a  tensile  strength  of  57,000  to  63,000  lbs.  per  sq.  in.  and  an 
elastic  limit  of  30,000  lbs.  They  were  driven  by  hydraulic  riveters. 
Those  used  in  the  field  were  driven  by  hand  and  were  made  of  iron 

*  The  steel  plates  were  manufactured  by  Carnegie,  Phipps  &  Co.,  of  Pittsburgh 
at  their  Homestead  Works.  The  pipe  was  made  and  deUvered  along  the  trench  by 
McKee  &  Wilson,  boiler  makers,  then  of  South  Bethlehem,  Pa.  T.  A.  &  R.  G.  Gilles- 
pie, of  Pittsburgh,  Pa.,  excavated  the  trench,  placed  the  pipe,  joined  the  sections  and 
refilled  the  trench. 
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having  a  tensile  strength  of  55,000  lbs.  per  sq.  in.  and  an  elastic  limit  of 
.  at  least  27,500  lbs. 

The  steel  plates  were  shipped  from  Homestead,  Pa.,  where  they  were 
manufactured,  in  new  coal-cars,  having  deep  bodies  and  removable 
flat  roofs,  to  Paterson,  New  Jersey,  where  extensive  shops  were  erected 
and  equipped  for  making  the  pipes.  The  plates  were  all  7  ft.  wide, 
about  13  ft.  long,  and  },  t'V  or  f  i^^-  thick,  according  to  the  pressure  to  be 
resisted.  Four  plates  (two  large  and  two  small  sheets)  were  used  to 
make  a  section  of  pipe  about  27  ft.  long.  Two  of  the  rings  forming  the 
section  were  made  just  large  enough  to  sUp  over  the  other  two  rings,  so 
as  to  make  telescopic  joints.  The  process  of  making  the  pipes  was  as 
follows:  The  rivet  holes  were  marked  and  punched;  the  edges  of  the 
plates  were  beveled  by  a  planer;  the  plates  were  bent  to  the  true  circle 
in  rollers;  and  then  fitted,  riveted,  and  caulked,  the  riveting  being  done 
by  hydraulic  machines  and  the  caulking  by  pneumatic  tools,  using 
compressed  air. 

322.  Coating.  —  Each  section  of  pipe  was  given  two  coats  of 
California  asphalt.  This  material  is  found  in  Southern  California  in 
two  forms,  viz.:  As  rock  asphalt,  containing  40-60  per  cent  of  sand; 
and  as  liquid  asphalt,  which  is  combined  with  a  species  of  petroleum. 
Wl^en  the  first  kind  is  used,  it  must  first  be  melted  to  get  rid  of  the 
combined  sand,  and  then  remelted  in  the  coating  vats,  enough  coal  tar 
being  added  to  give  the  mixture  the  proper  consistency.  Liquid 
asphalt  must  first  be  distilled  until  only  the  bitumen  remains.  It  is 
then  melted  in  the  coating  vat,  where  it  is  usually  mixed  with  the 
products  of  the  same  wells,  taken  at  a  lesser  stage  of  distillation,  either 
to  make  it  more  fluid  or  more  viscous. 

Two  iron  vats  or  tanks  were  used  for  the  coating,  each  being  long 
enough  to  hold  a  27-ft.  section  of  pipe.  The  furnaces  were  placed 
beneath  the  vats,  and  the  coating  mixture  was  kept  at  a  temperature  of 
about  300°  Fahrenheit.  Each  pipe  was  left  for  about  twenty  minutes 
in  the  bath,  so  as  to  acquire  the  required  temperature.  It  was  then 
removed,  and  dipped  about  fifteen  minutes  later  in  a  second  tank,  to 
receive  a  thickening  coating.  It  was  left  less  time  in  the  second  bath 
than  in  the  first,  in  order  to  avoid  melting  the  first  coat.  The  specifica- 
tions required  the  coating,  after  the  two  dips,  to  weigh  four  pounds  per 
square  foot  of  surface. 

Two  kinds  of  pipe  were  made  at  the  shops,  as  required,  viz.:  straight 
pipes,  and  pipes  beveled  at  one  end  for  use  on  curves.  All  changes  of 
alignment  or  grade  were  made  by  one  of  four  standard  curves,  viz.: 
those  of  2i  degrees,  5  degrees,  7^  degrees  or  10  degrees  curvature.  The 
vertical  curves  were  all  10  degrees.    The  curves  were  made  by  laying 
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one  to  four  straight  sheets  to  form  a  chord  on  the  lengths  constituting  the 
desired  curve.  At  each  angle-point  between  the  chords,  and  at  the 
tangents,  a  pipe  beveled  at  one  end  was  placed.  Four  pipes  were 
shipped  on  a  car  from  the  shops,  two  being  placed  above  the  others. 
The  pipes  were  hauled  to  the  trench  by  teams.  Two  horses  were 
generally  able  to  haul  a  twenty-seven  foot  pipe,  but  on  steep  grades  four 
horses  had  to  be  used. 

323.  Pipe  Laying,  —  The  trench  for  the  pipe  was  generally  5  by  5  ft. 
in  section.  Most  of  the  excavation  was  in  earth,  but  some  rock  had  to 
be  blasted,  and  in  some  cases  sheet-piUng  was  required.  In  Ught, 
shifting  or  water-bearing  soil,  the  pipe  was  protected  by  a  thick  layer  of 
concrete.  The  pipe  was  delivered  along  the  trench  in  sections  27  ft. 
long.  Two  of  these  sections  were  riveted  together,  rolled  on  top  of 
skids,  placed  over  the  trench,  and  then  lowered  by  tripod  derricks  into 
the  trench.  The  circumferential  joint  with  the  section  last  laid  was 
made  by  driving  the  rivets  on  the  upper  half  of  the  pipe  from  without, 
and  the  rivets  of  the  lower  half  from  ^thin,  the  riveters  in  the  latter  case 
working  on  their  knees  and  using  short  handled  hanomers.  At  every 
other  joint,  a  l§-in.  tapped  hole  was  provided  near  the  rivet  line.  The 
rivets  driven  from  the  outside  were  passed  through  this  hole  to  the 
holder-on  within  the  pipe,  and  the  hole  was  finally  closed  with  a  cast 
iron  plug  screwed  in  from  the  outside  into  carefully  tapped  screw  threads. 

The  back-filling  was  kept  up  to  the  pipe-laying,  as  nearly  as  practi- 
cable, and  was  carried  up  above  the  pipe  so  as  to  make  a  ridge,  about 
2  to  3  ft.  high  above  the  level  of  the  ground.* 

When  the  pipe  was  delivered  and  the  trench  was  dry,  about  1000  ft. 
of  pipe  could  be  laid  per  day.  The  best  record  was  one  mile  laid  in 
three  days.  The  average  amount  of  pipe  laying  was  about  19,000 
lineal  feet  per  month,  the  maximum  being  22,165. 

Where  the  workmen  were  engaged,  the  coating  was  protected,  both 
on  the  inside  and  outside,  by  canvas,  carpet,  etc.  The  workmen,  upon 
entering  the  pipe,  were  required  to  wear  rubber  boots.  Wherever  the 
coating  was  injured,  the  pipe  was  painted  with  ''P.  &  B. "  paint  (p.  328). 

After  the  pipe  was  completed,  it  was  carefully  inspected  on  the  inside 
by  men  crawling  through  the  pipe.  A  large  number  of  small  objects, 
which  had  been  left  behind,  while  the  pipe  was  being  laid,  notwithstand- 
ing constant  care,  were  removed,  and  the  water  was  finally  admitted 
on  Dec.  30,  1891. 

324.  Bridges.  —  The  conduit  is  carried  across  the  Pompton  River 
and  the  canal  adjoining  it  by  a  wrought  iron  bridge  having  four  150-ft. 
spans.     The  Passaic  River  is  crossed  by  a  similar  bridge  of  three  spans 

*  It  is  now  customary  to  test  a  pipe  before  covering  it  with  earth. 
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of  150  ft.  These  bridges  are  formed  of  Pratt  trusses,  placed  ten  feet 
center  to  center.  The  pipe,  which  weighs  about  1000  lbs.  per  lin.  ft.  when 
full  of  water,  is  suspended  from  the  top-chord  panel  joints.  A  narrow 
foot-path  is  placed  at  the  level  of  the  bottom-chord.  For  spans  of  less 
than  10  ft.,  the  pipe  is  strong  enough  to  support  itself.  Small  streams 
are  crossed  by  stone  culverts  up  to  20  ft.  in  span.  At  a  number  of  places 
the  pipe  passes  under  streams  or  canals. 

326.  ShiU-off  Gates.  —  The  main  conduit  is  divided  into  ten  sections 
by  nine  48-in.  shut-off  gates,*  which  are  placed  at  convenient  points. 
The  branch  conduit  has  two  similar  36-in.  gates.  E^h  of  the  gates  has 
two  10-in.  by-passes,  one  on  each  side,  which  are  controlled  by  10-in. 
gate-valves.  At  each  of  the  shut-off  gates,  excepting  the  first  two,  a 
blow-off  valve  is  provided,  which  is  interlocked  by  means  of  bars  with 
the  gate  in  such  a  manner,  that  the  gate  cannot  be  closed  until  the  blow- 
off  is  opened,  and,  vice  versa,  the  blow-off  is  closed  before  the  gate  is 
opened.  By  this  arrangement,  which  was  introduced  in  this  conduit 
for  the  first  time,  the  pipe  can  never  be  subjected  to  a  greater  pressure 
than  that  due  to  the  hydrauUc  grade.  The  first  shut-off  gate  from  the 
inlet  did  not  require  a  blow-off,  as  the  pipe  at  that  point  could  readily 
withstand  the  full  hydrostatic  pressure  from  the  inlet  reservoir.  At  the 
second  gate,  which  is  placed  at  Pompton  Notch,  the  pipe  almost  reaches 
the  hydrauUc  gradient.  No  blow-off  is  needed  in  this  case  as  an  open 
overflow  is  constructed  at  this  point. 

The  arrangement  of  blow-off  valves,  interlocked  with  the  correspond- 
ing gates,  is  much  more  reUable  than  the  use  of  any  relief  valves,  held 
in  place  by  springs  or  weights.  The  shut-off  gates  are  made  extra  strong 
and  are  provided  with  flanges.  Where  they  are  placed,  the  pipe  is 
anchored  by  surrounding  it  with  a  prism  of  masonry,  about  5  ft.  square, 
extending  25  ft.  each  way  from  the  gate.  This  arrangement  relieves  the 
gates  of  any  great  strains  from  change  of  temperature. 

326.  Blow-offs  and  Manholes.  —  A  blow-off  is  provided  at  every 
depression  on  the  pipe-line.  Manholes  are  constructed  every  1000  ft.  on 
top  of  the  main  conduit,  and  every  500  ft.  on  top  of  the  branch  conduit. 
They  give  access  to  the  interior  of  the  pipe  for  inspection  or  repairs. 

327.  Air-valves  are  placed  at  all  sunmiits  on  the  pipe-line.  They 
serve  to  let  out  the  air,  when  the  pipe  is  being  filled,  and  to  admit  it 
when  the  water  is  drawn  off,  either  intentionally  or  by  a  break.  Each 
air-valve  t  consists  of  a  cluster  of  4,  6,  or  10  brass  cup-valves,  being 

*  All  the  shut-off  gates  and  blow-off  valves  were  made  by  the  Eddy  Valve  Co., 
Waterford,  N.  Y. 

t  The  air-valves  were  made  by  the  Coffin  Valve  Co.,  Boston,  Mass.,  which,  also, 
made  the  sluice-gates  at  the  intake  gate-house. 
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equivalent  to  6-in.,  8-in.,  or  10-in.  connections.  The  cup-valves  have 
an  outer  diameter  of  3\i  ins.,  are  turned  bottom  up,  and  are  Ught  enough 
to  float  in  water.  They  move  between  brass  guides.  The  water  in 
filling  the  pipe  closes  the  air-valves  by  forcing  the  cup-valves  against 
their  seats,  the  shock  in  striking  the  seats  being  reduced  by  the  air 
within  the  cup-valves,  which  forms  a  cushion.  As  soon  as  the  water  is 
lowered  in  the  pipe,  the  cup-valves  drop  automatically  and  admit  air. 
At  each  of  the  clusters  of  air-valves,  a  special  valve,  worked  by  hand,  is 
placed,  to  let  out  the  air  that  may  accumulate  in  the  pipe.  A  gate-valve 
is  provided  for  each  cluster  of  air-valves. 

The  air-valves  are  proportioned  to  admit  suflScient  air  to  prevent  the 
pressure  in  the  pipe  from  being  reduced  below  half  an  atmosphere,  in 
case  the  pipe  should  be  suddenly  cut  in  two  at  its  most  dangerous  point. 
They  were  temporarily  and  hastily  protected  from  frost,  injury,  and 
interference  by  maUcious  persons  by  special  boxes  in  the  following 
manner:  a  cellar-pit  was  built  around  each  air-valve  and  was  covered 
with  loose  boards,  on  top  of  which  a  cheap  form  of  quilt,  made  in  halves, 
was  laid.  Over  this  was  placed  the  box  proper,  which  is  pierced  by  two 
or  four  square  wooden  chimneys.  To  prevent  mischievous  persons  from 
throwing  in  stones,  sticks,  etc.,  the  chimneys  are  hooded. 

328.  Pressure-regulators.  —  Until  the  city  of  Newark  completed . 
its  special  high-service  reservoir,  reUef -valves  or  pressure-regulators* 
were  placed  at  the  two  terminal  gate-houses  at  the  reservoirs.  These 
regulators  are  contrived  in  such  a  manner  that  a  small  relief-valve, 
which  can  be  set,  by  means  of  a  hand-wheel,  at  any  desired  pressure, 
opens  when  this  pressure  is  reached  and  admits  an  excess  of  pressure 
into  a  chamber,  which  depresses  the  main  valve,  and  thus  reduces 
the  pressure  in  the  pipe.  To  insure  safety,  the  piping  and  relief 
valve  were  made  in  dupUcate.  Three  of  these  pressure-regulators,  each 
governed  by  two  independent  reHef-valves,  were  put  in  the  Belleville 
gate-house. 

329.  Venturi  Water-meters,  —  According  to  the  agreement  made 
between  the  city  of  Newark  and  the  East  Jersey  Water  Company,  the 
city  was  to  pay  four  milhon  dollars  for  the  water  works  on  May  1,  1892, 
and  an  additional  two  milUon  dollars  on  September  24,  1900,  when  the 
works  were  to  become  the  property  of  the  city.  Until  the  last  payment 
was  made,  the  Water  Company  was  to  have  the  right  to  sell  all  the  water 
suppUed  by  the  works,  which  Newark  did  not  consume.  Under  these 
circumstances  it  was  necessary  to  keep  accurate  records  of  the  quantity 
of  water  drawn  at  different  points  from  the  conduit.  The  discharge 
was  measured  by  means  of  Venturi  water-meters  (p.  530),  two  48-in., 

♦  Made  by  the  Ross  Valve  Co.,  Troy,  N.  Y. 
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one  36-in.  and  one  16-in.  being  the  first  used.  By  February,  1900,  the 
East  Jersey  Water  Company  had  installed  fourteen  of  these  meters,  in 
sizes  of  12  to  51  ins. 

At  the  time  when  the  conduit  was  designed,  there  were  no  reUable 
data  of  the  discharge  of  a  riveted  pipe  of  the  size  contemplated.  The 
only  gauging  of  a  pipe  near  the  size  of  the  Newark  conduit  were  those 
made  for  the  Rochester  pipe,  built  in  1873-1876,  which  was  partly  24 
ins.  and  partly  36  ins.  in  diameter.  These  gaugings,  which  were  pub- 
Ushed  in  the  report  of  the  chief  engineer  of  the  water  works,  of  Janu- 
ary 1,  1877,  have  since  been  shown  to  have  given  discharges  that  were 
much  too  large.  As  the  determination  of  the  diameter  of  the  Newark 
pipe  was  based  on  the  Rochester  gaugings,  for  lack  of  any  other  data, 
it  was  found  upon  testing  that  the  Newark  conduit  discharged  only 
about  36  million  gallons  per  day,  instead  of  the  50  millions  required  by 
the  contract.  This  deficiency  in  capacity  was  remedied  by  building  a 
second  conduit,  parallel  with  the  first  pipe  which  was  made  48  ins.  in 
diameter  at  its  upper  end,  where  the  conditions  of  grade  were  less 
favorable  than  on  the  lower  part  of  the  line,  and  42  ins.  in  diameter  the 
rest  of  the  way.* 

330.  The  second  Newark  conduit  was  constructed  in  1895  to  1897 
from  the  Macopin  Inlet  to  Belleville,  a  distance  of  5|  miles.  It  was 
connected  temporarily  at  the  latter  point  with  the  first  conduit,  in- 
creasing the  discharge  of  this  coilduit  below  this  junction  to  45.6  million 
gallons  per  day. 

331.  The  Coolgardie  Pipe-line. t  —  The  town  of  Coolgardie  is  situ- 
ated in  Western  Australia,  about  350  miles  from  the  west  coast  and 
250  miles  from  the  south  coast,  in  a  district  noted  for  its  dryness,  in 
which  the  annual  rainfall  has  been  as  low  as  3|  ins.  Owing  to  the  great 
porosity  of  the  soil,  the  rain  water  is  soon  absorbed,  and  becomes  saline 
from  the  salts  the  soil  contains.  The  discovery  in  1892  of  great  gold- 
fields  near  Coolgardie  brought  many  miners  and  settlers  to  this  district. 
As  there  were  no  available  sources  of  water  supply  in  the  vicinity,  the 
Government  built  expensive  works  in  1898  to  1903,  to  obtain  water  from 
the  DarUng  Ranges  on  the  western  coast  to  Coolgardie,  a  distance  of 
over  300  miles. 

By  means  of  a  masonry  dam,  a  storage  reservoir  of  4,600,000,000  gals. t 
capacity,  fed  by  a  watershed  of  569  miles,  was  formed  on  the  Helena 
River  at  Mimdaning.    It  stores  a  sufficient  supply  for  two  years. 

*  See  ''115  Experiments  on  the  Carrying  Capacity  of  Large  Riveted  Metal 
Conduits,  up  to  Six  Feet  per  Second  of  Velocity  of  Flow,"  by  Clemens  Herschel, 
M.  Am.  Soc.  C.  E.,  New  York,  1897. 

t  Proc.  Inst.  C.  E.,  1905,  CLXII,  p.  50. 

t  Imperial  gallons  are  used  in  this  description. 
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From  this  reservoir,  the  water  is  conveyed  by  a  line  of  30-in.  steel  pipe, 
308  miles  long,  to  a  distributing  reservoir  of  12,000,000  gals,  capacity 
at  Bulla  BulUng,  from  which  the  water  flows  by  gravity,  through  a 
continuation  of  the  pipe-line,  21  miles  to  Coolgardie  and  23|  miles 
farther  to  Kalgoorlie,  the  total  length  of  the  steel  conduit  being  351^ 
miles.  .  The  water  is  raised  in  this  distance  a  total  height  of  1290  ft., 
by  means  of  eight  pumping  stations,  located  at  different  points  along 
the  pipe-line. 

The  first  pumping  station  is  placed  on  the  Helena  River,  650  ft.  down- 
stream from  the  storage  reservoir.  The  pumps  draw  their  water  from 
a  4-ft.  stand-pipe,  erected  in  front  of  them,  and  lift  the  water  a  net 
height  of  415  ft.  through  1|  miles  of  pipe  to  a  concrete  receiving  tank  of 
468,000  gals,  capacity.  The  pumps  of  Station  No.  2  draw  their  water 
from  the  first  receiving  tank,  and  raise  it  a  net  lift  of  340  ft.  into  a  regu- 
lating tank  at  Baker^s  Hill,  having  a  capacity  of  500,000  gallons.  From 
here  the  water  flows  by  gravity  a  distance  of  12  miles  to  a  regulating 
tank  at  West  Northam,  from  which  the  water  flows  a  further  distance  of 
41  miles  to  the  Cunderlin  reservoir,  which  has  a  capacity  of  10,000,000 
gals.  Pumping  Station  No.  3  is  located  about  f  mile  from  this  reservoir, 
and  the  pimips  draw  their  supply  from  a  stand-pipe,  as  at  Station  No.  1. 
The  section  between  pumping  stations  Nos.  3  and  4  is  62f  miles  long, 
and  the  net  lift  is  215  ft.  The  water  is  delivered  at  Station  No.  4  into 
a  concrete  tank,  having  a  capacity  of  1,000,000  gals.  From  Station 
No.  4  the  water  is  raised  a  net  height  of  333  ft.  through  a  pipe  32|  miles 
long,  into  a  rectangular  concrete  receiving-tank,  storing  1,000,000 
gals. 

The  arrangements  at  Stations  Nos.  5,  6,  7,  and  8  are  similar  to  those 
at  Station  No.  4,  and  the  receiving  tanks  Nos.  6,  7,  and  8  are  simi- 
lar in  design  to  that  of  No.  5,  and  have  the  same  capacity.  The  net 
lifts  at  Stations  Nos.  5,  6,  7,  and  8  are  respectively  52,  106,  56,  and 
183  ft.,  and  the  corresponding  lengths  of  sections  are  46,  31f ,  45,  and  12| 
miles.  From  Station  No.  8  the  water  is  delivered  into  the  Bulla  BulUng 
distributing  reservoir,  from  which  the  water  flows  by  gravity  to  Cool- 
gardie and  Kalgoorlie.  At  each  of  these  towns  a  circular  service- 
reservoir  is  constructed,  their  capacities  being  respectively  one  and  two 
miUion  gallons. 

332.  The  Pipes.  —  Cast  iron  pipes  could  not  be  used,  on  account 
of  the  cost  and  difficulty  of  the  freight,  both  by  sea  and  by  land.  Bids 
were  received  for  three  different  kinds  of  steel  pipes  for  the  pipe-line,  viz,: 
riveted  pipes,  welded  pipes,  and  lock-bar  pipes.  According  to  the  lowest 
tenders,  lock-bar  pipe  was  found  to  be  50  per  cent  cheaper  than  welded 
pipe,  but  to  cost  11 J  per  cent  more  than  riveted  pipe.    The  latter  differ- 
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ence  was  considered  to  be  more  than  offset  by  the  advantage  lock-bar 
pipe  possesses  over  riveted  pipe,  viz.:  greater  strength,  greater  water- 
tightness,  less  frictional  resistance,  and  less  damage  from  corrosion. 
For  these  reasons  lock-bar  pipes  were  adopted  for  the  pipe-line.  They 
were  made  in  lengths  of  28  ft.,  uniformly  30  ins.  in  diameter  and  j  in. 
thick  for  heads  up  to  320  ft.,  and  -fy  in.  thick  for  all  heads  over  390  ft. 
The  pipes  were  tested  under  a  hydraulic  pressure  of  400  lbs.  per  square 
inch.  They  were  placed  in  trenches,  except  at  the  salt-impregnated 
beds  of  the  so-called  "lakes,"  where  the  pipes  were  laid  above  ground 
on  trestles  and  surrounded  with  galvanized  iron,  sawdust  being  placed 
in  the  space  between  the  pipe  and  the  galvanized  iron  in  order  to  pre- 
vent the  water  from  freezing. 

333.  The  Coating. — The  pipe-line  is  exposed  to  temperatures 
rangii^  from  the  frosts  of  winter  to  170"  F.  in  summer.  As  a  result 
of  numerous  experiments,  it  was  decided  to  coat  the  pipes  with  a 
composition  consistii^  of  one  part  of  asphalt  to  one  part  of  coal-tar, 
applied  at  a  temperature  of 
300"  F.,  and  freely  sprinkled 
with  sand,  while  soft  and  hot, 
to  reduce  the  risk  of  the  coat^ 
ing  running,  when  exposed  in 
hot  weather. 

334.  Joints.  —  In  order  to 
allow  for  expansion  and  con- 
traction, the  different  sections 
of  pipe  were  united  by  simple 
sleeve-joints,  which  were  poured 
with  lead  and  caulked  by  mar 
chinery.  Each  of  the  joints 
was  a  ring,  8  ins.  wide,  havii^ 
an  inner  diameter  that  was  J  in.  lai^r  than  the  outer  diameter  of  the 
pipe.  For  working  heads  of  320  ft.  or  less,  the  sleeve-joint  shown  in 
Fig.  205,  weighir^  126  lbs.,  was  used.  For  greater  heads  a  stronger 
joint  (Fig.  205a),  weighing  160  lbs.,  was  adopted.  The  joints  were 
found  to  be  very  water-tight,  the  leakage  in  295  miles  being  only  480 
gals,  per  mile  per  day,  over  10  months'  working. 

336.  Appurtenances.  — GB,te-v3.\\e3,  20  inches  in  diameter,  were 
inserted  in  the  pipe-line,  at  intervals  of  about  5  miles,  the  pipes  being 
connected  to  these  valves  by  means  of  reducers.  They  are  actuated 
by  slow-motion  gearing,  in  order  to  avoid  wat«r-hanuner.  Where  long 
gradients  occurred,  check-valves  were  placed  in  the  pipe-line  to  which 
they  were  connected  by  reducers.     Air-valves  of  the  Glenfield  pattern 
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were  placed  at  all  summits,  a  nest  of  three  being  put  at  the  highest 
points,  a  nest  of  two  at  intermediate  points,  and  a  single  valve  at  the 
lowest  points.  These  valves  are  of  the  double  type,  provision  being 
made  for  a  large  escape  of  air,  when  the  main  is  being  filled,  while  air 
accumulating  in  the  pipe  is  automatically  discharged. 


CHAPTER  XVI 

SERVICE-RESERVOIRS 

336.  Reservoirs  are  constructed  in  connection  with  water  works 
for  the  following  purposes:  (1)  to  store  water;  (2)  to  equalize  the  flow 
along  an  aqueduct  or  pipe-line;  (3)  to  regulate  the  distribution  of  water. 

The  first  kind  of  reservoirs  are  large  storage  basins,  which  are  usually 
formed  by  constructing  dams  across  a  valley  and  at  depressed  points  of 
the  ridges  on  its  sides.  Large  cities  have  usually  a  number  of  such 
reservoirs,  built  in  the  water-sheds  from  which  they  obtain  their  supply. 
According  to  circumstances,  the  quantity  of  water  stored  in  these  basins 
should  be  sufficient  to  supply  the  city  with  water  during  the  longest 
period  of  drouth  that  may  occur. 

337.  Equalizing-reservoirs,  constructed  at  convenient  points  along 
the  line  of  a  long  aqueduct,  insure  a  uniform  flow  in  the  different 
sections  into  which  they  divide  the  aqueduct,  and  make  it  possible  to 
shut  off  one  of  these  sections  for  inspection  or  repair,  without  empty- 
ing the  whole  aqueduct. 

338.  Distributing-reservoirs,  called,  also,  service-reservoirs,  balance 
the  variation  in  the  consumption  of  water  in  a  community  and  furnish  a 
supply,  in  case  the  water  from  storage  reservoirs,  or  pumping  stations, 
should  be  cut  off.  The  capacity  of  such  reservoirs  varies  from  less  than 
1  to  about  10  days'  supply.  When  no  ground  at  the  proper  elevation 
for  a  service-reservoir  can  be  found,  and  costly  stand-pipes  may  have  to 
take  its  place,  the  effective  capacity  of  the  storage  thus  suppUed  may 
only  be  sufficient  for  a  few  hours'  consumption.  If  a  town  is  suppUed 
by  a  dupHcate  set  of  pumps,  installed  within,  or  near  its  boundaries, 
such  a  small  capacity  may  answer.  In  such  a  case,  the  stand-pipes  act 
mainly  as  pressure  regulators. 

When  a  city  is,  however,  suppUed  only  by  one  long  aqueduct,  which  is 
Uable  to  be  cut  off  for  inspection  or  repairs,  it  is  advisab  e  to  provide  a 
storage  of  7  to  10  days'  supply  within  the  limits  of  the  city,  or  nearby. 
Besides  storing  water  and  regulating  its  flow,  a  reservoir  acts  as  a  sedi- 
mentation basin,  and  thus  improves  the  quaUty  of  the  water. 

When  the  supply  consists  of  surface  water,  the  service-reservoirs  are 
usually  open  basins,  although  they  are  sometimes  covered,  to  protect 
the  water  from  pollution.  For  the  storage  of  ground  water,  or  filtered 
water,  the  reservoirs  should  be  covered,  as  solar  light  and  heat  cause 
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growths  of  vegetation  in  such  waters,  such  as  algae,  which  give  the  water 
a  bad  taste.  Ground  water  or  filtered  water  may,  however,  be  stored 
for  a  short  time  in  open  reservoirs  without  deteriorating  in  quaUty,  or 
for  longer  periods,  if  it  is  treated  with  chemicals. 

339.  Open  Service-reservoirs.  —  If  small,  an  open  reservoir  may 
consist  simply  of  a  circular  or  rectangular  basin,  having  a  water-tight 
bottom  and  sides,  built  of  concrete,  plain  or  reinforced,  according  to 
circumstances.  Large  open  service-reservoirs  are  usually  constructed 
partly  by  excavation  and  partly  by  embankments,  the  material  for  the 
latter  coming  mainly  from  that  suppUed  by  the  former.  Service-res- 
ervoirs are  generaUy  divided  by  a  central  wall  into  two  basins,  one  of 
which  may  be  emptied,  while  the  other  is  kept  in  service.  At  each  end 
of  the  division-wall,  a  gate-house  should  be  built,  one  to  regulate  the  flow 
of  the  water  into  the  basin  and  the  other  to  control  the  out-flow.  They 
should  be  so  constructed  that  they  can  be  used  for  either  basin.  The 
inlet  gate-house  may  be  arranged  to  act,  also,  as  an  outlet  gate-house, 
by  connecting  it  with  the  distributing  pipes.  E^h  basin  should  have 
an  overflow-weir,  constructed  in  one  or  both  of  the  gate-houses,  or  at 
some  other  point,  and,  also,  a  scour  or  drain-pipe,  controlled  by  a  gate- 
valve  in  one  of  the  gate-houses,  for  emptying  it,  and  the  floor  of  the 
basin  should  incline  towards  the  inlet  of  this  pipe  so  that  the  whole 
basin  may  be  properly  drained. 

340.  Covered  service-reservoirs*  are  built  to  protect  stored  water 
from  (1)  solar  heat  and  light,  which  cause  the  growth  of  v^etation;  (2) 
from  atmospheric  impurities;  and  (3)  against  malicious  pollution. 

341.  Plan  of  Reservoir.  —  The  best  plan  for  the  reservoir  is  evidently 
a  circle,  as  it  has  the  least  perimeter  for  a  given  area.  A  square  is  the 
next  best  plan,  as  regards  economy.  Circumstances  —  such  as  the 
necessity  of  constructing  the  reservoir  within  a  given  piece  of  land,  the 
desire  to  avoid  rock  excavation,  etc.,  —  may  lead  to  the  adoption  of  a 
less  economical  plan. 

The  capacity  of  the  reservoir  being  given,  the  next  problem  is  to  find 
the  most  economical  depth.  As  far  as  the  excavation  is  concerned,  the 
quantity  of  work  to  be  done  is  practically  the  same  for  any  depth  that 
may  be  adopted.  With  a  view  of  economy,  the  reservoir  will  generally 
be  made  partly  below  and  partly  above  the  surface,  the  earth  excavation 
being  estimated  to  make  the  required  filling  around  the  reservoir,  about 
ten  per  cent  being  allowed  for  shrinkage. 

As  regards  the  side  walls,  floor,  roof,  and  piers,  a  certain  depth  can  be 
lidi  gives  the  minimum  cost  of  construction.    The  greater  the 
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depth,  the  less  the  area  of  roof  and  floor,  and  the  length  of  side  walls 
will  be,  but,  on  the  other  hand,  the  height  and  thickness  of  piers  and 
side  walls  will  increase  as  the  depth  of  the  reservoir  becomes  greater. 
The  problem  of  finding  the  most  economical  depth  for  a  given  capacity 
of  reservoir  is  too  compUcated  to  be  solved  by  simple  formulas,  and 
recourse  must  generally  be  had  to  trial  calculations. 

342.  The  side  walls  cannot  be  designed  by  the  formulas  used  for 
dams,  retaining  walls,  etc.  They  are  unUke  masonry  dams,  as  they  are 
backed  with  earth,  which  ought  to  be  made  as  compact  as  possible  by 
ramming,  watering,  etc.  They  differ  from  ordinary  retaining  walls,  as 
their  top  and  bottom  are  supported,  respectively,  by  the  thrust  of  the 
roof  and  the  resistance  of  the  floor.  If  the  reservoir  is  circular,  the  side 
walls  form  an  arch  subjected  to  a  practically  uniform  pressure  at  a  given 
depth.  Experience  is  the  best  guide  in  determining  the  dimension  of 
such  walls.  The  top  is  generally  made  2-2^  ft.  thick,  which  is  suflicient 
to  resist  the  thrust  of  the  roof.  In  some  reservoirs,  a  steel  ring  is  im- 
bedded in  the  masonry,  near  the  top  of  the  wall,  to  increase  its  resistance 
to  the  thrust  of  the  roof.  The  best  manner  of  making  such  a  ring  is  of 
three  parts  of  flat  iron,  the  splices  in  the  different  rings  being  staggered. 

The  side  walls  must  be  made  nearly  vertical,  in  order  to  save  excava- 
tion, and  to  keep  the  reservoir  as  large  as  possible.  Their  thickness 
must,  however,  be  made  greater  as  their  height  increases.  Circular 
walls  can  be  safely  made  thinner  than  straight  walls,  on  account  of  their 
arch  resistance.  For  circular  reservoirs  constructed  entirely  below  the 
surface,  and  not  exposed  to  any  great  pressure  from  the  outside,  thin 
concrete  walls  may  be  used,  if  steel  rings  are  imbedded  in  the  masonry 
at  different  levels,  to  resist  the  outward  pressure  of  the  water.  In  order 
to  make  the  side  walls  water-tight  and  smooth,  they  must  be  plastered. 
A  good  plan  is  to  use  two  coats  of  plaster,  the  first  consisting  of  mortar, 
2  parts  of  sand  to  1  of  cement,  laid  on  as  thick  as  possible,  so  as  to  even 
up  the  inequalities  of  the  masonry,  and  left  rough.  The  second  coat 
should  consist  of  neat  cement,  |  to  J  in.  thick,  and  should  be  nicely 
smoothed  with  a  trowel. 

343.  The  floor  should  be  made  of  smooth  concrete,  covering  the 
whole  bottom,  and  plastered.  The  thickness  of  the  concrete  will  de- 
pend on  circumstances.  If  the  foundation  consists  of  compact  material, 
through  which  but  little  water  is  Ukely  to  leak,  and  if  there  is  no  upward 
pressure  from  the  ground  water,  a  thickness  of  3  to  4  ins.  will  suffice. 
If,  on  the  contrary,  the  foundation  is  quite  pervious,  the  floor  should  be 
at  least  6  ins.  thick.  This  thickness  will  be  sufficient  for  heads  up  to 
20  ft.,  if  the  concrete  is  properly  laid  and  plastered.  If  some  leakage 
should  occur  at  first,  it  will  soon  stop.     The  plastering  should  be  done 
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before  the  cement  sets,  in  order  to  avoid  its  pealing  off.  If  some  water 
stands  on  the  concrete,  after  it  has  been  rammed,  dry  cement  may  be 
spread  over  it,  and  smoothed  with  a  trowel.  If  there  is  a  considerable 
upward  pressure  from  the  ground  water,  the  floor  must  be  formed  of 
inverted  arches,  sufficiently  strong  to  bear  this  pressure. 

344.  Roof  or  Vaulting,  —  A  wooden  or  metal  roof  can  be  used  for 
covering  the  reservoir,  but  a  masonry  vaulting  is  preferable,  on  account 
of  its  imperishable  nature.  The  latter  kind  of  roof  consists  usually  of 
brick  or  concrete  arches,  which  are  supported  by  the  side  walls  and  by 
masonry  piers.  Concrete  is  cheaper  than  brickwork  for  this  purpose, 
and  adapts  itself  readily  to  any  form  of  arch.  The  roof  may  be  formed 
of  ordinary  circular  arches,  but  groined  elliptical  arches  offer  greater 
advantages.  The  latter  form  of  arch  requires  Uttle  masonry,  avoids 
lintel  arches  or  girders  for  supporting  the  roof,  and  provides  a  clear 
head-room  in  each  direction. 

The  strength  of  the  roof  arches  may  be  determined  by  the  usual 
methods,  the  load  assimied  being  the  weight  of  the  arch  and  the  saturated 
earth  fiUing  over  it,  and,  also,  the  weight  of  any  snow  or  ice  which  might 
rest  on  the  roof.  For  New  England,  the  weight  of  snow  and  ice  may  be 
taken  at  about  50  lbs.  per  square  foot.  In  some  cases,  it  may,  also,  be 
necessary  to  allow  for  a  load  of  people  standing  on  the  roof.  If  the  rain 
water  is  not  to  be  admitted  into  the  reservoir,  drain-pipes  must  be  laid 
to  carry  it  off.  One  or  more  iron  manholes,  with  covers  about  26  ins. 
in  diameter,  must  be  provided  in  the  roof,  for  giving  access  to  the 
reservoir,  and  one  or  more  ventilator  pipes  should,  also,  be  placed  in 
the  roof. 

The  centering  which  must  be  erected  for  carrying  the  roof  during  con- 
struction  forms  quite  an  item.  For  a  concrete  roof,  it  is  best  to  place 
the  centering  for  the  whole  roof,  before  any  of  the  concrete  is  laid.  This 
masonry  must  be  so  laid  that  the  thrusts  from  the  sides  shall  balance 
each  other.  With  circular  brick  arches,  the  same  centering  may  be  used 
several  times,  but  care  must  be  taken  not  to  have  any  unbalanced  thrust 
in  the  arch,  as  it  might  lead  to  the  collapse  of  the  partially  built  roof. 
In  all  cases,  the  centering  should  be  left  standing  until  the  masonry  is 
suflSciently  set  —  say  for  about  two  weeks. 

345.  The  piers  that  support  the  roof  are  usually  built  of  brick, 
stone  masonry  or  concrete.  They  must  be  made  suflSciehtly  large  to 
bear  the  pressure  they  have  to  support.  For  brickwork  laid  in  Portland 
cement  mortar,  30  tons  per  square  foot  may  be  taken  as  a  safe  load.  As 
the  height  of  the  piers  increases,  they  must  be  reinforced  at  the  bottom, 
which  may  be  done  by  offsets.  If  the  foundation  of  the  piers  is  earth, 
the  bottoms  of  the  piers  must  be  spread  so  as  to  reduce  the  pressure  per 
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square  foot  to  what  the  foundation  may  safely  support.  The  following 
table  taken  from  Prof.  Baker's  *' Masonry  Construction"  gives  the  loads 
that  various  kinds  of  soil  can  bear: 

TABLE  XLVI.  —  SAFE  BEARING  POWER  OF  SOILS 


Kind  of  material 


Clay  in  thick  beds,  always  dry 

Clay  in  thick  beds,  moderately  dry. . . . 

Clay  soft 

Gravel  and  coarse  sand,  well  cemented 

Sand,  compact  and  well  cemented 

Sand,  clean  and  dry 

Quicksand,  alluvial  soils,  etc 


Tons  per 

Square  feet 

minimum 

maximum 

4 

6 

2 

4 

1 

2 

8 

10 

4 

6 

2 

4 

\ 

1 

346.  Appurtenances.  —  Every  covered  reservoir  must  have  an 
outlet-pipe,  and  a  scour-pipe,  controlled  by  gate-valves,  placed  near  the 
reservoir.  The  bottom  of  the  outlet-pipe  should  be  placed  6  ins.  or  more 
above  the  bottom  of  the  reservoir,  so  as  to  leave  some  room  for  sediment. 
The  scour-pipe  should  be  laid  so  as  to  empty  the  reservoir  completely. 
If  the  ground  water  is  not  to  be  admitted,  a  system  of  drain-pipes  must 
be  laid  around  the  reservoir.  It  may  discharge  its  drainage  into  the 
scour-pipe  or  be  connected  with  a  sewer,  etc.  If  the  ground  water  is  not 
objectionable,  the  drainage  system  may  be  connected  with  a  pipe,  pro- 
vided with  a  check-valve,  placed  in  the  floor  of  the  reservoir,  and  ar- 
ranged in  such  a  manner,  that  when  the  reservoir  is  full,  the  check-valve 
will  be  closed,  while  it  will  open,  when  the  reservoir  is  empty,  so  as  to 
admit  the  ground  water,  neutralizing  thus  the  inward  pressure  of  the 
ground  water. 

Freeman  C.  CoflSn  gives  the  two  following  tables  for  making  prelimi- 
nary estimates  of  the  cost  of  building  covered  reservoirs. 

TABLE  XLVII.  —  COST  OF  COVERED  RESERVOIRS,   BUILT  WITH 

ECONOMIC  DIMENSIONS 


Capacity, 
U.  S.  gallons 

Round  reservoirs 

Square  reservoirs 

Diameter  in 
feet 

Depth  in 
feet 

Cost 

fLen^hof 
side  m  feet 

Depth  in 
teet 

Cost 

250,000 
500,000 
750,000 
1,000,000 
1,250,000 
1,500,000 
1,750,000 
2,000,000 
2,500,000 
3,000,000 

60.0 

75.0 

88.0 

98.0 

106.5 

115.5 

120.0 

125.0 

134.0 

144.0 

12 
16 
17 
18 
19 

19 
21 
22 
24 
25 

$4,700 
7,800 
10,500 
12,850 
15,200 
17,550 
19,950 
22,000 
26,200 
30,200 

54.5 

69.5 

79.5 

88.5 

99.5 

106.0 

111.5 

118.5 

130.0 

142.5 

11 
14 
16 
17 
17 
18 
19 
19 
20 
20 

$4,800 
8,100 
11,000 
13,550 
16,050 
18,400 
21,700 
22,900 
27,3to 
31,450 
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The  above  table  is  based  upon  the  following  unit  prices. 


Item 


Earth  excavation 

Rubble  in  walls,  piers,  foundations,  and  floors 

Concrete  in  walls,  piers,  foundations,  and  floors 

Brickwork  in  piers 

Gravel  on  roof  arches 

Steel  ring 

Centers,  etc.,  per  square  foot  for  total  area  of  reservoir. . 

Plastering  walls 

Plastering  floor 


Cost 


$0.50 

per  cu 

.  yd. 

6.00 

(( 

(( 

6.00 

(( 

(( 

13.00 

(( 

(( 

1.00 

(( 

(( 

0.05 

pound 

0.15 

sq. 

ft. 

0.25 

(I 

(( 

0.15 

ti 

(( 

347.  The  filters  of  Albany,  N.  Y.*  (Fig.  206),  constructed  in  1897  to 
1900,  are  good  examples  of  covered  reservoirs,  built  according  to  modem 
plans.  They  are  constructed  of  masonry  —  mainly  concrete  —  and 
covered  with  earth.  The  average  depth  of  excavation  for  the  filters  was 
4  ft.,  and  the  material  at  the  bottom  was  usually  blue  or  yellow  clay. 
The  floors  consist  of  inverted  groined  arches,  arranged  to  distribute  the 
weight  of  the  walls  and  vaulting  over  the  whole  area  of  the  bottom.  The 
outside  walls  were  built  of  concrete  and  Uned  with  brickwork,  8  ins.  thick. 
The  concrete  vaulting  was  designed  for  clear  spans  of  12  ft.,  with  a  rise  of 
2.5  ft.  The  arches  are  6  ins.  thick  at  the  crown.  The  concrete  spandrel 
filling  is  sUghtly  depressed  at  the  piers.  The  vaulting  was  built  in 
squares,  the  joints  being  on  the  crowns  of  the  arches,  parallel  with  the 
line  of  piers,  each  pier  being  the  center  of  one  square.  Pipes  laid  in  the 
piers  serve  to  drain  into  the  filters  any  rain  that  falls  on  the  roof.  Con- 
crete manholes,  built  in  steel  forms,  with  castings  at  the  top,  securely 
jointed  to  the  concrete,  were  placed  in  alternate  sections.  Above  the 
vaulting,  there  are  2  ft.  of  earth  and  soil,  grassed  on  top. 

The  following  table,  condensed  from  very  complete  data  given  by 
J.  H.  Gregory,  M.  Am.  Soc.  C.  E.,  in  Engineering  Record  for  Nov.  15, 
1913,  p.  539,  gives  data  of  some  groined  arches,  in  the  United  States  and 
Canada. 

♦  Trans.  Am.  Soc.  C.  E.,  1900,  XXXUI,  p.  262. 


SERVICE-RESERVOIRS 


GROINED  CONCRETE  ARCHES 


!!5aSS^^3!^II5Sa5SSS^S55SSSSSSS 


SIxA 


|||||gs||||ass||||||||||||s| 


MM^M^^  if 

JlSof  |s||  I  s-j.gg.s  £||  s1|.i  =  sill  i 

:«£cz^HZSoS^^rjEfSSsS:HU[2£fflcyaS^jg-SS 


350 


SERVICE-REHERVOIRS 


Since  1850  a  number  of  covered  reservoirs  have  been  built  in  England, 
Germany,  and  Austria.  Descriptions  of  a  number  of  these  storage 
basins  are  given  in  Proc.  Inst.  C.  E.,  1883,  LXXIII,  pp.  1  to  62,  from 
which  the  two  following  are  taken. 

348.  The  reservoir  at  Hampton  {Fig.  207)  was  built  in  1880  for  the 
water  works  of  London  England  It  is  240  ft  long  155  ft  wide  12  ft 
deep  and  stores  about  3  300  000  U  S  gallons  The  reservoir  is  built 
entu^lj  of  concrete  The  foundat  on  rests  on  blue  clay  above  which 
the  soil  consists  of  excellent  clean  sharp  ballast   admirably  suited  for 


m 

ji 

^ 

CROSS     secTio 
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yio.  207.  —  Hampton  Reservoir,  London  Water  Works. 

concrete.  The  side  walls  are  6  ft.  thick  at  the  base,  3  ft.  thick  at  the 
top,  and  14  ft.  high.  They  are  vertical  at  the  back,  and  are  battered  on 
the  inner  face.  The  walls  are  backed  with  18  ins.  of  puddle.  The  piers 
are  12  ft.,  center  to  center,  and  13  ft.  high.  They  are  battered,  being 
2  ft,  square  at  the  base,  and  18  ins.  square  at  the  top.  The  piers  are 
capped  with  York  stone,  on  which  rest  wrought-iron  8-in.  I-beams,  tied 
with  J-in.  galvanized  wrought-iron  rods,  6  ft.  apart,  which  fasten  the 
whole  roof  together,  and  relieve  the  side-walls  from  any  outward  thrust. 
The  roof  consists  of  concrete  arches,  springing  from  the  I-beams, 
having  spans  of  12  ft.  and  a  rise  of  2.5  ft.     The  arches  are  9  ins.  thick  at 
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the  crown,  and  18  ins.  thick  at  the  haunches.  Six  inches  of  earth  is  placed 
on  the  concrete.  The  floor  is  formed  of  concrete,  1  ft.  thick.  The  rea- 
ervoir  was  built  entirely  below  the  surface  and  cost  about  $40,000. 

349.  The  Burton-on-Trent  reservoir  (Fig.  208)  was  built  for  the 
water  works  of  the  South  Staffordshire  Water  Works  Company  on  a  hill 
south  of  the  town,  on  stiff  clay  soil.  It  was  constructed  about  half  in 
excavation  and  half  in  embankment.  The  reservoir  is  rectangular  in 
plan,  and  is  covered  by  brick  arches,  springing  from  cast  iron  girders, 


Burton  Reservoir,  London  Water  Works. 


supported  on  cast  iron  colunma.  The  dimensions  at  the  floor-line  are 
224.5  by  145.83  ft.,  and  are,  at  the  top,  229.5  by  150.83  ft.  The  depth 
of  water  is  21  ft. 

The  external  walla  are  of  concrete,  faced  with  brickwork,  laid  in  Port- 
land cement  mortar.  In  plan,  the  brick  walls  are  formed  of  a  series  of 
brick-piers  with  curved  bays  between  them.  The  distance  between  the 
centers  of  the  piers  is  13.5  ft.  in  the  side  walls,  and  15  ft.  in  the  end  walls. 
The  versed  sine  of  the  curves  is  1  ft.  The  brickwork,  which  is  built  with 
alternate  courses  of  four  rows  of  brick,  respectively  14  ins.  and  9  ins. 
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thick,  has  a  batter  of  1  in  8.  It  is  carried  down  3.5  ft.  below  the  floor, 
and  rests  with  four  courses  of  footings  on  a  foundation  of  18  ins.  of  con- 
crete. The  back  of  the  concrete  wall  is  straight  in  plan,  and  is  carried 
down  vertically,  with  the  exception  of  a  6-in.  offset  at  the  junction  with 
the  solid  ground  and  the  embankment.  The  total  height  of  the  wall  is 
25.5  ft.  The  minimum  thickness  of  the  concrete  and  brick  in  the  center 
of  the  bays  is  3  ft.  1§  ins.  at  the  top,  and  6  ft.  7|  ins.  at  the  bottom.  The 
base  of  concrete,  which  extends  under  the  footings  of  the  brickwork,  is 

11  ft.  wide.     The  concrete  wall  is  backed  with,  and  rests  upon,  puddle, 

12  ins.  thick. 

The  roof  is  supported  by  144  hollow  cylindrical  columns  of  cast  iron, 
10  ins.  in  external  diameter,  and  1  in.  thick.  Each  column  is  made  of 
two  pieces,  each  10  ft.  long,  which  are  bolted  together  at  the  center. 
The  foundation  of  each  colimin  consists  of  a  3-  by  3-ft.  stone  block,  15 
ins.  thick,  which  projects  3  ins.  above  the  level  of  the  floor,  and  is  sup- 
ported on  a  block  of  concrete,  5  ft.  square  by  2  ft.  thick,  below  which 
there  is  a  12-in.  layer  of  puddle.  Cast  iron  girders,  I-shaped  in  section, 
are  bolted  to  the  top  flanges  of  the  columns.  They  are  15  ft.  long,  10 
ins.  deep  at  the  ends,  and  20  ins.  deep  at  the  center.  Each  girder  is 
bolted  at  the  end  to  the  one  next  to  it,  and  the  girders  are  tied  together 
by  two  l|-in.  galvanized  tie-bars  to  each  length  of  girder,  and  the  side 
walls  are  thus  reUeved  of  any  thrust  from  the  roofing. 

The  covering  arches,  which  are  formed  of  two  rings  of  brickwork,  have 
spans  13.5  ft.,  with  a  rise  of  18  inches.  The  spandrels  of  the  arches  are 
filled  in  with  concrete,  which  is  covered  with  asphalt,  to  prevent  the  per- 
colation of  rain-water  through  the  roof.  This  water  is  collected  by 
drains  which  discharge  at  each  side  of  the  reservoir.  About  1  ft.  of  soil 
is  laid  on  the  roof  and  turfed  over.  The  parapet  which  retains  this 
covering  is  curved  to  a  height  just  level  with  the  soil  over  the  arches. 
It  rises  3  ft.  above  the  top  of  earthwork,  and  is  neatly  formed  of  blue 
bricks,  with  panels  of  blue  and  red  check  work.  The  earth  bank  is  about 
10  ft.  wide  on  top,  and  slopes  4  to  1  to  the  original  surface.  The 
reservoir  stores  about  4,800,000  U.  S.  gallons,  and  cost  about  $75,000. 

360.  Covered  Reservoirs  in  Paris,  France.  —  The  service-reservoirs 
of  Paris  are  built  with  two  or  three  stories,  the  lower  one  for  river  water, 
for  public  purposes,  while  the  upper  stories  contain  spring  water  for 
domestic  consumption.  This  plan  is  adopted,  owing  to  the  difficulty  of 
finding  suitable  reservoir  sites  at  the  proper  elevation  within  the  limits 
of  the  city,  and,  also,  to  effect  a  saving  in  the  cost  of  construction.  A 
description  of  one  of  these  reservoirs  is  given  below. 

The  reservoir  of  Menilmontant  *  stores,  in  two  separate  basins,  spring 

*  Jour.  New  England  Water  Works  Assoc,  1888,  III,  p.  51. 
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water  brought  by  the  Dhuis  aqueduct,  and  river  water,  pumped  from 
the  river  Marne.  The  capacity  for  spring  water  was  fixed  at  2.5  times 
the  discharge  of  the  aqueduct,  or  at  about  26,400,000  gals.  The  reser- 
voir was  founded  on  the  green  clay  of  Montmartre,  at  a  depth  of  20-23 
ft.  from  the  siuf ace.  It  has  two  stories,  each  of  which  is  divided  into 
two  compartments.  The  two  lower  compartments,  which  have  a  capac- 
ity of  about  7,500,000  gals.,  receive  water  from  the  river  Marne,  which 
is  pumped  at  Saint-Maur.  The  two  upper  compartments,  which  can 
store  about  26,400,000  gals,  of  water,  receive  spring  water.  The  res- 
ervoir was  built  with  the  utmost  care  in  1863-1866. 

The  plan  of  the  upper  reservoir  consists  of  a  semicircle,  united  with  a 
rectangle.*  The  diameter  of  the  semicircle,  which  is  188  meters  (617  ft.) 
long,  forms  the  long  side  of  the  rectangle,  the  other  dimension  of  which 
is  42.5  meters  (139.4  ft.).  The  outer  walls  have  a  thickness  of  1.4  meters 
(4.6  ft.)  at  the  top.  The  inner  batter  is  1  in  5  for  the  portion  below  the 
surface  of  the  earth.  Above  this  surface,  the  exterior  face  is  vertical. 
The  inner  faces  are  also  vertical  above  this  level,  and  are  joined  with  the 
bottom  by  an  arc  of  2  meters  (6.6  ft.).  The  bottom  is  formed  of  a 
series  of  semicircular  groined  arches,  for  the  part  which  covers  the 
Marne  water,  and  of  segmental  groined  arches  for  the  other  portions. 
The  intrados  of  these  latter  rests  upon  the  marl  or  clay.  The  arches 
are  of  rubble,  14  ins.  thick  at  the  key. 

The  reservoir  is  covered  by  groined  arches,  composed  of  two  courses 
of  brick,  laid  flat,  which  are  supported  by  piers,  2  ft.  square,  placed  20 
ft.  between  centers.  The  brick  arches  are  3J  ins.  thick,  including  the 
plastering,  and  are  covered  with  earth  and  turf,  16  ins.  thick.  The 
effluent  pipes  are  one  meter  (39.4  ins.)  in  diameter,  and  can  draw  water 
from  either  compartment  of  the  upper  reservoir,  or  direct  from  the  Dhuis 
aqueduct.  The  upper  reservoir  may  be  emptied  into  the  Marne 
storage  basin  below  it,  into  which  its  overflow  also  discharges. 

The  storage  basin  for  the  Marne  water  occupies  only  the  central  por- 
tion of  the  sub-basement  of  the  upper  reservoir.  It  is  rectangular  in 
plan,  its  longer  side,  parallel  with  the  front,  being  104  meters  (341  ft.) 
long,  and  its  smaller  side  having  a  length  of  90  meters  (295  ft.).  It  is 
divided  into  two  equal,  symmetrical  compartments  by  the  division  wall, 
mentioned  above.  The  enclosing  walls,  which  are  of  rubble  masonry, 
are  placed  in  the  middle,  and  follow  the  direction  of  the  ranges  of  arches, 
supporting  the  upper  bottom.  They  are  1.2  meters  (3.9  ft.)  thick,  with 
vertical  faces,  the  interior  face  being  joined  with  the  bottom  by  an  arc 
of  2  meters  (6.6  ft.)  in  radius.  Their  top  forms  a  gallery,  which  allows 
free  passage  around  the  basins.     The  bottom,  which  follows  the  natural 

*  Debauve's  ''Manuel  de I'lng^nieur  des  Fonts  et  Chauss^es,"  16me  Fasc,  p.  167. 
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surface  of  the  gypsum,  is  1  ft.  thick.  The  pillars  which  support  the 
arches  are  1.25  meters  (4.1  ft.)  square  at  spring-line,  and  1.75  meters 
(5.7  ft.)  at  the  bottom.  The  influent  pipes  can  discharge  into  either 
compartment.  The  effluent  pipe,  which  has  a  diameter  of  80  cm.  (31.5 
ins.),  can  draw  water  from  either  or  both  compartments. 

The  BeUeville  reservoir  was  built  at  the  highest  point  in  Paris,  on  the 
right  bank  of  the  river  Seine.  It  has  two  stories,  the  upper  one,  which 
has  a  capacity  of  6239  cu.  m.  (1,648,100  U.  S.  gals.),  receiving  water 
from  the  Dhuis  aqueduct,  and  the  lower  one,  with  a  capacity  of  11,765 
cu.  m.  (3,107,800  U.  S.  gals.),  storing  river  water  for  public  uses.  This 
reservoir,  which  was  built  in  a  similar  manner  like  that  described  above, 
was  put  into  service  in  1864. 

The  reservoir  of  Montroiige,  which  has  a  capacity  of  300,000  cu.  m. 
(79,242,000  U.  S.  gals.),  receives  spring  water  from  the  aqueduct  of  the 
Vanne  in  the  upper  stories  and  river  water  in  the  lower  story.  This 
service-reservoir  was  built  in  a  similar  manner  as  the  storage  basin  of 
Menilmontant. 

The  reservoir  of  MorUmartre*  (Fig.  209)  has  three  stories  for  spring 
water  and  one  for  river  water.  The  former  store  6200  cu.  m.  (1,637,700 
U.  S.  gals.)  of  water,  and  the  latter  has  a  capacity  of  4800  cu.  m.  (1,267,- 
900  U.  S.  gals.).  The  water  and  drainage-pipes,  gate-valves,  etc.,  are 
placed  in  vaults  under  the  lowest  water  basin. 

*  Ingegneria  Sanitaria.  —  Igiene  delle  Abitazioni,  Vol.  Ill,  "Prowista,  Condotta, 
e  Distribuzione  delle  Acque,  dell*  Ingegnere,"  Donato  Spataro,  Milano,  1893,  p.  79. 


CHAPTER  XVII 

STAND-PIPES 

351.  When  a  town  is  situated  in  a  level  region,  where  no  point  can 
be  found  for  a  reservoir  at  a  sufficient  elevation  to  give  the  necessary- 
pressure  for  fire  purposes,  etc.,  a  stand-pipe,  or  a  tank  supported  by  a 
trestle,  may  be  used.  A  stand-pipe  is  a  vertical  pipe,  made  of  wrought- 
iron,  steel,  or  reinforced  concrete,  resting  on  a  masonry  foundation,  and 
built  up  sufficiently  high  to  obtain  the  desired  pressure. 

Stand-Pipes  of  Wroicght  Iron  and  Steel 

362.  General  Dimensions.  —  If  the  pipe  is  merely  to  form  a  cushion 
for  a  pumping  engine,  it  may  have  a  small  diameter;  but  if  it  is  to  pro- 
vide storage,  its  diameter  may  be  50-100  ft.  A  stand-pipe,  built  at 
Wichita,  Kansas,  was  2|  ft.  in  diameter  and  150  ft.  high.  The  stand- 
pipe  at  Youngstown,  Ohio,  is  100  ft.  in  diameter  and  50  ft.  high. 
These  pipes  may  be  regarded  as  about  the  extremes  as  regards  di- 
ameters. 

When  a  stand-pipe  is  to  be  used  for  storage,  its  height  is  usually  made 
about  1|  to  3  times  its  diameter.  As  the  lower  part  of  a  stand-pipe  has 
no  value  for  storage  purposes,  a  tank,  made  of  wood,  wrought  iron,  or 
steel,  resting  on  a  tower  or  trestle,  is  often  substituted  for  a  stand- 
pipe. 

363.  Foundation.  —  Stand-pipes  (Fig.  210)  are  erected  on  masonry 
foundations,  which  must  be  carried  deep  enough,  and  have  sufficient 
base,  to  make  unequal  settling  impossible.  For  stand-pipes  up  to  about 
6  ft.  in  diameter,  the  base  may  be  formed  by  a  single  casting  having 
a  groove  on  top,  into  which  the  plates  forming  the  first  course  are  set, 
and  then  leaded  and  caulked,  both  on  the  inside  and  outside.  For  larger 
stand-pipes,  the  base  is  formed  of  plates  of  wrought  iron  or  steel,  which 
should  not  be  less  than  i  in.  thick,  so  as  to  be  able  to  resist  corrosion. 
The  plates  are  joined  together  with  lap  or  butt  seams,  and  are  con- 
nected to  the  sides  of  the  stand-pipe,  either  by  turning  up  the  edge  of 
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the  base  plate  to  form  a  flange,  or  by  means  of  angles,  placed  generally 
on  the  inside  of  the  pipe,  and  riveted  to  the  base  plate  and  to  the  sides. 
The  plates  forming  the  base  of  the  pipe 
are  joined  together  on  blocking,  at  a  con- 
venient height  above  the  foundations. 
A  bed  of  dry  cement  mortar,  1  to  2  ins. 
thick,  is  spread  over  the  foimdation,  ex- 
cept under  the  edges  of  the  stand-pipe, 
where  wet  mortar  is  placed.  The  base 
of  the  pipe  is  then  lowered  slowly  and 
evenly  onto  the  bed  of  mortar,  so  as  to 
take  an  even  bearing.  Any  leakage  under 
the  base,  that  may  occur  when  the  pipe 
is  filled,  will  set  the  dry  mortar. 

3M.  Plates.  —  Stand-pipes  are  now  S 
made  almost  universally  of  open  hearth  | 
steel  plates  of  good  quality.  The  Stand- 
.  ard  Specifications  for  Steel  of  the  Associa- 
tion of  American  Steel  Manufacturers, 
which  are  usually  adopted  for  stand-pipes, 
are  given  in  the  Appendix.  The  plates 
are  i  to  li  in.  thick,  about  10  to  25  ft. 
long,  and  5  to  9  ft.  wide.  Most  shops  can 
only  handle  plates  up  to  1  in.  in  thickness 
and  20  ft.  long  by  8  ft.  wide. 

The  courses  of  plates  are  either  made 
cylindrical  or  with  a  slight  batter.  In  the 
former  case,  the  stand-pipe  is  built  up 
with  alternate  inside  and  outside  courses, 
the  latter  being  just  lai^  enough  to  shp 
over  the  former.  When  the  courses  are 
battered,  the  upper  edge  of  each  course 
fits  inside  of  the  lower  edge  of  the  succeed- 
ing course. 

366.  The  joints  form  always  the  weakest  places  in  a  stand- 
pipe.  Their  strength  is  to  be  calculated  by  the  formulas  given  on 
pp.  104  to  108. 

The  horizontal  joints  are  generally  single-riveted  from  the  top  down 
to  a  level  where  the  stresses  caused  by  the  wind  necessitate  double- 
riveting.  The  vertical  joints  are  designed  on  an  economical  basis, 
single-riveted  seams  being  generally  used  for  plates  up  to  i  in.  in  thick- 
ness; double-riveted  sean^  for  plates  J  to  f  in.  thick,  and  triple-riveted 


Fia  210.  — Steel  Stand-pipe. 
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lap-seams  for  plates  f  to  J  in.  in  thickness.  For  thicker  metal  double- 
riveted,  butt-joints  are  adopted.  Standard  riveted  joints  for  stand- 
pipes  and  tanks  are  given  in  Table  XLIX. 

366«  Details.  —  The  top  of  the  stand-pipe  should  be  stiffened  against 
wind  pressure  by  an  angle  iron  riveted  on  the  outside  at  the  top.  A 
manhole  should  be  provided  in  the  lowest  ring  to  permit  access  to  the 
interior  of  the  pipe  for  cleaning,  etc. 

Stand-pipes  are  usually  left  open  on  top.  Occasionally  they  are 
covered  by  a  roof.  Some  are  entirely  enclosed  by  masonry  as  a  pro- 
tection against  wind  and  weather.  An  overflow-pipe  is  sometimes  pro- 
vided. It  should  be  placed  on  the  outside  of  the  pipe,  if  ice  may  form 
in  the  pipe.  A  ladder  or  a  spiral  stairway,  terminating  about  ten  feet 
above  the  ground,  should  be  attached  to  the  outside  of  the  pipe. 

357.  Anchorage.  —  Even  if  the  stand-pipe  has  a  large  diameter, 
it  is  advisable  to  anchor  it  to  the  foundation  by  means  of  bolts,  which 
pass  through  anchor-plates  in  the  masonry,  and  are  attached  to  brackets, 
formed  usually  of  angles  and  plates,  riveted  to  the  plates  of  the  first 
course.  In  ordinary  cases,  six  to  eight  anchor  bolts  are  used.  The 
stress  on  any  bolt  is  calculated  by  supposing  thfe  wind  to  rotate  the  pipe 
on  the  edge  opposite  the  bolt.  As  the  total  pressure  of  the  wind  on  a 
cylinder  is  equal  to  its  pressure  on  the  projection  of  the  cylinder,  and  as, 
furthermore,  the  resultant  pressure  may  be  assumed  to  act  at  half  the 
height  above  the  foundation,  the  moment  to  be  resisted  by  the  anchor 
bolts  is: 

VdhX^  =  ^^  (87) 

where  p  =  pressure  of  wind  per  square  foot,  assumed  usually  at  30-50 

lbs.  per  sq.  f t. ; 
d  =  diameter  of  the  pipe  in  feet; 
h  =  height  of  the  pipe  in  feet. 

368.  Painting  the  Pipe.  —  The  plates  are  given  one  coat  of  paint 
at  the  shop.  Before  the  pipe  is  filled,  the  inside  should  be  painted 
with  one  or  two  additional  coats  of  good  metallic  paint.  Some  leakage 
is  apt  to  occur,  when  the  pipe  is  filled  for  the  first  time,  but  small  pin- 
hole leaks  will  generally  stop  in  two  or  three  days'  time.  After  the 
stand-pipe  has  been  found  to  be  in  good  condition,  the  outside  should 
be  painted  with  one  or  two  coats  of  paint.  The  bottom  plate  should  be 
painted,  before  it  is  placed  on  the  foimdation. 

369.  The  inlet-pipe  passes  through  an  opening  in  the  masonry,  which 
must  be  sufficiently  large  to  permit  inspection.     This  pipe,  which  usually 
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forais  also  the  outlet-pipe,  is  generally  a  branch  from  the  force  main, 
which  rises  by  a  base-elbow.  The  inlet-pipe  either  terminates  in  a 
flanged  mouthpiece,  which  is  riveted  to  the  bottom  plate;  or,  it  passes 
through  a  bell-shaped  casting,  riveted  to  the  bottom  plate,  in  which  it 
is  leaded  and  caulked.  The  inlet-pipe  terminates  about  a  foot  above 
the  bottom  plate.  A  special  blow-oflf  pipe,  flush  with  the  bottom  of 
the  pipe,  is  sometimes  provided.  Each  of  these  pipes  is  controlled  by 
a  gate-valve,  placed  near  the  stand-pipe. 

Some  kind  of  a  tell-tale  must  be  installed,  to  indicate  in  the  engine 
room  the  height  of  water  in  the  stand-pipe.  An  ordinary  pressure 
gauge,  attached  to  the  force  main,  may  be  used  for  this  purpose,  when 
there  is  no  draft  on  the  force  main  for  service;  but  if  there  is  such  a  draft, 
the  tell-tale  should  consist  of  a  float  in  the  stand-pipe,  the  position  of 
which  may  be  indicated  in  the  engine  room  by  means  of  wires,  levers, 
etc.  The  safest  way  of  indicating  the  height  of  the  water  in  the  stand- 
pipe  is  by  means  of  a  mercury  column  placed  in  the  engine  room,  when 
it  is  not  too  far  away.  An  electric  tell-tale  contrivance,  which  can  indi- 
cate at  a  distance  of  about  20  miles  the  level  of  the  water  in  a  stand-pipe 
or  reservoir,  is  described  on  p.  578. 

360.  Erection.  —  The  early  stand-pipes  were  erected  by  means  of 
scaffolding,  put  on  the  inside  and  outside  of  the  pipe.  In  1876  an 
improvement  in  erecting  stand-pipes  was  introduced.  It  consists  in 
filling  the  pipe  with  water  as  it  is  built  up,  and  using  a  floating  stage 
or  derrick  for  the  workmen  holding  the  rivets,  which  are  driven  from 
an  outside  scaffolding.  In  later  constructions,  all  scaffolding  was  dis- 
pensed with,  the  rivets  being  driven  from  a  float  on  the  inside  and  held 
on  the  outside  by  workmen  suspended  in  a  cage,  which  was  carried  by 
roller-hooks,  traversing  the  top  edge  of  the  course  of  sheets  that  is  being 
riveted.  A  still  further  improvement  was  made  about  1883.  In  erect- 
ing some  stand-pipes,  a  double-decked  float  was  used,  the  upper  deck 
being  occupied  by  the  riveters,  while  the  lower  deck  was  used  for  the 
painters. 

Owing  to  the  difficulty  of  obtaining  water  for  filling  a  stand-pipe  as 
it  is  erected,  the  method  of  erection  now  usually  adopted,  is  to  build  a 
scaffold  on  the  inside  of  the  pipe,  and  to  use  a  riveter's  cage  on  the 
outside.  The  plates  are  hoisted  into  place  by  means  of  a  gin-pole, 
which  is  generally  bolted  to  the  tank  sheets  of  the  ring  below  the  one 
that  is  being  erected.  On  large  stand-pipes,  where  scaffolding  would 
be  a  big  item,  it  is  now  customary  to  use  a  system  of  brackets  on  the 
inside  of  the  stand-pipe,  which  are  bolted  into  the  open  holes  in  the 
ring  below,  and  moved  up,  as  the  work  progresses.  In  this  case,  a 
riveter's  cage  is  also  used  on  the  outside. 
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361.  Failures.  —  There  have  been  many  partial  or  complete  failures 
of  wrought  iron  and  steel  stand-pipes.  Prof.  Pence  has  described  thesp 
failures  and  discussed  their  causes.*  Out  of  sixteen  total  failures  from 
1859  to  1894,  two  were  due  to  defective  masonry  or  foundation,  one  was 
caused  by  overturning,  and  the  remaining  cases  originated  in,  or  were 
accompanied  by,  plate  fracture.  Nine  of  thirteen  stand-pipes  in  which 
plate  fracture  occurred  were  made  of  steel,  and  the  remaining  four  were 
built  of  wrought  iron.  When  steel  was  first  used  for  stand-pipes,  tank 
steel  —  an  inferior  quality  of  the  metal  —  was  largely  used.  This 
accounts  for  some  of  the  failures  of  steel  stand-pipes.  Of  late  years, 
however,  these  structures  have  been  made  of  a  good  quaUty  of  open 
hearth  steel. 

362.  Specifications.  —  C.  W.  Birch-Nord  has  prepared  a  very 
complete  set  of  specifications  for  steel  stand-pipes  and  elevated  tanks,t 
which  have  been  largely  used.  Most  manufacturers  of  steel  stand-pipes 
and  tanks  have  up-to-date  specifications  for  such  works,  prepared  by 
their  engineers. 

Stand-Pipes  of  Reinforced  Concrete 

363.  Reinforced  concrete  is  an  excellent  material  for  stand-pipes, 
providing  it  is  made  water-tight.  It  reduces  the  cost  of  maintenance 
to  a  minimum,  and  gives  a  stand-pipe  a  finer  appearance  than  steel 
does.  In  most  stand-pipes  of  reinforced  concrete,  more  or  less  trouble 
has  been  experienced  from  leaks,  but  this  is,  doubtless,  due  to  the  com- 
parative novelty  of  this  kind  of  construction,  and,  without  doubt, 
efficient  ways  will  be  devised  for  making  such  structures  water-tight. 

A  stand-pipe,  10  ft.  in  diameter  and  43  ft.  high,  built  in  1899  in  the 
filter  house  of  the  East  Jersey  Company  at  Little  Falls,  N.  J.,J  is  prob- 
ably the  first  reinforced  concrete  stand-pipe  built  in  America.  Its  wall 
is  15  ins.  thick  at  the  bottom  and  10  ins.  thick  at  the  top.  Since  then, 
the  number  of  structures  of  this  kind  in  various  parts  of  the  United 
States  has  increased  rapidly,  as  will  be  seen  from  Table  L. 

364.  Design.  —  In  designing  stand-pipes  of  reinforced  concrete, 
reliance  is  placed  entirely  on  the  steel  reinforcement  to  resist  the  hori- 
zontal pressure  of  the  water,  and  the  foundation  is  made  strong  enough 
to  carry  the  weight  of  the  structure  and  of  the  water.  In  most  stand- 
pipes  cracks  occur  in  the  masonry,  near  the  bottom,  especially  on  the 
south  side  of  the  tank,  which  is  subjected  to  greater  changes  of  tempera- 
ture than  the  north  side.    These  cracks  cause  leakage,  and,  in  cold 

*  "Stand-pipe  Accidents  and  Failures,"  by  Wm.  D.  Pence,  C.  E.,  New  York, 
1895,  p.  139. 

t  Trans.  Am.  Soc.  C.  E.,  1909,  LXIV,  pp.  548-563. 
t  Trans.  Am.  Soc.  C.  E..  1903,  L,  p.  454. 
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weather,  lead  to  the  scaling  off  of  some  of  the  concrete  at  the  outer  sur- 
face of  the  stand-pipe.  Even  when  the  leaks  appeared  to  be  stopped 
by  various  methods,  the  emptying  of  the  stand-pipe  for  a  short  time,  and 
subsequent  refiUing,  often  starts  the  leakage  again. 

Various  methods  of  remedying  this  trouble  have  been  suggested.  In 
a  paper  on  "A  New  Theory  for  the  Design  of  Reinforced  Concrete  Res- 
ervoirs," *  Hiram  B.  Andrews,t  M.  Am.  Soc.  C.  E.,  advocates: 

1.  The  use  of  an  extra-rich  composition  of  concrete,  mixed  1  :  1§  :  3, 
or  1  :  1  :  2,  in  order  to  make  it  water-tight. 

2.  Increasing  the  thickness  of  the  concrete  wall  to  such  an  extent  that 
the  tensional  stress  in  the  concrete  will  not  exceed  a  safe  limit. 

3.  Putting  in  a  vertical  steel  reinforcement,  especially  in  the  lower 
part  of  the  wall. 

4.  Making  the  joint  between  the  base  and  the  wall  strong,  by  turn- 
ing the  steel  reinforcement  of  the  former  well  up  into  the  latter. 

5.  Placing  a  thin  steel  ring  in  each  horizontal  joint,  between  days' 
work,  in  order  to  prevent  leakage  at  these  joints. 

WiUiam  Mueser,  M.  Am.  Soc.  C.  E.,  recommends  exactly  an  opposite 
course, J  viz.,  to  separate  the  base  entirely  from  the  wall  of  the  pipe,  so 
as  to  leave  the  latter  free  to  expand  and  contract  imder  changes  of  tem- 
perature and  varying  water  pressure,  and  to  fill  the  joint  between  the 
bottom  of  the  tank  and  its  wall  with  an  elastic  substance,  to  insure 
water-tightness.  He  has  carried  out  this  plan  successfully  in  a  stand- 
pipe,  60  ft.  in  diameter  and  48  ft.  high,  at  Sanderson,  Texas,  and  in 
another  at  Fulton,  N.  Y.  (p.  371). 

Various  expedients  have  been  tried  to  make  leaky  concrete  stand- 
pipes  water-tight.  About  every  known  method  of  waterproofing  was 
tried  in  the  stand-pipe  at  Attleboro  (p.  364).  The  method  finally  re- 
sorted to  was  the  placing  of  an  elastic  membrane,  composed  of  layers  of 
felt  and  a  cementing  compound  or  hot  asphalt.  Some  engineers  think 
that  water-tightness  may  be  secured  by  using  a  richer  mixture  of  con- 
crete —  say  1:1:2. 

To  illustrate  the  construction  of  stand-pipes  of  reinforced  concrete, 
we  give  below  detailed  description  of  some  important  works  of  this  kind. 

366.  The  concrete  stand-pipe  at  Attleboro,  Mass.,§  was  built  in 
1904  by  the  Aberthaw  Construction  Company,  of  Boston,  Mass.,  to 
provide  additional  storage  for  the  public  water  works.    This  tank  is  50 

*  Jour.  Assoc.  Engineering  Societies,  1911,  XLVI,  p.  391. 
t  Engineer  for  Simpson  Bros.  Corporation,  Boston,  Mass. 
t  Trans.  Am.  Soc.  C.  E.,  1911,  LXXIV,  p.  392. 

§  Jour.  New  England  Water  Works  Assoc,  1906,  XX,  p.  302;  Jour.  Assoc,  of 
Engineering  Societies,  1911,  XLVI,  p.  402. 
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ft.  in  diameter  and  100  ft.  high  to  the  level  of  the  overflow.  It  was  de- 
signed on  the  basis  that  the  steel  reinforcement  should  be  able  to  resist 
the  whole  horizontal  pressure  of  the  water,  without  being  stressed  more 
than  13,500  lbs.  per  sq.  in.  This  reinforcement  consists  of  steel  bars, 
1§  ins.  diameter,  which  are  placed  in  two  rows  for  a  height  of  61  ft.  from 
the  floor.  For  the  next  20  ft.,  only  one  row  of  1^-in.  bars  is  used,  and, 
for  the  remaining  distance  to  the  top  of  the  stand-pipe,  the  wall  is  re- 
inforced by  one  row  of  bars,  1|  ins.  in  diameter.  The  top  15  ft.  of  the 
waU  has  the  same  reinforcement,  in  order  to  provide  sufficient  strength 
to  resist  ice  pressure,  which  was  assumed  in  the  calculations  at  30,000 
lbs.  per  sq.  ft.  The  computations  showed  that  with  combined  water 
and  ice  pressure,  the  steel  would  not  be  stressed  over  18,000  lbs.  per  sq.  in. 
As  a  matter  of  fact,  no  trouble  from  ice  pressure  has  been  experienced 
in  this  tank,  owing  to  the  frequent  fluctuations  in  the  level  of  the  water 
surface. 

366.  Construction.  —  The  wall  of  the  stand-pipe,  which  is  made  of 
1:2:4  concrete,  begins  at  the  bottom  with  a  thickness  of  18  ins.,  and  is 
tapered  to  8  ins.  at  the  top.  During  the  construction,  the  steel  bars 
were  supported  by  4-in.  channels,  placed  vertically  about  15  ft.  apart. 
The  steel  bars  rested  on  J-in.  rods,  put  in  |-in.  holes,  which  had  been 
punched  through  the  flanges  of  the  channels  for  the  desired  spacing,  and 
the  ends  of  the  rods  were  bent  up  so  as  to  hold  the  bars  firmly.  In  the 
upper  part  of  the  wall,  where  only  one  row  of  steel  was  placed,  3-in.  chan- 
nels were  used  as  spacers.  Each  hoop  consists  of  three  bars,  having  a 
lap  of  forty  diameters  at  each  joint,  and,  as  an  additional  precaution, 
the  bars  are  firmly  held  together  at  each  joint  by  two  Crosby  wire  rope 
clips.  Tests  made  in  the  Watertown*  Arsenal  have  proved  that  two  of 
these  clips  will  hold  the  steel  bars  tightly  enough  to  secure  the  full  work- 
ing stress  of  the  bars.  The  joints  of  the  hoops  are  staggered.  No  verti- 
cal steel  is  used. 

The  top  surface  of  the  floor  is  reinforced  with  J-in.  square  twisted 
bars,  placed  6  ins.  between  centers,  both  ways.  These  bars  are  carried 
well  up  the  curved  comer  and  into  the  wall  of  the  stand-pipe.  At  in- 
tervals of  about  3  ft.  around  the  circumference  of  the  stand-pipe,  f-in. 
square  twisted  bars  are  placed  radially,  their  ends  projecting  up  into  the 
wall  for  a  height  of  10  ft. 

The  foundation  consists  of  a  slab  of  concrete,  18  ins.  thick,  except 
inunediately  under  the  wall,  where  the  foundation  is  4  ft.  deep  for  a 
width  of  5  ft.  A  concrete  curb,  12  ins.  thick  and  3  ft.  high,  with  a  curved 
top,  is  built  around  the  bottom  of  the  stand-pipe,  but  is  not  monolithic 
with  the  foundation  slab. 

The  stand-pipe  is  surmounted  by  a  Guastavino  tile  dome,  provided 


364  STAND-PIPES 

with  suitable  means  for  ventilation.  A  gate-house,  enclosing  the  gate- 
valves,  and  giving  access  to  the  interior  of  the  stand-pipe  through  a  pas- 
sage, covered  by  a  balanced  manhole  cover,  is  built  on  one  side.  The 
overflow  is  formed  by  a  series  of  rectangular  slots  provided  in  the  wall. 
The  aggregate  area  of  these  openings  is  equal  to  that  of  the  inlet-pipe. 

367.  Laying  the  Concrete,  —  The  concrete  was  laid  in  the  Attle- 
boro  stand-pipe  from  a  large  tower,  built,  on  the  inside  of  the  tank,  of 
8  X  8-in.  hard  pine  timbers,  properly  braced.  Two  bull-wheel  derricks 
were  placed  on  top  of  this  tower.  The  concrete  was  handled  in  a  bottom 
dump-bucket,  which  was  swimg  into  the  desired  position  by  the  derricks, 
dumped  into  boxes,  and  shoveled  into  the  wall.  Wooden  forms,  about 
7  ft.  high,  were  used.  They  were  made  of  such  size  that  they  could  be 
easily  handled  by  the  derricks,  or,  in  case  of  necessity,  by  the  men  them- 
selves. 

368.  Making  the  Concrete  Water-tight.  —  When  the  stand-pipe  was 
put  into  service  in  December,  1904,  it  was  not  found  to  be  absolutely 
water-tight,  as  required  by  the  contract  for  its  construction,  and  although 
the  leakage  was  at  first  only  trifling,  it  caused,  on  account  of  the  cold 
weather,  a  scaling  off  on  the  outer  surface  of  the  stand-pipe  at  certain 
points,  beginning  five  feet  from  the  bottom  and  extending  about  ten 
feet  upwards.  Various  expedients  for  stopping  the  leaks  *  were  tried 
by  the  contractors,  who  were  obUged  to  maintain  the  tank  water-tight 
for  one  year.  In  1906  the  entire  inner  surface  of  the  stand-pipe  was 
thoroughly  cleaned,  and  was  then  picked,  to  insure  a  good  bond  with  the 
cement  plaster,  with  which  the  inside  of  the  wall  was  then  coated.  The 
first  coating  consisted  of  a  mixture  of  one  part  cement,  one  part  sand, 
and  2  per  cent  of  lime.  Three  more  coats  of  1  :  1  cement  mortar,  with- 
out the  addition  of  Hme,  were  appHed  to  the  inner  surface.  Each  coat 
was  floated,  until  a  hard,  dense  surface  was  produced,  which  was  then 
scratched  to  make  a  bond  with  the  next  coat.  Although  this  work  was 
done  by  expert  workmen,  it  did  not  stop  the  leakage  entirely. 

While  the  inner  surface  of  the  stand-pipe  was  being  plastered,  the 
outer  surface  was  repaired  by  digging  around  the  outside  row  of  steel 
reinforcement,  putting  on  iron  cUps,  made  of  f  X  |-in.  iron,  bolted 
through,  and  then  cement  was  forced  into  the  cavities  around  the  clips, 
by  throwing  it  a  distance  of  4  or  5  ft.,  to  insure  filling  the  voids.  This 
process  was  continued  until  the  cement  covered  the  entire  outer  sur- 
face, so  that  fiuliher  plastering  could  l)e  perfectly  bonded.  Expanded 
metal  was  placed  on  this  surface,  and  was  forced  over  the  clips  that  stood 
out  horizontally.  The  surface  of  the  metal  was  covered  with  a  coat  of 
plaster,  which  was  carefully  troweled,  and  then  a  coat  of  metal  was 

*  Jour.  New  England  Water  Works  Assoc,  1915,  XXIX,  p.  179. 
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placed  outside  of  that  plastering,  the  ends  of  the  clips  being  turned  at 
right  angles  to  hold  the  same  in  place.  The  work  was  completed  by  a 
final  outside  coat,  making  thus  a  very  firm  and  compact  surface,  equal 
to  that  of  any  part  of  the  structure. 

369.  Sylvester  Process.  —  As  the  work  described  above  did  not  stop 
the  leaking,  the  "Sylvester  process ^^  was  next  tried.  This  process  was 
used  successfully  in  1870  in  making  the  brickwork  of  one  of  the  gate- 
houses of  the  Croton  Water  Works  water-tight,*  and  has  since  been  used 
with  good  success  on  reservoir  walls  that  were  not  exposed  to  a  greater 
head  than  about  40  ft.  In  order  to  give  the  process  a  trial,  four  coats 
of  the  mixture  were  applied  to  the  bottom  35  ft.  of  the  inner  surface  of 
the  stand-pipe.  The  mixture  was  prepared  according  to  the  following 
formula. 

"Dissolve  f  lb.  castile  soap  in  one  gallon  of  water.  Dissolve  1  lb. 
pure  alum  in  eight  gallons  of  water.  Both  must  be  thoroughly  dissolved. 
Before  applying  to  the  walls,  the  surface  must  be  perfectly  clean  and  dry; 
temperature  must  be  about  50°  F.  First,  apply  soap  at  boiling  tempera- 
ture with  a  flat  brush,  taking  care  not  to  form  a  froth.  Wait  24  hours 
so  that  the  solution  will  become  dry  and  hard  upon  the  walls,  then  apply 
the  alum  in  the  same  way,  at  a  temperature  of  60  to  70°  F.  Wait  24 
hours,  and  repeat  with  alternate  coats  of  soap  and  almn." 

After  four  coats  of  the  dissolved  castile  soap  and  almn  had  been  ap- 
plied, the  stand-pipe  was  filled  with  water  for  the  full  height  of  100  ft. 
Under  this  pressure,  only  four  leaks  appeared  in  the  part  which  had 
been  treated  by  the  Sylvester  process.  The  whole  inner  surface,  from 
top  to  bottom,  was  then  given  four  coats  by  the  Sylvester  process.  The 
result  was  very  satisfactory,  although  the  stand-pipe  was  not  absolutely 
tight.  The  contractors  applied  five  more  coats  of  the  Sylvester  mix- 
ture to  the  whole  inner  surface,  making  thirteen  coats  in  all  for  the 
lower  35  ft.  of  this  surface.  This  treatment  seemed  to  make  the  stand- 
pipe  practically  tight  and  it  was  accepted  by  the  water  commissioners 
on  December  6,  1906.  Some  wet  spots  that  appeared  on  the  outer  sur- 
face were  attributed  to  condensation  of  the  atmosphere.  Later  a  few 
leaks  occurred. 

370.  Elastic  Membrane.  —  The  Sylvester  process  did  not  stop 
leakage  from  the  stand-pipe  permanently.  This  may  have  been  due  to 
the  fact  that  the  various  coatings,  applied  on  the  inside  of  the  stand- 
pipe,  became  hard  and  brittle  and  were  cracked  by  contraction  and  ex- 
pansion in  the  concrete.  In  this  stand-pipe,  as  in  most  others,  leakage 
is  especially  apt  to  occur  in  the  south  side  of  the  stand-pipe,  which  is 
exposed  to  greater  variations  of  temperature  than  the  north  side.    After 

♦  Trans.  Am.  Soc.  C.  E.,  1870,  I,  p.  203. 
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consulting  with  various  experts  on  waterproofing,  it  was  decided  to  put 
an  elastic  membrane  on  the  inner  surface  of  the  stand-pipe,*  similar 
to  the  one  used  for  the  Westerly  stand-pipe.  The  elastic  membrane 
was  composed  of  felt  and  cementing  compound  or  hot  asphalt, 
permanently  elastic,  built  up  by  successive  layers,  the  number  varying 
according  to  the  water  pressure.  In  this  manner  a  permanent  elastic 
waterproof  shield  was  formed.  The  work,  which  was  similar  to  the 
waterproofing  applied  to  bridges,  etc.,  was  done  as  follows: 

The  tank  was  thoroughly  cleaned  and  allowed  to  become  perfectly 
dry.  The  bottom  and  the  walls,  as  high  as  a  man  could  reach,  were  then 
brushed  with  wire  brushes,  to  remove  all  sediment  and  to  obtain  as  clean 
a  surface  as  possible.  Next  these  surfaces  were  painted  with  a  special 
preparation,  and  then  the  first  coat  of  hot  asphalt  was  applied.  After 
the  required  coats  of  asphalt  and  felt  had  been  put  on  the  bottom  and 
on  the  walls  for  a  height  of  about  6  ft.,  a  floating  stage  was  built  in  the 
tank,  and  about  5  ft.  of  water  was  let  into  the  tank  to  float  the  stage. 

The  melting  tanks  were  placed  on  top  of  the  stand-pipe,  so  that  the 
hot  asphalt  could  be  deUvered  quickly  on  the  stage.  Five  layers  of  felt, 
and  six  of  compound,  were  used  to  make  the  elastic  membrane.  About 
5  ft.  of  wall  per  day  was  treated  as  described  above,  and  tested  by  ad- 
mitting water  into  the  stand-pipe.  A  band  of  iron  was  placed  around 
the  inner  surface  at  the  top,  to  prevent  the  elastic  membrane  from  be- 
coming loose. 

371.  Outside  Lining  of  Brickwork.  —  The  outer  surface  of  the 
stand-pipe,  which  was  being  injured  by  the  scaUng  oflf  of  concrete,  was 
protected  by  building  an  8-in.  brick  wall  around  the  tank,  from  the 
foundation  to  the  top.  The  air  space  between  the  brickwork  and  the 
concrete  keeps  the  latter  from  undergoing  great  changes  of  tempera- 
ture. Weepers  were  left  in  the  brickwork,  near  the  bottom,  to  provide 
an  outlet  for  any  leakage  that  might  occur. 

The  treatment  on  the  inside  and  outside  of  the  tank  is  said  to  have 
stopped  all  leakage. 

372.  The  concrete  stand-pipe  at  Westerly,  R.  I.,t  Fig.  211,  was 
built  in  1910,  to  provide  additional  storage  for  the  water  supply  of  Wes- 
terly and  some  neighboring  communities.  It  has  an  inner  diameter  of 
40  ft.  and  a  height  of  70  ft.  from  the  floor  to  the  overflow.  The  height 
from  the  ground  to  the  top  of  the  ventilator  is  about  88  ft.    The  walls 

*  The  contract  for  this  work  was  let  for  $3000  to  Bird  &  Sons,  Walpole,  Mass., 
who  had  done  similar  work  in  the  Westerly  stand-pipe. 

t  Jour.  Assoc.  Engineering  Societies,  1911,  XL VI,  p.  405;  Trans.  Am.  Soc.  C.  E., 
1911,  LXXIV,  p.  375;  Jour,  of  the  New  England  Water  Works  Assoc,  1915,  XXIX, 
p.  169. 
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are  4  ft.  thick  at  the  floor  Une,  tapering  to  14  ins.  at  a  point  5  ft.  from 
the  floor,  and  continue  with  this  thickness  up  to  the  water-line.  Access 
to  the  interior  of  the  stand-pipe  is  provided  by  a  chamber  13  ft.  long 
by  4  ft.  wide,  having  a  square  manhole  opening  2  by  4  ft.,  on  the  out- 
side, and  a  30-in.  roimd  iron  manhole  cover  on  the  inside  floor.  The 
roof,  which  has  a  diameter 
of  41  ft.  and  a  rise  of  13  ft., 
is  a  Guastavino  dome  of 
dark  red  glazed  tile.  A 
steel  ladder,  1  ft.  wide,  is 
attached,  on  the  outside  of 
the  stand-pipe,  to  bronze 
bolts  in  cast-iron  sockets, 
with  1-in.  bronze  faces, 
which  are  set  into  the  wall 
at  intervals  of  16  ft. 

373,  The  steel  reinforce- 
menty  placed  in  the  con- 
crete, is  as  follows:  ^-in. 
square  rods  are  put  in  the 
floor,  6  ins.  between  centers, 
both  ways.  These  rods  are 
placed  1  in.  below  the  floor 
surface  and  are  bent  up  4  ft. 
into  the  wall.  The  main 
reinforcement  consists  of 
plain,  round,  mild  steel 
bars,  IJ  and  1|  ins.  in 
diameter.  These  bars  are 
71  and  69  ft.  long,  so  that 
two  are  required  to  form 
a  complete  ring,  allowing 
forty  diameters  for  lap,  and 
they  are  held  in  place  by 
two  Crosby  clips  at  each 
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Fig.  211.  —  Stand-pipe  of  Reinforced  Concrete, 

Westerly,  R.  I. 


lap.  During  the  construction,  the  bars  or  hoops  were  supported  by 
twelve  l|-in.  vertical  iron  pipes,  placed  30  degrees  apart,  and  resting 
on  standard  6-in.  flanges  on  the  floor.  These  pipes  were  coupled  in  3-ft. 
lengths,  as  each  successive  form  was  set  up.  To  secure  the  required 
spacing  of  the  hoops,  J-in.  holes  were  drilled  in  the  vertical  pipes,  at  the 
proper  intervals,  and  hooks  were  placed  in  these  holes,  upon  which  the 
hoops  rested,  until  embedded  in  the  concrete. 
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In  order  to  prevent  cracks  in  the  masonry,  near  the  base,  like  those 
that  occurred  in  the  Attleboro  stand-pipe,  more  steel  reinforcement  was 
placed  near  the  base  of  the  wall  than  in  the  higher  parts.  For  this  pur- 
pose the  tensile  stress  allowed  in  the  lowest  foot  of  the  wall  was  limited 
to  6000  lbs.  per  sq.  in.,  and  this  limit  was  increased  1000  lbs.  per  sq.  in. 
for  each  foot  rise  of  the  wall,  until  the  stress  of  12,500  lbs.  per  sq.  in. 
was  reached.  This  limit  was  used  for  the  rest  of  the  wall.  No  vertical 
steel  reinforcement  was  used. 

Special  reinforcement  was  put  at  some  other  parts  of  the  stand-pipe 
as  follows:  f-in.  round  and  IJ-in.  square  rods  around  the  manhole  and 
roof  of  the  access  chamber;  J-in.  rods,  set  horizontally,  and  f-in.  round 
rods,  4  ft.  center  to  center,  under  the  dome  seat,  and  bent  out  into  the 
cornice;  and  round  f-in.  rods,  7  ft.  long,  placed  2  ft.  between  centers, 
and  run  vertically  up  into  the  parapet  wall. 

374.  The  concrete  consists  of  vulcanite  cement,  good  bank  sand, 
and  crushed  granite,  mixed  approximately  in  the  proportion  1  :  1|  :  3. 
These  proportions  were  found  by  careful  experiments  to  give  the  con- 
crete its  maximum  density.  Five  per  cent  by  weight  of  limoid,  a  form 
of  hydrated  lime,  was  added  to  the  cement  as  a  waterproofing,  but  the 
main  reUance  in  this  respect  was  placed  upon  the  density  of  the  con- 
crete. Special  care  was  taken  to  secure  good  joints  between  the  dif- 
ferent day^'  work.  The  top  surface  of  the  concrete  was  thoroughly 
cleaned  each  night,  after  it  had  taken  its  initial  set,  and  all  the  laitance 
was  removed,  leaving  clean  sand  and  stone  surfaces  exposed.  In  re- 
suming work  the  following  day,  the  concrete  surface  was  covered  with 
grout,  and  a  1-in.  layer  of  1  :  3  mortar  was  put  in,  before  the  concrete 
was  poured.  Owing  to  the  brand  of  cement  used,  and  to  the  addition 
of  the  hydrated  lime,  the  concrete  has  a  white  color. 

The  floor  has  a  1-in.  granoUthic  finish,  which  was  carried  up  as  a 
plaster  coat  to  the  top  of  the  inside  level.  The  outside  surface  was 
rubbed  with  carborundum,  and  then  painted  with  a  grout  wash,  except 
at  the  base,  which  was  picked,  from  the  ground  up  to  a  level,  2  ins.  below 
the  top  of  the  molding.  The  overflow  consists  of  3  X  12-in.  holes, 
spaced  45  degrees  apart,  which  were  left  in  the  masonry  at  the  high- 
water  level. 

375.  Leakage.  —  When  the  tank  was  filled  for  the  first  time,  several 
porous  spots  showed  dampness  on  the  outside.  They  were  quite  wet 
in  the  morning,  but  most  of  them  were  dried  up  by  the  sun.  They 
were  made  water-tight  by  forcing  grout  into  the  concrete  at  these  spots, 
under  a  pressure  of  100  lbs.  per  sq.  in.  Another  leak  appeared  along 
the  top,  of  the  molding  on  the  outside.  It  was  caused  by  a  horizontal 
crack,  which  extended  nearly  half  way  around  the  circumference,  vary- 
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ing  in  amount  of  leakage.  An  attempt  was  made  to  stop  this  leak  by 
heating  the  wall  for  8  ft.  above  the  floor  with  charcoal  furnaces,  and 
then  applying  hot  parafEn.  Although  several  coats  of  this  material 
were  put  on,  the  leakage  was  not  entirely  stopped. 

376.  Method  of  Construction.  —  The  manner  in  which  this  atand- 
pipe  was  constructed  differed  much  from  the  methods  employed  in  the 
Attleboro  tank.  The  tower  required  for  hoisting  the  concrete  was  built 
outside  of  the  stand-pipe,  so  as  to  clear  the  cornice  by  about  a  foot.  It 
was  constructed  of  6  X  6-in,  uprights,  thoroughly  cross-braced,  and 
was  made  large  enough  for  a  1-yd.  Ransome  auto-dump  bucket.     A  No. 


FiQ.  212.  —  Diagram  of  Inside  Stage  for  Coacrete  Stand-pipe. 

2  Smith  concrete  mixer  was  placed  in  a  pit  at  the  tower,  and  the  ma- 
terials required  for  the  concrete  were  dumped  from  the  ground  into  the 
hopper  of  the  mixer.  The  concrete  for  the  foundation,  floor,  and  base 
was  hoisted  about  20  ft.,  and  dropped  into  a  chute  which  carried  it  to 
the  center  of  the  tank.  From  this  point  it  was  delivered  through  a 
movable  section  to  the  desired  place. 

A  movable  stage  (Fig.  212)  was  placed  inside  of  the  stand-pipe  and 
was  raised  gradually  by  means  of  differential  pulleys,  as  the  work  pro- 
gressed. It  was  made  of  two  rings  of  8-in.  chaunels,  which  were  braced 
by  2  X  2  X  J-in.  angles,  and  was  covered  with  2-in.  planks,  6  ft. 
long.  The  inner  ring  was  braced  on  two  diagonal  lines,  at  right  an^es 
to  each  other,  by  two  pairs  of  5-in.  channels.  One  pair  was  covered 
with  I-in.  boards,  2  ft.  long,  to  form  a  space  for  storing  wheelbarrows 
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and  other  tools.  The  stage,  which  cleared  the  masonry  wall  by  about 
6  ins.,  was  supported  by  twelve  pairs  of  4  X  4-in.  uprights,  which  were 
put  up  in  16-ft.  lengths  as  the  wall  was  raised.  Each  pair 'of  uprights 
was  well  braced  and  had  two  1  X  6-in.  ledges  on  which  the  stage  rested 
(Fig.  213).  The  outside  posts  went  down  vertically  to  the  point  where 
the  wall  began  to  flare  in  and  there  they  bent  toward  the  center  and 
rested  on  the  bottom,  close  to  the  wall.  The  bottoms  were  braced  apart 
by  horizontal,  radial  struts,  and  the  inside  posts  were  all  diagonally 
braced  in  radial  planes  down  to  these  struts. 

Each  pair  of  4  X  4-in.  posts  had  a  4  X  6-in.  cap  or  cross-head,  provided 
with  a  wire  hook  at  its  center.    A  corresponding  hook  was  fastened  to  a 
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—  Method  of  Supporting  Stage  Floor. 


4  X  4-in.  piece  of  timber,  placed  parallel  with  the  ledges,  and  wedged  in 
radially  between  the  8-in.  channels.  The  stage  was  raised  by  means  of 
eight  2000-lb.  differential  blocks  and  chains,  attached  to  the  above- 
mentioned  hooks,  each  being  worked  by  two  men.  The  whole  floor  was 
moved,  as  a  unit,  in  a  few  moments.  As  soon  as  the  proper  height  was 
reached,  new  sets  of  ledges  were  nailed  to  the  uprights,  to  support  the 
stage.  In  order  to  make  the  work  less  hazardous,  the  water  was  allowed 
to  rise  in  the  tank,  as  the  work  progressed,  and  was  kept  about  20  ft. 
below  the  stage. 

The  concrete  for  the  wall  was  hoisted  in  the  bucket,  and  dumped  into 
a  hopper,  hung  on  the  face  of  the  timber  tower,  about  3  ft.  above  the 
stage.  A  platform,  6  ft.  wide,  was  laid  down  over  the  top  of  the  wall, 
between  the  stage  and  the  tower.  A  gate  in  the  bottom  of  the  hopper 
served  for  supplying  the  wheelbarrows,  which  were  wheeled  aroimd  and 
dumped  directly  into  the  forms,  the  stage  being  kept  flush  with  the  top 
of  the  form  that  was  being  poured. 
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The  forms  for  the  outside  and  inside  of  the  base  of  the  stand-pipe 
were  made  of  wood,  but  those  for  the  plain  wall  were  all  made  of  |-in. 
steel  plate,  in  panels  about  3  ft.  deep  and  8  ft.  long,  the  edges  being 
strengthened  by  1|  X  1|  X  |-in.  angles,  which  were  riveted  on  the 
plates.  Each  panel  had,  also,  two  vertical  stiffener  angles.  The  angles 
on  the  edges  were  bored  for  bolts,  which  served  to  hold  the  panels  to- 
gether. Two  men  could  easily  handle  one  of  the  panels,  and  two  com- 
plete sets  were  kept.  The  steel  forms  gave  the  concrete  a  very  smooth 
finish.  The  inside  forms  were  similar  to  those  used  on  the  outside  of 
the  wall.  The  tank  has  a  capacity  of  660,000  gals.  It  cost  $17,961 
or  about  2f  cents  per  gallon. 

377.  Engineers.  —  The  tank  was  designed  by  the  Aberthaw  Con- 
struction Company,  and  Samuel  M.  Gray,  M.  Am.  Soc.  C.  E.,  acted 
as  Consulting  Engineer  for  the  water  company. 

378.  Concrete  Stand-pipe  with  Sliding  Base  at  Fulton,  N.  Y.*  — 
A  reinforced  concrete  stand-pipe,  having  an  inner  diameter  of  40  ft.,  and 
a  height  of  100  ft.,  from  the  bottom  to  the  overflow,  was  built  in  1913, 
according  to  the  plans  of  William  Mueser,  M.  Am.  Soc.  C.  E.  It  differs 
from  the  usual  plan  adopted  for  concrete  stand-pipes,  by  having  a  slip- 
joint  introduced  between  the  base  and  the  wall  of  the  stand-pipe,  an 
improvement  in  the  design  of  such  works  suggested  by  Mr.  Mueser,  in 
191  l,t  for  a  concrete  reservoir  at  Sanderson,  Texas,  and  sometime  pre- 
viously for  a  four  and  one-half  million  gallon  reservoir  at  Baltimore,  Md. 
In  most  of  the  reinforced  concrete  stand-pipes,  constructed  prior  to  1911, 
shear-cracks  had  occurred  in  the  masonry,  near  the  base,  due  to  changing 
water  pressure.  Mr.  Mueser  claimed  that  this  was  due  to  the  fact  that 
the  rigid  concrete  base  prevented  the  walls  near  the  bottom  from  ex- 
panding and  contracting,  and  he  thought  that  this  trouble  could  be 
avoided  by  a  flexible  joint  between  the  base  and  the  wall. 

379.  Design.  —  In  the  stand-pipe  at  Fulton,  N.  Y.,  the  bottom  is 
designed  to  carry  the  load  of  the  water,  and  the  wall  to  resist  the  hori- 
zontal water  pressure.  These  two  parts  of  the  stand-pipe  are  sepa- 
rated from  each  other  by  an  elastic  joint  (Fig.  214).  The  concrete 
base  is  troweled  at  the  joint  to  a  smooth  finish,  then  plastered  with  a 
f-in.  coating  of  graphite  paste,  and  covered  by  a  20-gauge  copper  sheet, 
on  which  the  wall  rests.  Leakage  at  the  joint  is  prevented  by  a  trape- 
zoidal asphalt  wedge,  8  ins.  high,  on  the  inside  of  the  wall.  This  joint 
will  always  remain  tight,  if  the  mastic  has  sufficient  flexibihty.  The 
greater  the  pressure,  the  tighter  the  joint  will  be.  If  the  asphalt  seal 
should  prove  to  be  of  bad  quality  or  become  brittle,  in  course  of  time, 

*  Eng,  Record,  Jan.  10,  1914,  p.  43. 

t  Trans.  Am.  Soc.  C.  E.,  1911,  LXXIV,  p.  392. 
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it  would  be  an  easy  matter  to  scrape  out  the  V-joint  and  to  fill  it  with 
good  material. 

In  order  to  facilitate  the  form  work,  the  wall  was  made  18  ins.  thick 
throughout.  It  is  reinforced  by  Diamond  bars^  1§  and  1\  ins.  in  diam- 
eter, spaced  from  3J  to  9  ins.  between  centers,  the  rings  being  placed  in 
two  vertical  planes,  to  facilitate  the  erection  and  distribution  of  the  steel 
in  the  wall.  Z-shaped  struts,  each  made  of  two  3  X  3  X  ^-in.  angles, 
and  spaced  equal  distances  apart  on  a  circle  of  41|  ft.,  in  the  center  of 
the  wall,  serve  to  support  the  reinforcement,  which  is  held  in  place  by 
i-in.  round  cUps.  The  joints  m  the  reinforcement  are  made  by  over- 
lapping  and  spUcing  with  two  f-in.  round  clamps.  These  joints  are 
staggered  at  least  10  ft.  for  two  consecutive  rings.  Three  bars  are  used 
for  each  ring,  and  the  overlap  is  made  51  ins.  for  the  l|-in.  bars,  and  39 
ins.  for  the  Ij-in.  bars. 

In  addition  to  the  supportmg  struts,  there  is  a  vertical  reinforcement, 
consisting  of  seventy  |-in.  bars,  seven  between  each  pair  of  struts, 
spaced  equal  distances  apart.  Forty  of  these  bars  reach  only  to  a 
height  of  30  ft.  The  overflow  is  formed  by  six  openings,  each  18  ins. 
wide,  placed  in  the  wall,  100  ft.  above  the  bottom  of  the  stand-pipe. 

The  stand-pipe  is  surmounted  by  a  reinforced-concrete  dome  with  a 
rise  of  10.75  ft.,  which  is  topped  with  a  lantern.  The  total  height  of  the 
structure  is  117  ft.  1  in.,  from  the  lowest  to  the  highest  point.  Access  to 
the  interior  of  the  stand-pipe  is  obtained  by  a  steel  ladder,  which  is 
placed  on  the  outside  of  the  stand-pipe,  is  bent  around  the  coping, 
and  descends  downward  on  the  inside  through  a  manhole  in  the  roof. 
The  ladder  is  supported  on  the  top  of  the  wall,  and  bolts,  screwed  into 
bronze  sockets,  embedded  in  the  concrete,  serve  as  spacers. 

380.  Construction.  —  The  foundation  of  the  stand-pipe  consists  of 
gravel  with  very  fine  sand  in  alternating,  incUned  and  not  uniform 
layers.  After  the  foundation  excavation  was  made,  the  reinforcing  bars 
were  placed,  and  the  concrete  was  deposited.  No  forms  were  used,  ex- 
cept a  rim,  forming  the  slope  of  the  groove  for  the  asphalt.  This  form 
was  made  of  two  horizontal  boards,  spaced  8  ins.  apart,  and  provided 
with  a  facing  of  plaster  of  Paris.  The  foundation  was  slushed  with 
grout,  and  the  concrete,  mixed  1:2:4,  was  then  laid  without  inter- 
ruption and  finished  with  a  wearing  surface,  1-in.  thick,  composed  of  1 
part  cement  and  1|  parts  of  crushed  granite,  and  troweled  to  a  smooth 
finish.  After  the  concrete  had  set  for  four  days,  a  paste  of  graphite  and 
mineral  oil  was  spread  over  the  joint  between  the  bottom  and  the  wall, 
and  pressed  hard  into  the  concrete,  making  a  finishing  layer,  |-in.  thick. 
Upon  this  anti-friction  paste,  the  copper  ring  of  No.  20  gauge,  approxi- 
mately ^^  in.  thick  and  26  ins.  wide,  was  then  laid. 
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In  order  to  avoid  leakage  at  horizontal  joints  in  the  wall,  the  concrete 
was  laid  continuously,  day  and  night,  by  three  shifts  of  men.  This  was 
made  possible  by  the  use  of  sliding  forms,  which  were  raised  on  the  in- 
side and  outside  of  the  wall,  as  the  work  progressed.  The  forms  were 
5  ft.  4  ins.  high,  and  the  outside  and  inside  parts  were  rigidly  connected 
overhead  by  twenty  frames,  spaced  equally  apart.  The  inner  forms 
were  connected  with  the  working  platform,  which  they  supported.  The 
platform  and  inner  forms  were,  therefore,  raised  together.  A  jacking 
arrangement,  consisting  chiefly  of  a  movable  screw  and  a  stationary  nut, 
was  provided  at  each  of  the  twenty  frames  or  cross-connections.  This 
screw  had  a  3|-ft.  extension,  inserted  in  a  gas  pipe,  and  supported  at  its 
top  on  a  washer.*  When  the  form  had  been  moved  up  far  enough  to 
require  a  longer  pipe,  the  screw  was  turned  up,  and  a  new  3-ft.  section 
of  gas  pipe  was  inserted.  A  capstan-nut,  supported  by  a  steel  plate,  was 
placed  above  the  nut  on  the  screw.  By  turning  the  capstan-nut  a 
quarter  of  a  revolution,  by  means  of  a  short  bar,  the  form  at  that  point 
was  raised  about  |  in.  One  man,  going  around  and  turning  each  of  the 
capstan  nuts  a  quarter  or  half  a  turn,  kept  the  forms  in  a  steady  motion 
upward. 

No  waterproofing  compound  was  used  in  the  concrete,  reliance  for 
water-tightness  being  placed  on  obtaining  a  concrete  of  maximum  den- 
sity. As  the  form  progressed,  the  outer  surface  of  the  wall  was  rubbed 
with  carborundum  bricks,  while  wet.  After  the  wall  was  completed,  its 
outer  surface  was  given  a  second,  final  rubbing-down,  from  the  top  down. 

The  last  work  done  was  to  place  the  elastic  filler  in  the  V-shaped 
groove  between  the  base  and  the  wall.  The  groove  was  cleaned  thor- 
oughly, and  was  made  warm,  by  means  of  torches,  before  the  elastic 
filler,  which  consists  of  a  preparation,  known  as  Positive  Seal  24,t  was 
poured,  after  being  first  heated  to  a  temperature  of  350  to  400**  F. 
The  pouring  was  done  uniformly  in  the  whole  joint,  the  height  of  the 
filler  being  gradually  raised. 

381.  The  roof  is  made  of  the  same  1:2:4  mixture  of  concrete, 
which  was  used  in  the  base.  The  concrete  was  laid  continuously,  and 
as  soon  as  the  forms  were  removed,  the  surface  was  rubbed  smooth  with 
carborundum  stones.  A  cast-iron  manhole  with  cover  is  placed  where 
the  ladder  enters  the  stand-pipe. 

382.  Pipes,  —  The  outlet  pipe  is  18  ins.  in  diameter,  and  is  con- 
trolled by  a  gate-valve,  placed  in  a  chamber  of  reinforced  concrete.  A 
gutter  is  provided  around  the  stand-pipe,  to  collect  any  leakage  that 
may  occur.    The  total  cost  of  the  stand-pipe  amounted  to  $27,533.64. 

*  This  arrangement  was  patented  by  A.  D.  Whipple,  Milwaukee,  Wis . 
t  Manufactured  by  the  Barber  Asphalt  Co. 
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383.  Weather  Conditions,  —  This  stand-pipe  was  constructed  during 
the  worst  season  of  the  year  for  concreting,  the  wall  being  built  in  No- 
vember. It  was  with  extreme  difficulty,  due  to  low  temperature,  snow, 
ice,  and  sleet  storms,  that  the  continuity  of  concreting,  which  has  been 
decided  upon  for  the  wall,  was  carried  out.  Nevertheless,  the  absence 
of  horizontal  shear-cracks  at  or  near  the  base  of  the  completed  structure, 
proves  the  perfect  success  of  the  slip  joint 


CHAPTER  XVIII 

CYLINDRICAL  TANKS  OF  WOOD  OR  STEEL 

384.  Cylindrical  tanks,  erected  on  high  ground,  or  on  a  tower  or 
trestle,  may  be  used  as  service-reservoirs  for  small  conmiunities,  or  to 
hold  a  reserve  supply  of  water  for  l&re  protection.  Many  tanks  are  being 
put  up  for  the  latter  purpose,  to  protect  factories  and  important  build- 
ings. When  a  suitable  elevated  site  can  be  found  near  a  town,  a  stand- 
pipe  is  often  erected,  but  in  flat  regions,  the  elevated  tank  is  preferable 
to  a  stand-pipe,  as  practically  its  whole  capacity  is  available  for  fire  pro- 
tection. For  this  purpose,  however,  its  bottom  should  be  placed  at 
least  80  to  100  ft.  above  the  top  of  the  highest  building  in  the  town. 
The  capacities  of  cylindrical  tanks  are  given  in  Table  LI. 

Cylindrical  Wooden  Tanks  * 

385.  Materials.  —  The  tanks  are  made  of  white  cedar,  cypress, 
white  and  red  pine,  Douglas  or  Washington  fir  or  air-dried  redwood. 
The  limaber  must  be  free  from  sap,  loose  or  unsound  knots,  worm  holes 
and  shakes;  and  must  be  thoroughly  air-dried.  If  made  of  good  mate- 
rial and  properly  maintained,  the  tanks  will  last  for  15  to  25  years.  For 
tanks  not  exceeding  16  ft.  in  diameter  and  16  ft.  in  depth,the  bottom  and 
staves  are  made  of  2|-in.  stock,  and  are  dressed  on  both  sides  to  a  thick- 
ness of  about  2j  ins.  For  larger  tanks  3-in.  stock  (dressed  to  about 
2f  ins.)  should  be  used. 

The  groove  in  the  staves  for  receiving  the  bottom  must  be  cut  in  a 
true  line,  at  a  uniform  distance  from  the  bottom  of  the  staves,  and  to  a 
depth  of  I  or  f  in.,  according  to  the  thickness  of  the  staves.  The  edges 
of  each  bottom  plank  must  be  bored  with  holes,  not  over  3  ft.  apart,  for 
|-in.  maple  dowels. 

386.  Hoops,  —  The  strength  of  the  tank  depends  chiefly  on  that  of 
its  hoeps.  Flat  hoops,  especially  if  made  of  steel,  rust  from  the  side 
bearing  on  the  staves.  Serious  accidents  have  resulted  from  this  cause, 
as  the  corrosion  on  the  back  of  the  hoops  cannot  be  observed.    Gal- 

*  The  information  given  about  wooden  tanks  is  taken  largely  from  the  very  com- 
plete specification  for  "Gravity  Tanks  and  Towers,"  prepared  by  The  Inspection 
Department  of  the  Associated  Factory  Mutual  Fire  Insurance  Companies,  Boston, 
Mass.     Figs.  199  to  203  incl.  are  reproduced  from  these  specifications. 
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vanizing  or  painting  is  not  a  sure  remedy  for  this  trouble,  as  a  spot 
where  the  protective  coating  has  been  abraded  or  knocked  off  may  cause 
the  failure  of  the  hoop.  Round  hoops,  which  expose  for  a  given  area  of 
cross-section  the  least  surface  to  corrosion,  should  always  be  used  for 
wooden  tanks.     They  are,  also,  less  liable  than  flat  hoops  to  burst  when 

TABLE  LI. —  CAPACITY  OF  CYLINDRICAL  TANKS  IN  GALLONS 

PER  LINEAL  FOOT 


Diameter 

Capacity 

Diameter 

Capacity 

Diameter 

C{H;>acity 

in  ft. 

in  gals. 

in  ft. 

in  gals. 

in  ft. 

in  gals. 

1 

5.9 

35 

7,197 

69 

27,972 

2 

23.5 

36 

7,614 

70 

28,788 

3 

52.9 

37 

8,043 

71        . 

29,617 

4 

94 

38 

8,484 

72 

30,457 

5 

146.9 

39 

8,936 

73 

31,309 

6 

211.5 

40 

9,400 

74 

32,173 

7 

287.9 

41 

9,876 

75 

33,048 

8 

376 

42 

10,364 

76 

33,935 

9 

475.9 

43 

10,863 

77 

34,834 

10 

587.5 

44 

11,374 

78 

35,745 

11 

711 

45 

11,897 

79 

36,667 

12 

846 

46 

12,432 

80 

37,601 

13 

993 

47 

12,978 

81 

38,547 

14 

1152 

48 

13,536 

82 

39,505 

15 

1322 

49 

14,106 

83 

40,474 

16 

1504 

50 

14,688 

84 

41,455 

17 

1698 

51 

15,281 

85 

42,488 

18 

1904 

52 

15,887 

86 

43,453 

19 

2121 

53 

16,503 

87 

44,469 

20 

2350 

54 

17,132 

88 

45,498 

21 

2591 

*55 

17,772 

89 

46,537 

22 

2844 

56 

18,425 

90 

47,589 

23 

3108 

57 

19,089 

91 

48,653 

24 

3384 

58 

19,764 

92 

49,727 

25 

3672 

59 

20,452 

93 

50,815 

26 

3972 

60 

21,151 

94 

51,913 

27 

4283 

61 

21,862 

95 

53,024 

28 

4606 

62 

22,584 

96 

54,146 

29 

4941 

63 

23,319 

97 

55,280 

30 

5288 

64 

24,065 

98 

56,425 

31 

5646 

65 

24,823 

99 

57,583 

32 

6016 

66 

25,592 

100 

58,752 

33 

6398 

67 

26,374 

34 

6792 

68 

27,167 

the  staves  swell,  as  they  simply  indent  the  wood,  in  such  a  case,  and 
practically  their  whole  surface  can  be  inspected,  and  painted  when  re- 
quired. 

The  hoops  should  be  made  of  wrought  iron  or  mild  steel  having,  re- 
spectively, a  tensile  strength  of  not  less  than  50,000  lbs.  per  sq.  in.  and 
55,000  to  60,000  lbs.  per  sq.  in.  There  must  be  no  welds  in  the  hoops. 
When  more  than  one  length  of  iron  or  steel  is  required,  malleable  iron 
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lugs  (Fig,  215),  as  strong  as  the  hoop,  should  be  used.  Cast  iron  lugs 
should  not  be  used,  as  they  are  liable  to  crack.  The  hoops  must  be  so 
placed  that  the  luga  will  not  come  in  the  same  vertical  plane. 

The  ends  of  the  hoops  should  not  be  upset,  as  the  metal  is  likely  to  be 
burned,  if  the  work  is  not  carefully  done. 
When  the  screw  threads  are  cut  directly  on 
the  ends  of  a  hoop,  the  unthreaded  portion 
may  be  corroded  to  a  depth  equal  to  that 
of  the  screw  threads,  without  weakening  the 
hoops. 

The  size  and  spacing  of  the  hoop  must  be 
such  that  the  metal  will  not  be  stressed  more  than  12,500  lbs.  per  sq.  in,, 
computed  for  the  area  at  the  root  of  the  thread.     The  diameter  of  the 


Flo.  216.  —  Double-cover  Roof. 


hoops  should  never  be  less  than  ^  in.  The  top  hoop  should  be  placed 
within  2  ins.  of  the  top  of  the  staves,  and  no  space  between  the  hoope 
should  exceed  21  ins.  Table  LII  shows  the  spacing  adopted  by  the 
Associated  Factory  Mutual  Fire  Insurance  Companies. 


380  CYLINDRICAL  TANKS  OF  WOOD  Oil  STEEL 

387.  Painting.  —  Tanks  should  be  painted  on  the  outside  and  in- 
side. The  hoops  should  first  be  painted  with  red  lead,  zinc  oxide,  and 
linseed  oil,  and  should  then  be  given  a  second  coat  of  paint,  consisting 
of  some  durable  oil  or  asphaltum  paint,  which  should  be  applied  after 
the  tank  has  been  erected.  The  inside  of  the  tank  should  be  repainted 
about  once  every  two  years  or  oftener,  if  the  paint  shows  signs  of  peeling. 
The  outside  should  be  repainted  at  intervals  of  about  five  years. 

388.  Roof.  —  Tanks  that  are  placed  out-of-doors  should  be  covered 
with  a  double  roof,  consisting  of  a  tight  flat  cover,  made  of  matched 
boards,  supported  by  joists,  over  which  a  conical  roof  is  placed.  For 
large  tanks,  the  conical  roof  must  be  supported  by  rafters  extending 
from  the  top  of  the  tank  to  the  peak  of  the  roof  (Fig.  216), 
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The  conical  roof  should  be  covered  with  galvanized  sheet  iron,  or  a 
good  composition  roofing  which  is  not  readily  ignitible.  The  joint  be- 
tween this  roof  and  the  flat  cover  should  be  made  tight,  in  order  to  keep 
out  the  wind,  and  to  maintain  a  dead  air  space  between  the  two  covers. 
Hatches  must  be  provided  both  in  the  conical  and  the  flat,  covers,  to  give 
easy  access  to  the  interior  of  the  tank. 

389.  Supports.  —  Large  wooden  tanks  are  either  placed  on  a 
masonry  foundation  or  on  twelve  or  more  timber  posts,  usually  12  by  12 
ins.  in  size.  Each  post  is  set  on  a  masonry  pier.  The  weight  of  the 
tank  must  be  supported  entirely  from  its  bottom,  and  there  should  be  a 
clear  space  of  at  least  one  inch  between  the  bottom  or  outside  of  the 
staves  and  the  balcony,  which  is  usually  provided  for  tanks  30  ft.  or 
more  in  height. 

390.  Pipes.  —  The  filling  pipe  should  be  at  least  IJ  ins.  in  diam- 
eter. When  the  tank  is  exposed  to  the  weather,  this  pipe  should  be 
carried  up  inside  of  a  frost-proof  casing,  and  should  extend  through  the 
tank  bottom,  to  discharge  at  the  top  of  the  tank,  above  the  water  level. 
The  portion  of  the  pipe  inside  of  the  tank  should  be  of  brass. 

The  discharge  pipe  is  made  of  cast  iron  or  wrought  iron  pipe,  flanged 
or  coupled.  Copper  gaskets  should  be  placed  between  the  flanges. 
This  pipe  usually  leaves  the  tank  bottom  at  its  center,  and  is  supported 
on  an  underground  elbow  having  a  foot-piece,  resting  on  a  concrete 
foundation.  The  elbow  should  be  connected,  preferably  by  flanges,  to 
the  underground  pipe.  If  a  bell-and-spigot  connection  is  used,  the  joint 
should  be  strapped.  A  check-valve  should  be  placed  in  the  underground 
pipe,  in  a  suitable  pit,  so  as  to  make  it  accessible  for  inspection  and  re- 
pairs. On  each  side  of  this  check-valve,  a  gate-valve  should  be  placed^ 
in  order  to  make  it  possible  to  repair  the  check-valve  without  emptying 
the  tank. 

A  suitable  outlet-pipe,  provided  with  a  gate,  must  be  placed  in  the 
tank  bottom  to  drain  the  bottom  of  the  tank  below  the  upper  end  of  the 
discharge  pipe  which  projects  for  a  few  inches  into  the  tank.  It  may  be 
connected  by  a  nipple  with  a  gate-valve  to  the  discharge  pipe,  so  as  to 
drain  the  tank  and  the  riser. 

When  a  tank  is  supported  on  a  tower,  30  ft.  or  more  in  height,  an  ex- 
pansion joint  must  be  provided  in  the  discharge  pipe.  The  best  arrange- 
ment for  this  purpose  is  made  by  means  of  a  stuffing-box  (Fig.  217). 
The  stuffing-box  casting  should  project  4  ins.  within  the  tank,  to  pro- 
vide a  basin  for  sediment.  The  riser  pipe  must  be  fitted  so  that  its 
upper  end  is  about  5  ins.  below  the  top  of  the  expansion  joint. 

An  overflow  pipe,  2  ins.  or  more  in  diameter,  according  to  the  size  of 
the  tank,  must  be  provided.    Its  top  should  be  placed  3  ins.  below  the 
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top  of  the  staves,  and  the  pipe  should  extend  through  the  bottom  or  side 
of  the  tank.  In  the  latter  case,  it  should  project  beyond  the  balcony. 
391.  Heating  arrangements  must  be  made  in  cold  localities  to 
keep  the  water  from  freezing.  The  water  may  be  heated  by  circulating 
it  through  a  heater,  at  the  base  of  the  riser,  which  may  consist  of  a 


FiQ   217  —  Expansion  Joint 

steam-coil,  enclosed  by  a  water  jacket,  connected  at  one  cud  to  the 
base  of  the  riser,  below  the  frost  line,  and  at  the  other  end  to  the 
tank,  through  a  pipe  extending  up  alongside  the  riser,  within  the  frost- 
proof casing,  through  the  bottom,  and  discharging  at  about  the  middle 
of  the  pipe.  The  condensed  steam  should  be  drained  from  the  steam 
coil  by  connecting  it  to  a  steam-trap,  which  should  be  placed  close  to  the 
heater,  where  it  can  be  readily  taken  care  of. 

Another  method  of  heating  the  water  consists  in  fastening  a  steam 
cail  securely,  6  ins.  above  the  bottom  of  the  tank,  and  connecting  it  to  a 
boiler,  by  a  pipe  run  close  to  the  discharge  pipe,  inside  the  frost-proof 
boxing.  All  pipes  within  the  tank  should  be  of  brass.  The  steam  pipe 
should  extend  below  the  frost  line,  and  the  condensed  steam  should  be 
drained  to  a  trap. 

In  localities  where  heating  is  only  needed  for  short  periods  during 
the  winter,  steam  may  be  blown  directly  into  the  water  in  the  tank, 
through  a  1-in.  pipe  from  a  boiler.  The  pipe  should  be  carried  up,  in 
the  frost  boxing,  through  a  hole  in  the  bottom  of  the  tank  to  a  point 
above  the  water  surface,  and  then  turned  down,  at  least  3  ft.,  into  the 
water.  The  temperature  of  the  water  in  the  tank  should  not  be  allowed 
to  fall  below  the  freezing  point  or  to  rise  above  70°  F. 
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392.  Frost-Proofing  for  Pipes.  —  The  various  pipes  required  for  a 
water  tank  should  be  protected  by  a  suitable  boxing  against  frost,  but 
this  protection  should  not  be  depended  upon  without  some  steam  heat 
being  added.     In  tanks  that  are  used  solely  for  fire  protection,  there  is 


^f^ 


r^-^*'^. 


no  circulation  in  the  water,  and 
more  protection  against  frost  is  re- 
quired in  such  tanks  than  in  those 
used  for  water  supply. 

The  standard  frost-proof  boxing 
(Figs.  218  and  219)  is  made  of  wood. 
If  antiseptically  treated  lumber  is 
used,  the  boxing  will  be  more  dur- 
able.    A  tight  joint  must  be  made 
between  the  boxing  and  the  bottom 
of  the  tank,  and  the  lower  end  of 
the  boxing  should  extend  about  a 
foot  above  ground.     The  woodwork  , 
must  be  well  painted, 
or  tarred  paper  should  be  placed  between  the  bottom  of  the  boxing 
and  the  pit,  to  avoid  the  absorption  of  moisture 

The  upper  part  of  the  boxmg  must  be  made  so  that  access  can  be 


I  Fig.  218.  —  Circular  Frost-proof  Boxing. 


FiQ.  219.  —  Square  Frost-proof  Boxii^ 


gained  to  the  expansion-joint,  without  destroying  the  boxing.  For 
tanks  in  northern  Canada,  the  boxing  must  be  made  four-ply,  with  two 
air  spaces.  For  the  New  England  States  and  places  having  similar 
climate,  the  boxing  is  made  three-ply,  with  two  air  spaces. 

393.    Gauges.  —  A  mercury  gauge,  or  some  other  device  for  indi- 
cating positively  the  level  of  the  water  surface,  should  be  provided. 


CYLINDRICAL  TANKS  OF  WOOD  OR  STEEL 


394.  Ladders.  —  A  steel  ladder,  extending  from  the  platform  to  the 
top  of  the  tank,  should  be  placed  on  the  outside  of  the  tank  so  as  to  give 
easy  access  to  the  hatch  on  the  roof. 

Steel  Tanks 

395.  General  Descriptions.  —  During  the  past  twenty  years,  the 
erection  of  elevated  steel  tanks,  supported  by  columnB,  has  pr<^re88ed 
very  rapidly.  When  properly  designed,  they  can  resist  safely  any  wind 
pressure  to  which  they  may  be  subjected.     They  are  easily  inspected, 

cleaned,  and  painted,  and  should  have, 
therefore,  a  long  life. 

When   steel   tanks   were  first   intro- 
duced, about  40  or  50  years  ago,  thdr 
bottoms  were  made  flat,  as  is  customary 
with  wooden  tanks.     This  plan  is,  how- 
ever,  very  costly.      Some  tanks   were 
made  with   conical   bottoms,   but   this 
plan   has   no   advantages.     Finally,   in 
1894,  the  bottoms  were  made  spherical, 
and  this  plan  is  now  generally  adopted, 
as  it  ^ves  great  strength  to  the  bottom. 
Tanks  of  less  than  40,000  gals,  capac- 
ity can  be  made  more  cheaply  of  wood 
than  of  steel,  but  for  larger  tanks  the 
latter  material  should  be  used,  not  only 
because  it  is  cheaper,  under  ordinary 
market  conditions,  but,  also,  because  it 
will  last  longer.     Steel  tanks  are  easily 
™™„„_-..«iS*?S^?ii»"'feTySH     supported,    and    for   capacities   up   to 
M^^SSSSBS     150,™0  gals..  rcKiuire  only  four  columns, 
'^^^y^^eniS^hmsusi.s^     if  they  are  properly  braced. 
'kf"''^jg^A^^^^^^%g^''"         A  steel   tank  having   a  capacity  of 
"^       Pia.  220.  1,200,000  gals.,  elevated  220  ft.  above 

the  ground,  was  erected  for  the  water- 
works of  Louisville,  Kentucky.  It  is  the  largest  elevated  steel  tank, 
but  there  is  no  reason  why  its  dimensions  should  not  be  exceeded. 
A  great  many  elevated  steel  tanks  with  capacities  of  50,000  to  300,000 
gals,  have  been  erected  and  have  proved  to  be  satisfactory.  Table 
LIII  gives  the  sizes  and  elevations  of  some  of  these  tanks. 

396.  Standard  Plans.  —  The  leading  manufacturers  of  steel  tanks 
have  standardized  their  plana.  Fig.  220  gives  a  diagram  for  designing 
steel  tanks  and  stand-pipes,  which  has  been  prepared  by  the  Pittaburgh- 


PLATE  VIII. 


Steel  Wafer  Tank  at  St.  Thomas,  Ont .  —  Capacity  000,000  kuUoh 
(lluill  by  PittaljurgU-DL-s  Moines  Ste<-1  Co.) 
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Des  Moines  Steel  Co.*    The  standard  dimensions  of  the  steel  tanks 
manufactured  by  this  company  are  given  in  the  following  table: 

TABLE  LIII.  —  STEEL  TANKS  FOR  WATER  WORKS 


Locality 


Louisville,  Ky.* 

Stratford,  Ont.* 

St. ' Thomas,  Ont.t 

Lakewood,  Ohio  t 

Appleton,  Wis.* 

Tnompsonville,  Conn,  f 

Ely,  Minn.t 

Fort  Missoula,  Mon.f 

Fort  Sam  Houston,  Texas  t 

Sterling,  Colo,  f 

Pearl  Harbor,  Hawaii  f  •  •  •  • 

Norton,  Mass.* 

Huron,  So.  Dak.  f 

Emporia,  Va.  f 

Howell,  Ind.* 

Vineland,  N.  J.* 

Chicago,  111.* 

Camden,  N.  J.*. 

Centreville,  Iowa  f 

Fairfield,  Iowa  t 

Spring  Valley,  111.* 

Winnipeg,  Canada  * 

Monmouth,  111.* 

Boston,  Mass.* 

Little  Rock,  Ark.* 

College  Hill,  Ohio  * 

Columbus,  Ohio  * 

Redford,  Mich.f 

Exeter,  Calif.f 

Julesburg,  Colo.f 

North  Rutland,  Vt.* 

Rupert,  Idaho  t 


Capacity 
in  gals. 

Height 
in  It. 

1,200,000 

220 

600,000 

155 

600,000 

131 

560,000 

70 

500,000 

140 

500,000 

104 

300,000 

189 

•300,000 

155 

300,000 

103 

253,000 

103 

250,000 

144 

200,000 

175 

200,000 

130 

200,000 

120 

200,000 

109 

185,000 

120 

180,000 

145 

150,000 

242 

150,000 

125 

150,000 

124 

150,000 

115 

125,000 

135 

115,000 

127 

100,000 

239 

100,000 

159 

100,000 

154 

100,000 

150 

100,000 

131 

100,000 

128 

100,000 

114 

70,000 

220 

50,000 

130 

*  Ck>nstructed  by  the  Chicago  Bridge  &  Iron  Works,  Chicago,  III. 

t  Constructed  by  the  Pittsburgh-Des  Moines  Steel  Co.,  Pittsburgh,  Pa. 

TABLE  LI V.  —  STANDARD  STEEL  TANKS 
(Pittsburgh-Des  Moines  Steel  Co.) 


Rated  capac- 
ity, U.  S. 
^lons 

Diameter 
D 

Distance 
k 

Cylinder 
C 

Rated  capac- 
ity, U.  S. 
gallons 

Diameter 
D 

Distance 
k 

Cylinder 
C 

Ft.  Ins. 

Ft.  Ins. 

Ft.  Ins. 

Ft.  Ins. 

Ft.  Ins. 

Ft.  Ins. 

10,000 

11     0 

4     0 

10  11 

70,000 

21     0 

7    7 

21   10 

15,000 

13     0 

6     0 

10  11 

75,000 

21     0 

8    0 

22     6 

20,000 

15    0 

5    5 

10     9 

80,000 

21     0 

8  11 

24    2 

25,000 

15    0 

5    4 

14    7 

90,000 

21    0 

8    0 

28    4 

30,000 

15    0 

5    3 

18    5 

100,000 

24    0 

8    6 

22    6 

35,000 

17    0 

6    4 

15    7 

125,000 

24    0 

8    4 

30    0 

40,000 

17    0 

6    8 

18    5 

150,000 

28    0 

10    5 

24    2 

45,000 

19    0 

6    5 

15  11 

200,000 

28    0 

10    5 

35    0 

50,000 

19    0 

8    0 

17    7 

250,000 

34    0 

14    8 

25  10 

60,000 

19    0 

7    3 

22    6 

300,000 

34    0 

14    3 

33    4 

Formerly  the  Des  Moines  Bridge  &  Iron  Co. 
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Fig.  221  shows  the  standard  plans  adopted  for  the  tanks  pven  in  the 
above  table. 

397.  Stresses  in  steel  tanks  can  be  computed  by  a  few  amfde 
formulas,  which  are  given  below,  some  of  which  are,  also,  applicable  to 
stand-pipes.     The  notation  adopted  is  as  follows: 

h  =  depth  of  water  in  feet ; 

d  =  diameter  of  tank  in  feet ; 

r  =  radius  of  tank  in  feet ; 

y  =  12  r  »  radius  of  tank  in  inches; 

t  =  thickness  of  side  plates  in  inches: 

p  =  hydrostatic  pressure  in  pounds  po-  square  inch; 

<S  =  stress  per  vertical  inch  of  tank; 

js  =  unit  stress  in  a  vertical  section  of  tank,  in  pounds  per  squaie 
inch; 
<S'  =  stress  jior  horizontal  inch  of  tank: 

j}'  =  unit  stress  in  a  horizontal  section  of  tank  in  pounds  per  square 
inch; 
<S"  =  stress  jior  lineal  inch  of  circumference,  due  to  wind: 
s^'  =  unit  strciss  in  pounds  pear  square  inch  along  the  cirrumfeience, 

duo  to  wind; 
T\  =  radial  strive  |H>r  si^uaiv  inch  in  a  hemispherical  bottom; 
r/=  radial  stn^ss  |H^r  si^uare  inch  in  a  seginental  bottom; 

w  =  weight  of  a  c\ibic  fix>l  of  water ; 
ir  =  weight  of  tank  in  [xnuute: 
M  ^  l)(Muling  n\onuM)t$  in  inch-pounds  ai  a  distance  of  h  bdow  the 

top: 

/  ^  n\onuMU  of  ino.rtia. 
Acoortling  io  the  woU-known  pipe  fonnula.  wie  have 

N  =  J*^-2  =  2,t>W,  (88) 

niviiling  by  tho  thiokntv^s  I  of  the  plate?,  wv  obtain  the imit*stieBB per 

m)uaro  inoh: 

.J.t>  hJ  .„. 

c5  »       -    -  (89; 

Tho  fi\v\^H  por  hohnohlal  inch  of  a  tank.  caw^\l  by  the  weif^tof  the 

tank  iri 

iv%\\\\  whioh  wo  ohlaln  the  unit  !itr\>S8t  ihmt  :iv)uan^  inch: 


STANDARD  PLAN 


■Castlron  Hnial 


Lacfder 


Indicator 


NO- 


To  delerntine  size  oFht  ri 
quired  fhr  a  specified  size 
of  tank  and  height  of  tomer 
take  dimensions  D  and  h 
from  fable  of  Standard  Tanks: 
determine  H  and  apply  in 
form u to  below  fi>r  S'Spread 
bettvesn  adjaeant  cofumn  etrj- 
ters  at  base.  Special  Tourers 
can  be  designed  for  restrict- 
■Siitl Balcony    "F^^^/v^f  ^  /„  ,.      . 

ant^  t^ailina  sues  or   totvtr   mem- 

"       bers  and  tfiicknesses  of  tank 

plates,  send  fyr  standard  plan. 

■Expansion  Joint. 
L  umber  Frost  Case,  B-pli^ 
Z-air^ace    Additional 
plies  nir  cold  climates. 
Mineral  Wool  around Ex- 


SECnoNALViEW  ,   Front  VIEW 

^Municipal  Tanks.heater  heater  house, 
hot  walsr pipe  and  ^ire  pit rKst  required. 
a  small  pier  is  built  at  base  of  riser. 


FouNDATiON  Plan 


PiTTSBURGH-DES  MOINES 

Steel  CoMPANr 


Fig.  221.  —  Standard  Plan  for  Elevated  Steel  Tank. 
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The  stresses  caused  on  a  stand-pipe  by  wind  pressure  are  determined 
as  follows: 

The  wind  pressure  is  assumed,  in  ordinary  cases,  at  30  lbs.  per  sq.  ft., 
acting  on  two-thirds  of  the  surface,  or  at  20  lbs.  per  sq.  ft.  on  the  entire 
surface.  In  exposed  positions,  the  wind  pressure  should  be  taken  as 
40-50  lbs.  per  sq.  ft.,  acting  on  two-thirds  of  the  surface,  or  at  about 
30  lbs.  on  the  entire  surface. 

Assuming  20  lbs.  per  sq.  ft.  as  the  wind  pressure  on  the  whole  surface, 

we  obtain 

M  =-20  XdhXhX'^  =  120  dhK  (92) 

From  the  above  equation  we  find  the  unit  stress  in  the  extreme  fiber 
of  the  shell  to  be 

My 


s"  = 


=  1.06  A^  (id)  approximately. 


(93) 


The  method  of  computing  wind-stresses  in  elevated  tanks  is  explained 
on  p.  393. 

398.   Spherical  Bottom*  —  If  the  bottom  of  the  tank  is  a  hemisphere, 

the  radial  stress  per  square  inch  will 
be  one-half  of  the  stress  in  a  cylin- 
der of  the  same  radius,  subjected  to 
the  same  internal  pressure.  We 
have,  therefore, 

2.6  Arf      2.6  ftr         ,^,, 

(94) 


T, 


Ti  = 


2t 


t 


Xlx 


In  a  segmental  bottom  (Fig.  222) , 
let  TT'  represent  the  weight  of  water 
to  be  supported  by  the  tank  bottom 
at  the  level  a-Cj  and  let  Ti  be  the 
unit  stress  in  the  radial  joint.  We 
shall  have 

W  X  csc^      TF'  X  csc2^ 


Fig.  222.  —  Segmental  Bottom  for 
Steel  Tank. 


Ti'  = 


2X12  Tbt 


24:  writ 


(95) 


Substituting  in  the  above  equation  for  TF'  its  value  62.5  hwh^  = 
62.5  hirri^  sin^  d,  we  obtain 

62.5  hri      2.6  hn 


Ti'  = 


2At 


t 


(96) 


When  ri  =  r  the  above  equation  becomes  equation  (94)  for  a  hemi- 
spherical bottom. 

*  "Structural  Engineers'  Handbook,"  by  Milo  S.  Ketchum,  C.  E.,  p.  366. 
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399.  The  towers  for  steel  tanks  have  usually  four  columns,  inclined 
where  possible  on  a  batter  of  not  less  than  1  in  12.  The  inward  thrust 
exerted  by  the  posts  against  the  tank  is  opposed  by  a  circular  girder,  not 
less  than  24  ins.  in  width,  placed  in  such  a  position  with  regard  to  the 
connection  that  the  bending  moment  produced  in  the  post  is  reduced  to 


Fig.  223.  —  Column  Connection. 

a  minimum.  If  the  posts  are  vertical,  the  width  of  the  circular  girder 
may  be  reduced  to  18  ins.  Each  column  must  be  securely  anchored  to 
the  foundation,  so  as  to  be  able  to  withstand  the  maximum  uplifting 
stresses  caused  by  the  wind  acting  on  an  empty  tank.  The  columns 
are  supported,  at  intervals  of  20  to  40  ft.;  by  lateral  bracing,  which,  also, 
forms  wind-bracing.     The  tower  is  designed  according  to  the  usual 
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methods  for  structural  work,  the  effect  of  wind  pressure  being  computed 
as  explained  on  page  393. 

In  order  to  avoid  eccentric  loading  in  the  posts  and  local  stresses  in 
the  tank  plates,  the  connection  between  the  posts  and  the  tank  must  be 
made  in  such  a  manner  that  the  center  of  gravity  of  the  column  sections 
shall  intersect  the  tank  at  the  center  of  the  girder  connection.  Fig.  223 
shows  a  good  design  for  this  connection. 

The  cap  and  base  plates  should  be  made  of  steel.  The  latter  should 
have  sufficient  thickness  and  size  to  distribute  the  weight  on  the  founda- 
tion pier  without  causing  excessive  pressure.     The  pressure  on  the  bear- 


Fia  224  —  Base-plate  for  Angle  Poet     Pig.  225.  —  Baae-plate  for  Channel  Poet. 

ing  plate  should  not  exceed  the  following  safe  limits,  expressed  in  pounds 
per  square  inch: 

Portland  cement  concrete 400 

Sandstone  (first  clasa) 400 

Limestone  (first  class) 500 

Granite  (first  class) 600 

Hard  brick  with  Portland  cement  mortar 200 

Figs.  224  and  225  show  approved  designs  for  the  base  of  the  colimins. 

Each  column  should  be  securely  anchored  to  its  foundation  by  anchor 
bolts  of  wrought  iron  or  mild  steel  bearing  against  anchor  plates,  not 
less  than  ^  in.  thick  under  the  nut,  and  set  in  the  foundation  piers  several 
inches  above  the  bottom.  These  bolts  must  be  strong  enough  to  resist 
safely  the  stresses  caused  by  wind  pressure  and,  also,  the  shearing  forces 
on  the  column  footing. 

The  wind  bracing  should  be  made  either  of  wrought  iron  or  steel  rods, 
arranged  for  tightening,  or  built  up  of  riveted  structure  members. 
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400.  The  foundation  piers  should  be  pyramidal  in  shape,  with  a 
height  not  less  than  the  mean  width.  When  the  columns  are  inclined, 
the  piers  must  be  so  designed  that  the  resultant  of  the  vertical  and  hori- 
zontal forces,  due  to  direct  loading,  shall  pass  through  the  center  of 


Tia.  226.- 


'  Frost  Case  with  3-ply  Building  Paper  and  3  Air  Spaces. 
(Pittsburgh,  Des  Moinea  Steel  Co.) 


gravity  of  the  pier.  The  piers  should  be  founded  below  the  frost  level, 
and  the  tops  must  be  about  12  ins.  above  ground.  The  weight  of  the 
pier  when  buried  for  at  least  two-thirds  of  its  height  must  be  equivalent 
to  the  calculated  net  uplift,  otherwise  the  weight  should  be  li  times 
this  amount. 
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401.  Inlet-pipe.  —  In  the  first  designs  for  steel  tanks,  the  inlet- 
pipes,  called  risers,  Ronaisted  of  small  cast  iron  pipes  which  were  pro- 
tected against  frost,  in  cold  localities,  by  wooden  casings.  For  modern 
steel  tanks  for  water  supply,  the  riser  consists  usually  of  a  lai^e  riveted 
steel  pipe,  the  tank  having  a  full  diameter  opening  at  the  connection 
with  the  riser.    The  diameters  of  the  risers  vary  from  3  ft,  in  the  South- 


Fio.  227.  —  Water-heater  and  Circulating  System. 
(Pittsburgh,  Des  Moines  Steel  Co  ) 

ern  States  to  6  ft.  in  the  Northern  States  and  Canada,  where  the  winters 
are  severe.  In  these  large  risers,  an  insulating  layer  of  ice  forms  next 
to  the  steel,  but  a  free  passage  remains  for  the  water  through  the  center 
of  the  pipe.  No  frost  casing  is,  therefore,  needed  in  such  cases.  The  4-ft. 
riser  of  the  1,200,000  steel  tank  at  Louisville,  Ky.,  has  no  frost  protection. 
For  small  tanks,  however,  the  risers  have  smaller  diameters  than  4  ft., 
and  this  necessitates  in  cold  regions  a  frost  protection.  Such  a  protec- 
tion is,  also,  required  in  cold  places  for  tanks  used  for  fire  protection  in 
which  there  is  no  circulation,  except  when  water  is  drawn  to  extinguish 
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fires.  A  good  plan  of  making  a  frost  casing  is  shown  in  Fig.  226.  Ac- 
cording to  circumstances,  the  casing  can  be  made  2-,  3-,  or  4-ply.  Mineral 
wool  is  used  around  the  expansion-joint  at  the  top  of  the  riser. 

A  6anged  head  forms  the  bottom  of  the  riser  and  rests  upon  a  con- 
crete pier.  Flanges  placed  in  this  head  admit  the  inlets  and  outlet-pipes 
which  extend  upwards  a  few  feet  into  the  riser,  so  that  all  water  is  drawn 
off  well  above  the  level  of  the  mud  or  other  impurities  which  may  have 
accumulated  in  the  bottom.    This  deposit  must  be  removed  periodically 


CALCULATION  DIACRAM. 

Via.  228.  —  Diagram  for  Calculating  Wind  Stressea  it 


I  Four-poet  Tower. 


by  means  of  a  blow-off  valve,  without  interrupting  the  service  of  the 
tank.  A  suitable  manhole  is  provided  at  the  bottom  of  the  riser.  Fig. 
227  shows  a  standard  plan  for  the  bottom  of  the  inlet-pipe.  Small  tanks 
which  are  used  for  fire  protection  in  connection  with  automatic  sprinkler 
systems  may  require  some  heating  systems  similar  to  those  described 
on  p.  382,  in  addition  to  a  frost  casing. 

402.  General  Requirements.  —  The  arrangements  as  regards  roof 
pipe,  connecting  balcony,  ladders,  and  painting  are  about  the  same  for 
steel  tanks  as  those  made  of  wood.  The  roof  is  always  made  conical, 
and  must  have  a  hatch,  to  give  admittance  to  the  tank. 

403.  Wind  Stresses  in  Elevated  Tanks  (Fig.  228).  —  The  following 
method  of  calculating  wind  stresses  in  a  four-post  tower  has   been 
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adopted  by  the  Inspection  Department  of  the  Associated  Factory 
Mutual  Fire  Insurance  Companies  of  Boston,  Mass. 

"The  problem  involves  a  simple  application  of  graphic  statics,  and 
depends  upon  the  proposition  that  a  force  is  fully  determined  when  its 
magnitude,  direction,  and  point  of  application  are  known.  Such  a  force 
may  be  represented  by  a  Unp,  and  the  stress  diagram  in  its  simplest  form 
represents  the  force  as  sides  of  a  polygon,  taken  in  order.  The  closing 
side,  in  reverse  order,  is  the  resultant  in  magnitude  and  direction.  The 
diagram  shown  on  page  393  is  a  tj-pical  one,  and  the  method  of  compu- 
tation is  as  follows: 

"  A  represents  one  bent  of  a  100-ft.  tower,  supporting  a  40,000-gal. 
tank.  The  loadings  beginning  at  the  top  of  the  diagram  are  4330  lbs., 
applied  at  center  of  gravity  of  the  projected  surface  of  tank  and  roof; 
1750  lbs.,  which  is  equal  to  100  lbs.  per  ft.  for  one-half  the  height  of  the 
top  stage;  3500  lbs.,  which  is  equal  to  100  lbs.  per  ft.  for  one-half  the 
heights  of  the  top  and  middle  stages;  and  3700  lbs.,  which  is  equal  to 
100  lbs.  per  ft.  for  one-half  the  heights  of  middle  and  bottom  stages. 
One-half  the  wind  load  is  used  because  one  bent  is  being  considered. 

"  B  shows  the  stress  diagram  and,  as  it  is  drawn  to  scale,  the  force 
resulting  may  be  measured  directly  from  it. 

"  C  is  a  plan-view  of  a,  and  shows  the  wind  blowing  in  the  plane  of 
one  bent.  This  being  the  case,  the  axis  of  rotation  will  be  through  XX 
and  posts  R  and  &  will  take  compression,  while  posts  0  and  P  will  take 
tension.  The  amount  of  the  compression  in  post  0  has  been  found  from 
the  diagram  to  be  39;600  lbs.  The  upUft  or  tension  in  the  anchor  bolt 
at  the  foot  of  post  P  will  be  a  like  amount.  Suppose,  however,  we  con- 
sider the  wind  blowing  in  some  other  direction,  and  determine  which  is 
the  worst  case  for  wind  loading. 

"  D  shows  the  same  plan-view,  with  the  wind  blowing  in  a  diagonal 
direction,  as  indicated  by  arrow.  The  axis  of  rotation  will  be  through 
XX,  and  this  being  the  case,  post  R  will  take  all  the  compression.  The 
relative  amounts  of  the  compression  in  these  two  axes  are  shown  to  be 
as  follows: 

**  In  C  let  Af  represent  the  total  overturning  moment,  then  the  com- 
pression in  R  and  &  is  equal  to  — ,  while  in  D  the  compression  in  R  equals 

^  M  V2 

(97) 


2yy/2        4t/ 

"  In  other  words,  the  compression  in  A  in  D  is  the  same  as  the  com- 
pression in  either  i?  or  /S  in  C,  times  V2;  therefore,  the  maximum  com- 
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pression  due  to  the  load  may  be  taken  as  the  amount  scaled  from  the 
stress  diagram  multiplied  by  V2. 

"  Similarly,  the  maximum  tension  in  any  set  of  anchor  bolts  will  be 
equal  to  the  maximum  compression  in  the  leeward  post  in  C,  less  one- 
fourth  the  total  weight  of  the  structiu'e  and  tank. 

"  The  stresses  in  the  diagonal  rods  and  struts  are  considered  to  be 
the  maximum  when  the  wind  is  blowing  as  in  C,  and,  therefore,  may 
be  scaled  directly  from  the  diagram." 


CHAPTER  XIX 
FIRE  PROTECTION 

404.  General  Considerations.  —  One  of  the  principal  objects  for 
which  water  works  are  constructed  is  to  give  a  community  ample  pro- 
tection against  fire.  The  total  quantity  of  water  used  for  this  purpose 
is  only  a  very  small  percentage  of  the  total  consumption  of  the  com- 
munity; but,  when  needed,  it  has  to  be  delivered  quickly  and  frequently 
taxes  the  utmost  capacity  of  the  works.  In  many  cases,  the  fire  de- 
partment of  a  town  or  city  has  been  unable  to  cope  with  a  great  fire, 
either  because  the  water  works  were  badly  designed  or  insufficient  for 
fire  protection. 

In  order  to  control  such  a  fire,  enough  fire  streams  must  be  available, 
with  sufficient  pressure  to  reach  the  roofs  of  buildings  of  ordinary  heights, 
which  in  most  towns  will  not  have  more  than  four  stories,  and,  also,  to 
pass  through  the  flames  to  the  heart  of  the  fire.  Small  fire  streams  are 
of  service  for  fires  of  isolated  buildings  and  to  extinguish  fire  brands 
that  may  fall  on  roofs,  but  they  are  utterly  useless  for  extinguishing 
great  fires,  as  the  water  they  discharge  is  evaporated,  without  reaching 
the  seat  of  the  fire.  In  such  cases,  powerful  fire  streams  should  be  used, 
and  there  should  be  enough  of  them  available,  according  to  circum- 
stances. In  the  residential  or  suburban  districts  of  a  city,  two  to  four 
streams  may  suffice,  but  in  the  built-up  parts  of  the  city,  where  prop- 
erty of  great  value  is  stored,  twenty-five  to  fifty  good  fire  streams  may 
be  required. 

The  efficiency  of  the  water  works  system  for  extinguishing  fires  will 

depend  upon  the  quantity  of  water  that  can  be  discharged  into  a  fire, 

and  this  is  limited  by  the  size  of  the  mains  in  the  street,  the  number  of 

hydrants  within  a  reasonable  distance  from  a  fire,  and  the  pressure  that 

can  be  maintained  at  the  hydrants.     If  unlimited  means  were  at  the 

disposal  of  the  engineer,  it  would  be  comparatively  easy  to  make  ample 

provision  for  protection  against  fire;  but,  in  many  cases,  the  money 

available  for  the  purpose  is  limited,  and  the  officials  who  have  to  authorize 

its  disbiu'sements  do  not  always  realize  the  necessity  of  having  plenty  of 

hydrants,  with  good  pressure,  in  the  important  parts  of  the  town.     The 

prevailing  custom  of  paying  private  water  companies  which  furnish  a 

town  or  city  protection  against  fire  a  fixed  annual  rental  per  hydrant 
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inclines  the  authorities  of  a  community  to  try  to  Hmit  the  number  of 
hydrants  as  much  as  possible. 

405.  Number  and  Size  of  Fire  Streams.  —  In  small  communities, 
or  in  the  residential  or  suburban  districts  of  a  city,  two  to  four  fire 
streams,  each  delivering  about  200  gals,  per  min.  under  a  pressure  of  30 
to  45  lbs.  at  the  nozzle,  according  to  the  size  of  nozzle  used,  should  be 
available  for  any  fire  that  may  occur.  In  the  built-up  parts  of  a  city, 
each  fire  stream  should  discharge  not  less  than  250  to  300  gals.,  under  a 
pressure  of  about  45  lbs.  at  the  nozzle.  In  case  of  great  fires,  two  lines 
of  hose  can  be  siamesed  into  one,  and  with  this  arrangement  powerful 
fire  engines  are  able  to  deliver  streams  of  over  1000  gals,  per  min. 

In  order  to  flood  high  buildings  which  are  on  fire,  most  cities  having  a 
population  of  200,000  or  more  have  one  or  more  fire  towers  on  which 
several  fire  streams  can  be  joined  into  one  large  nozzle,  1|  to  2  ins.  in 
diameter,  capable  of  discharging  500  to  1000  gals,  per  min. 

The  fire  risk  varies  in  different  communities  of  the  same  size,  according 
to  the  closeness,  height,  and  character  of  the  buildings,  and  according  to 
the  business  carried  on.  There  is,  however,  not  much  difference  in  the 
protection  against  fire  required  in  ordinary  American  cities,  and  the 
number  of  fire  streams  that  should  be  available  depends  in  such  cases 
mainly  upon  the  population.  J.  Herbert  Shedd  appears  to  have  been 
the  first  engineer  to  devise  a  formula  for  calculating  the  number  of  fire 
streams  that  should  be  provided  in  a  conmiunity  of  a  given  size.  He 
based  his  rule  upon  his  own  experience,  and  upon  the  recommendations 
that  had  been  made  by  committees  in  various  New  England  towns.  Mr. 
Shedd  assumed  the  average  discharge  of  each  fire  stream  at  200  gals,  per 
min.  J.  T.  Fanning  made  also  an  estimate  of  the  number  of  fire  streams 
that  communities  of  different  sizes  should  have,  assuming  an  average 
discharge  of  281  gals,  per  fire  stream.  John  R.  Freeman  and  Emil 
KuichUng  have  made  similar  estimates,  based  upon  an  average  delivery 
of  250  gals,  per  fire  stream.  For  comparison  we  give  in  the  following 
table  the  number  of  fire  streams  required  in  ordinary  American  cities  and 
towns  of  different  sizes  for  proper  fire  protection,  according  to  the  four 
engineers  named  above. 

Mr.  Shedd's  formula  for  calculating  the  number  of  fire  streams  re- 
quired, according  to  the  size  of  a  conmiunity,  is 

Number  of  fire  streams  =  0.005  VPopulation.  (98) 

Mr.  Kuichling's  formula  is 

Number  of  fire  streams  =  2.8  VX,  (99) 

where  X  =  number  of  thousand  inhabitants. 
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TABLE  LV.  — NUMBER  OF  SIxMULTANEOUS  FIRE  STREAMS 
REQUIRED   IN   AMERICAN   CITIES  AND  TOWNS 


Population 

Shedd/ 

1  fire  stream=200 

gals,  per  min. 

Fanning.t 

1  fire  stream =281 

gals,  per  min. 

Freeman,  t 

1  firestream=250 

gals,  per  min. 

Kuichling,§ 

1  fire  stream=250 

gals,  per  min. 

1,000 

4,000 

5,000 

10,000 

20,000 

40,000 

50,000 

60,000 

100,000 

150,000 

180,000 

200,000 

2  to    3 

3 

7 
8 
9 
11 
13 
14 
15 
18 
23 

6 

5 

7 

10 
14 

4to    8 

6  to  12 

8  to  15 

12  to  18 

6 

9 

12 

18 

20 

17 
22 

15  to  22 
20  to  30 

22 
23 
34 

39 

38 

27 
30 
34 

30  to  50 

40 

250.000 

44 

300,000 

48 

*  Jour.  New  England  Water  Works  Assoc.,  Vol.  Ill,  p.  113. 
t  Proc.  Amer.  Water  Works  Assoc.,  May,  1892,  p.  75. 
j  Jour.  New  England  Water  Works  Assoc.,  Vol.  VII,  p.  55. 
i  Trans.  Am.  Soc.  C.  E.,  XXXVIII,  p.  15. 

In  estimating  the  quantity  of  water  required  for  extinguishing 
fires,  an  allowance  should  be  made  for  probable  losses  from  broken 
connections  and  hydrants  left  open.  Including  these  losses,  the 
National  Board  of  Fire  Underwriters  recommend  the  following  fire 
flows,  which  are  based  upon  the  formula: 

G  =  1020  Vpil-  0.01  VP) 

where  G  =  gallons  per  minute  and  P  =  population  in  thousands. 


TABLE    LVa.  —  FIRE-FLOW    REQUIRED    BY    NATIONAL    BOARD    OF 

FIRE  UNDERWRITERS  *  (1917) 


Required  fire-flow,  gallons 

Required  fire-flow,  gallons 

Population 

per  minute  for  average 

Population 

per  minute  for  average 

city 

city 

1,000 

1000 

28,000 

5,000 

2,000 

1500 

40,000 

6,000 

4,000 

2000 

60,000 

7,000 

6,000 

2500 

80,000 

8,000 

10,000 

3000 

100,000 

9,000 

13,000 

3500 

125,000 

10,000 

17,000 

4000 

150,000 

11,000 

22,000 

4500 

200,000 

12,000 

Over  200,OOQ  population,  12,000  gallons  a  minute,  with  2000  to  8000  gallons  additional  for  a  second  fire. 

•  Pamphlet  issued  by  the  National  Board  of  Fire  Underwriters,  on  "  Standard  Schedule  for  Grading 
Cities  and  Towns  of  the  United  States  with  Reference  to  their  Fire  Defenses  and  Phvsical  Conditions," 
New  York,  1917. 

Note.  Residential  Districts.  —  The  required  fire-flow  depends  upon  the  character  and  congestion  of 
the  buildings.  Sections  where  buildings  are  small  and  of  low  hoight,  and  with  about  \  the  lots  in  a  block 
built  upon,  require  not  less  than  500  gallons  per  minute.  With  larger  or  higher  buildings,  up  to  1000 
gallons  are  required,  and  where  the  district  is  closely  built,  or  buildings  approach  the  dimension  of  hotels 
or  high  value  residences,  1500  to  3000  gallons  are  required,  with  up  to  6CH)0  gallons  in  densely  built  section 
of  3-8tory  buildings. 
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It  is  difficult  to  obtain  accurate  data  from  fire  departments  of  the 
number  of  fire  streams  that  were  playing  simultaneously  at  a  fire,  the 
total  quantity  of  water  used,  etc.  Some  idea  of  what  may  be  required 
in  great  fifes  can  be  obtained  from  the  following  data  given  by  John  R. 
Freeman  in  the  Journal  of  the  New  England  Water  Works  Assoc,  Vol. 
VII,  p.  60,  and  by  the  National  Board  of  Fire  Underwriters. 

TABLE  LVI.  —  SOME  GREAT  FIRES 


Locality 

Date 

Maximum 

number  of  fire 

streams  at  one 

time 

Maximum  rate 
of  draft  for  fire 
above  the  ordi- 
nary draft 

Total  draft  for 
the  fire,  until 
it  was  practi- 
cally extin- 
guished 

Fall  River,  Mass 

Dec.      8,  1874 
Sept.   27,  1877 
Feb.     15,  1888 
Nov.    26,  1889 
Nov.    28,  1889 
Oct.     28,  1892 
Nov.          1898 
May      3,  1901 
April     3,  1902 
Nov.    12,  1904 
Feb.  7-8,  1904 
Feb.    20,  1905 

25 
25 
22 
20 

86 
66 

Gals,  per  min. 

2,500 
9,500 
4,400 
6,700 
20,000 
21,200 

Gals. 
488,000 

Providence,  R.  I 

Providence,  R.  I 

2,000,000 

Lynn,  Mass.* 

3,000,000 

Boston,  Mass.f 

14,000,000 

Milwaukee,  Wis 

9,500,000 

San  Francisco,  Cal 

6,000,000 

Jacksonville,  Fla 

4,380 

Atlantic  City,  N.J 

Boston,  Mass 

16 

2,900,000 

2,150,000 

Baltimore,  Md 

Indianapolis,  Ind 

100 

20,000 
8,000 

70,000,000 

*  There  were  also  two  broken  4-in.  pipes  discharging  water. 

t  In  this  fire  enough  water  was  thrown  over  the  burned  district,  which  included  3^  acres,  to  have 
covered  it  with  12|  ft.  of  water. 

406.  Hydrant  Pressure.  —  In  the  early  water  works  of  this  country, 
the  water  pressure  at  the  hydrants  was  usually  about  40  to  50  lbs.  per 
sq.  in.  With  the  use  of  steam  fire  engines,  this  pressure  was  sufficient 
for  extinguishing  fires  in  buildings  that  rarely  had  more  than  four  stories. 
Modern  water  systems  usually  provide  pressures  of  60  to  80  lbs.  at  the 
hydrants.  With  604b.  pressure,  the  fire  hose  can  be  attached  directly 
to  the  hydrants  in  the  residential  districts  and  in  small  cities,  where  no 
buildings  have. more  than  four  stories,  providing  that  the  hydrants  are 
not  spaced  too  far  apart.  If  a  pressure  of  80  lbs.  can  be  maintained  at 
the  hydrants,  fires  in  the  commercial  and  manufacturing  centers  of  most' 
American  cities  can  be  extinguished  by  attaching  the  fire  hose  to  the 
hydrants,  if  they  can  be  reached  with  hose  lines  not  exceeding  300  ft.  in 
length.  For  longer  lines,  fire  engines  would  be  required,  in  order  to 
obtain  sufficient  pressure  at  the  base  of  the  fire  nozzle.  With  a  water 
pressure  of  100  lbs.  and  proper  spacing  of  the  hydrants,  according  to  the 
fire  risks  in  different  parts  of  a  city  or  town,  fire  engines  can  be  dispensed 
with.  With  a  pressure  of  70  lbs.  per  sq.  in.  in  the  water  mains,  an  auto- 
matic sprinkler  supply  (see  Appendix)  may  be  maintained  in  buildings 
up  to  eight  stories  in  height. 
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Of  late  years,  a  number  of  large  cities  have  constructed  high  pressure 
water  systems  (p.  410)  having  independent  pipes  for  extinguishing  fires 
in  districts  in  which  modern  high  buildings  have  been  built.  In  some  of 
the  systems,  a  pressure  of  300  lbs.  per  sq.  in.  can  be  maintained  at  the 
hydrants  during  fires. 

The  efficiency  of  a  water  works  system  for  protection  against  fire  de- 
pends largely  upon  the  quantity  of  water  a  given  group  of  hydrants  can 
deliver  during  a  fire.  The  manner  in  which  this  can  be  tested  by  means 
of  Pitot  gauges  is  explained  on  p.  401. 

407.  Steam  Fire  Engines.  —  When  a  steam  fire  engine  —  briefly 
called  a  steamer  —  is  attached  to  a  hydrant,  the  available  pressure  for 
extinguishing  a  fire  can  be  much  increased. 

An  interesting  series  of  tests  showing  the  service  the  different  types  and 
sizes  of  the  steam  fire  engine  of  the  Boston  Fire  Department  could  render 
were  made  by  Dexter  Brackett,  M.  Amer.  Soc.  C.  E.,  in  1893.*  The 
estimated  capacity  of  these  engines  for  300  revolutions  varied  from  498 
to  957  gals,  per  min.  The  water  supply  was  obtained  from  a  post  hy- 
drant, located  at  the  end  of  an  8-in.  pipe,  240  ft.  long,  which  was  con- 
nected with  a  12-in.  main.  The  hydrant  had  an  inner  diameter  of  6f  ins. 
and  had  three  outlets,  viz,:  one  of  2|-in.  diameter  and  two  of  4j-in. 
diameter,  each  outlet  being  controlled  by  an  independent  valve.  When 
the  engines  were  not  drawing  the  water,  the  pressure  at  the  hydrant  was 
42  lbs.  Each  of  the  steamers  tested  was  connected  with  one  of  the  4§ 
outlets  by  an  ordinary  4-in.  suction  hose.  During  most  of  the  tests,  the 
length  of  the  hose  was  500  ft.,  except  when  using  a  large  Siamese  nozzle, 
in  which  case  the  length  of  the  line  was  only  200  ft.  For  a  single  line  of 
hose,  l|-in.  and  IJ-in.  nozzles  were  used.  For  two  Unes  siamesed  into 
one  nozzle,  the  diameter  of  the  nozzles  tested  varied  from  If  to  2  ins. 

These  tests  showed  that  the  smallest  fire  engine  was  capable  of  de- 
livering two  good  fire  streams,  each  about  275  gals,  per  min.,  through 
500  ft.  of  hose,  and  that  the  largest  engine  could  deliver  from  900  to  975 
gals,  per  min.  equal  to  three  good  l|-in.  streams.  In  all  of  the  tests  the 
steamers  obtained  their  water  supply  imder  a  pressiu'e  of  30  to  40  lbs. 
If  they  had  had  to  draw  water  entirely  by  suction,  the  fire  streams  would 
not  have  been  so  great. 

The  test  also  showed  that  when  the  length  of  the  hose  exceeded  500  ft., 
powerful  fire  streams  could  be  obtained  by  using  two  lines  of  hose  with 
Siamese  connections.  The  smallest  engine  with  a  single  line  of  2§-in. 
hose,  800  ft.  long,  and  with  a  water  pressure  of  150  lbs.  at  the  engine, 
had  only  a  nozzle  pressure  of  30  lbs.,  while  the  same  engine,  with  the 
same  engine  pressure,  but  using  two  lines  of  2|-in.  hose,  siamesed  into  a 

*  Jour.  New  England  Water  Works  Assoc,  IX,  p.  151. 
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50-ft.  line  with  a  Ij-in.  nozzle,  had  a  pressure  of  55  lbs.  at  the  nozzle. 
In  the  first  case  the  stream  delivered  only  250  gals,  per  minute,  and  was 
not  effective  at  about  the  third  story.  In  the  second  case  the  delivery 
was  425  gals,  per  min.,  and  the  stream  was  effective  80  ft.  above  the 
ground.  The  tests  showed  that  the  eflSciency  of  the  fire  engines  de- 
pended principally  upon  the  ability  of  the  boilers  to  keep  up  the  re- 
quired steam  pressure. 

408.  Flow  Tests  of  Hydrants.  —  In  testing  the  efficiency  of  a  water 
works  system  in  preventing  fires,  the  quantity  of  water  that  can  be  ob- 
tained from  a  group  of  hydrants,  in  a  given  time,  for  extinguishing  fires 
must  be  measured.  The  hydrants  need  only  be  kept  open  for  a  short 
time  ^  say  3  or  5  minutes.  This  will  be  sufficiently  long  to  determine 
the  drop  of  pressure  in  the  mains,  caused  by  the  opening  of  the 
hydrants.     The  length  of  time  during  which  the  flow  can  be  maintained 


Hydrant  Pitot  Tube. 


can  be  determined  by  the  available  storage  of  water,  the  size  of  the 
pumps,  and  the  size  of  the  principal  main  from  which  the  water  must 
be  obtained.  In  making  these  teste,  usually  3  to  6  hydrants,  and  occa- 
sionally even  more,  are  opened  simultaneously,  and  a  record  of  the  vari- 
ation of  the  pressure  in  the  main  is  kept  at  some  hydrant  near  the 
center  of  the  group,  by  means  of  a  pressure  gauge.  If  the  supply  of 
water  is  ample,  all  of  the  outlets  of  the  hydrants  should  be  opened.  If 
this  causes  too  great  a  drop  in  the  pressure  of  the  main,  some  of  the 
outlets  must  be  closed,  the  object  being  to  determine  the  quantity  of 
water  that  can  be  maintained  for  fire  purposes. 

The  discharge  from  each  hydrant  outlet  can  be  measured  accurately  by 
means  of  suitable  water  meters,  or  by  attaching  to  the  outlet  a  short  piece 
of  fire  hose,  provided  with  a  large  smooth  nozzle,  the  flow  through 
which  is  measured  by  means  of  a  Pitot  tube  and  pressure  gauge,  in  the 
manner  done  by  John  R.  Freeman  in  his  "Experiments  Relating  to  the 
Hydraulics  of  Fire  Streams."  *  A  simpler  and  shorter  method,  which 
gives  resulte  that  are  probably  correct  within  5  per  cent,  has  been  de- 
veloped by  the  engineers  of  the  Committee  of  Fire  Prevention  of  the 
National  Board  of  Fire  Underwriters,  and  has  been  used  in  testing  hy- 
•  Trans.  Am.  Soc.  C.  E.,  1889,  XXI,  p.  303. 
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drant  streams  in  over  250  cities  and  towns.  It  consists  in  measuring, 
by  means  of  a  Pitot  tube  and  pressure  gauge,  the  average  velocity  of  a 
fire  stream  issuing  from  an  open  hydrant  outlet.  This  tube  consists  of 
two  parts  which  are  screwed  together  (Fig.  229).  The  part  which  is 
held  in  the  stream  is  shaped  like  a  blade,  and  is  4  or  4J  ins.  long.  One  of 
its  ends  is  closed,  and  a  small  inlet-tube  is  fastened  near  this  end  to  the 


Fig.  329a.  —  Gau^g  Flow  at  Hydrant  with  Pitot  Tube, 

blade  and  at  right  angles  thereto.  The  second  part  of  the  Pitot  tube  is 
a  piece  of  |-in.  brass  pipe,  8  or  10  ins.  long,  which  forms  the  handle  of 
the  instnmient.  A  pressure  gauge  is  attached  to  the  handle  at  its  open 
end.  By  placing  a  union  in  this  connection,  the  joint  may  be  kept 
tight  in  whatever  position  the  gauge  may  be  held. 

In  using  this  Pitot  tube,  the  inlet-tube  is  moved  to  different  points  in 
the  cross-section  of  the  fire  stream  with  a  view  of  determining  the  aver- 
age velocity  of  the  stream  (Fig.  229a).     For  small  outlets,  2\  ins.  or 
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less  in  diameter,  it  is  only  necessary,  in  ordinary  cases,  to  measure  the 
maximum  velocity  of  the  stream  at  the  center  of  the  outlet.  By  multi- 
plying this  velocity  by  a  coefficient  found  by  experiments,  the  average 
velocity  is  obtained.  For  larger  outlets  the  average  velocity  of  the  fire 
stream  can  be  found  with  sufficient  acciu'acy  by  taking  the  average 
velocity  recorded  at  the  center  of  the  outlet  and  at  each  end  of  its  verti- 
cal and  horizontal  diameter.  In  measuring  these  velocities,  the  inlet  of 
the  Pitot  tube  should  not  be  placed  nearer  than  I  in.  from  the  sides  of 
the  outlet,  as  the  velocity  diminishes  very  rapidly  at  the  sides,  owing  to 
friction.  A  little  practice  with  these  instruments  soon  makes  a  person 
expert  in  using  them. 

When  the  pressure  at  a  hydrant  is  low,  the  stream  flowing  from  it  may 
not  fill  the  whole  area  of  the  outlet.  In  such  cases  the  area  of  no  flow  is 
generally  a  segment  at  the  bottom  of  the  outlet.  Any  projection  into 
the  stream,  such  as  the  stem  of  an  independent  valve,  or  the  roughness 
of  the  hydrant  nipple,  will  produce  small  holes  in  the  stream.  The  areas 
of  no  flow,  which  can  usually  be  measiu'ed  with  sufficient  accuracy  by 
means  of  an  ordinary  scale,  must  be  deducted  from  the  total  area  of  the 
outlet,  found  by  careful  calibration,  before  multiplying  by  the  average 
velocity  of  the  stream,  in  order  to  obtain  the  discharge. 

The  most  convenient  pressure  gauge  for  use  with  the  Pitot  tube  de- 
scribed above  is  a  3-in.  gauge,  graduated  in  half  pounds,  from  0  to  50  lbs. 
This  gauge  can  be  easily  read  to  the  nearest  quarter  of  a  pound.  Before 
using  the  pressure  gauge,  it  should  be  tested  by  means  of  a  weight  tester 
made  for  this  purpose,  or  by  comparison  with  an  accurate  test  gauge, 
or  with  a  water  column.*  In  making  these  tests  the  gauge  should  be, 
as  nearly  as  possible,  in  the  condition  in  which  it  is  to  be  used,  as 
regards  temperatiu'e,  exposure  to  the  sun,  etc.  A  gauge  may  be  very 
accurate  in  a  cool  drafting  room,  but  may  give  very  different  results 
when  exposed  to  the  sun.  For  low  pressiu'es  of  a  pound  or  less,  the 
gauges  mentioned  above  are  not  always  sensitive  enough.  In  such  cases 
the  pressures  can  be  easily  and  acciu'ately  found  by  replacing  the  gauge 
by  a  small  rubber  tube,  full  of  water  and  open  at  the  top,  which  must  be 
held  at  the  elevation  at  which  the  water  begins  to  overflow  the  tube.  By 
measuring  the  vertical  height  of  the  top  of  this  tube  above  the  center  of 
the  hydrant  outlet,  the  pressiu'e  at  the  hydrant  can  be  easily  found. 

In  using  the  method  of  measuring  fire  streams  at  hydrant  outlets, 
described  above,  i.e.,  by  multiplying  the  area  of  flow  by  the  average 

*  Emil  Kuichling,  M.  Am.  Soc.  C.  E.,  while  Chief  Engineer  of  the  Rochester  Water 
Works,  made  careful  tests  of  the  best  pressure  gauges  he  could  obtain  in  the  market, 
by  comparing  them  with  a  water  column,  the  height  of  which  was  varied.  He  found 
many  of  the  gauges  to  be  inaccurate,  especially  for  low  pressures. 
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velocity  found  by  the  Pitot  tube,  the  results  obtained  are  somewhat 
greater  than  the  actual  discharges,  and  the  quantities  obtained  must  be 
multiplied  by  a  coefficient  found  by  experiments.  By  accurate  tests 
made  on  three  different  makes  of  hydrants,  with  outlets  of  various  sizes 
and  with  velocities  of  flow  caused  by  pressures  varying  from  J  to  28  lbs., 
the  engineers  of  the  National  Board  of  Fire  Underwriters  found  the 
actual  discharges  to  be  0.85  to  0.96  of  the  theoretical  quantities,  the 
average  being  about  0.90.  In  these  experiments,  the  actual  discharges 
were  measured  by  means  of  a  Venturi  meter,  a  Worthington  current 
meter,  and  by  measuring  the  flow  in  the  supply  pipe  with  a  pitometer. 
The  coefficient  of  0.90  can  be  safely  used  in  the  above  described  method 
of  finding  the  discharge  from  a  hydrant,  after  proper  deductions  have 
been  made  for  areas  of  no  flow* 

409.  Freeman's  Experiments  with  Fire  Streams.  —  In  1888  John 
R.  Freeman  made  a  series  of  experiments  for  the  Associated  Factory 
Mutual  Companies  of  New  England  to  determine: 

1.  The  discharges  from  various  kinds  of  fire  nozzles  under  different 
pressures. 

2.  The  losses  of  pressure  caused  by  friction  in  different  kinds  of  fire 
hose,  and  by  the  ciu'ves  and  sinuosities  of  a  hose  line. 

3.  The  loss  of  pressure  resulting  from  reducing  the  water  way  at  the 
coupling  of  a  hose. 

4.  The  effective  reach  as  regards  height  and  distance  of  fire  streams 
from  various  kinds  of  nozzles,  under  different  pressures. 

5.  The  distribution  of  velocity  in  jets  from  fire  nozzles. 

The  results  of  these  experiments  were  given  by  Mr.  Freeman  in  detail 
in  a  paper  on  "Experiments  relating  to  the  Hydraulics  of  Fire  Streams" 
published  in  Trans.  Am.  Soc.  C.  E.,  1889,  XXI,  p.  303,t  with  numerous 
practical  tables. 

Mr.  Freeman's  experiments  were  made  with  the  utmost  care.  The  pres- 
sures in  the  hose  line  were  measiu'ed  acciu'ately,  by  means  of  two  light, 
portable,  open,  mercury  columns,  each  about  20  ft.  high,  and  capable  of 
registering  pressures  up  to  120  lbs.  per  sq.  in.  One  of  these  columns  was 
placed  about  5  ft.  from  the  hydrant  from  which  the  water  for  the  experi- 
ments was  obtained,  and  the  other  was  attached  to  the  hose  line  at  the 
base  of  the  fire  nozzle.  In  order  to  obtain,  as  nearly  as  possible,  the 
average  pressiu'e  in  the  hose  at  the  points  where  the  mercmy  columns 

*  The  author  is  indebted  to  George  W.  Booth,  Chief  Engineer  of  the  Committee  on 
Water  Supply  of  the  National  Board  of  Underwriters,  for  the  facts  stated  above,  and 
for  other  valuable  information  about  fire  protection. 

t  A  shorter  account  of  these  experiments  is  given  in  the  Jour.  New  England  Water 
Works  Assoc,  1889,  IV,  p.  96. 
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were  placed,  these  columns  were  attached  to  hollow  couplings  placed  in 
the  hose  line,  each  having  four  small  holes  at  the  extremities  of  two  diam- 
eters at  right  angles  to  each  other.  A  timber  tank  lined  with  sheet  zinc, 
having  a  capacity  of  1450  gals.,  was  used  for  measuring  the  discharges  of 
the  different  fire  streams  tested  in  the  experiments.  During  the  experi- 
ments, the  pressure  in  the  water  main  was  about  75  lbs,  at  the  hydrant, 
and  it  was  forced  up  at  times  to  130  lbs.,  by  means  of  an  engine. 

410.  Fire  Nozzles.  —  About  forty  different  kinds  of  nozzles,  vary- 
ing in  diameter  from  I  to  Ij  ins.,  were  tested,  in  order  to  find  the  one 
that  gave  the  best  jet.  Smooth  nozzles  (Fig.  230)  were  found  to  give 
jets  a  little  superior  to  those  of  ring  nozzles  (Rg.  230a).     A  smooth  coni- 


FiG.  2300.  —  Square  Ring  Nozale. 


cal  nozzle  gave  the  best  results.  Such  a  nozzle  was  designed  by  Mr. 
Freeman  after  his  experiments  had  been  completed.  In  jets  from  the 
best  nozzles,  the  velocity  of  the  water  was  found  to  be  uniform  through- 
out the  cross-section  of  the  jet,  except  in  the  immediate  vicinity  of  the 
walls  of  the  orifice.  The  actual  velocity  of  discharge  in  the  central 
portion  of  jets  from  sharp-edged  and  conical  orifices  was  equal  to  the 
theoretical  velocity,  but  the  mean  velocity  of  the  whole  jet  was  always 
slightly  less  than  the  theoretical  velocity,  owing  to  the  retardation  caused 
by  the  walls  of  the  orifice.  The  average  coefficients  of  discharge  for  the 
two  principal  kinds  of  nozzles  based  upon  Freeman's  experiments,  are: 
0.974  for  smooth  nozzles,  and  0.740  for  ring  nozzles. 

411.  Fire  Hose.  —  The  tests  included  hose  made  of  leather,  solid 
rubber,  unlined  linen,  and  various  kinds  of  rubber-lined  hose.  Most  of 
it  was  nominally  2\  ins.  in  diameter,  the  actual  diameter  varying  from 
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2^^  to  2f  ins.  Some  tests  were  made  with  2-in.  and  2}-in.  hose.  The 
pressure  in  the  hose  varied  from  15  to  125  lbs.,  and  the  deliveries  from  50 
to  325  gals,  per  min. 

The  character  of  the  inner  surface  of  a  hose,  as  regards  smoothness, 
was  found  to  have  a  very  material  efifect  on  the  discharge.  Curves  of 
any  radius,  possible  without  cramping  the  hose,  had  but  a  trifling  efifect 
in  retarding  the  flow.  The  usual  sinuosity  of  a  hose  line  was  found  to 
increase  the  friction  in  the  hose  only  about  5  per  cent.  The  loss  of 
pressure  caused  by  suddenly  reducing  and  then  enlarging  the  area  of  the 
water  way,  by  using  couplings  having  diameters  slightly  smaller  than 
that  of  the  hose,  was  found  to  agree  fairly  well  with  the  theory  that  this 
loss  equals  the  head  corresponding  to  the  difiference  in  velocity  due  to 
passing  from  a  contracted  channel  to  a  larger  one. 

412.  Dexter  Brackett's  Experiments  on  Loss  of  Pressure  in  Fire 
Hose.  —  In  1893  Dexter  Brackett,  M.  Am.  Soc.  C.  E.,  made  some 
experiments  *  in  Boston  to  find  the  loss  of  pressure  caused  by  friction 
in  fire  hose  and,  also,  to  ascertain  the  efifect  of  using  2§-in.  couplings  on 
a  line  of  3-in.  hose.  For  the  latter  purpose,  2§-in.  bushings  were  placed 
at  each  coupling  of  the  3-in.  hose,  to  obtain  the  same  efifect  that  would 
be  caused  by  using  2|-in.  couplings.  In  all  of  these  tests  the  lines  of 
hose  were  500  ft.  long.  With  the  same  water  pressure  at  the  steamer, 
and  each  line  having  a  1  J-in.  nozzle,  the  pressure  at  the  nozzle  of  a  line 
of  3-in.  hose  was  found  to  be  12  to  15  lbs.  greater  than  that  obtained  with 
a  2|-in.  hose.  When  a  IJ-in.  nozzle  was  used  for  the  3-in.  hose,  and 
a  li-in.  nozzle  for  the  2|-in.  hose,  both  nozzles  had  the  same  efifective 
pressure,  but  the  delivery  of  the  former  exceeded  that  of  the  latter  by 
20  to  25  per  cent. 

The  use  of  a  2i-in.,  instead  of  a  3-in.,  coupling  in  a  line  of  3-in.  hose 
caused  a  loss  of  about  \  lb.  at  each  coupling  when  discharging  475  gals, 
per  min.  The  friction  loss  on  the  hose  itself  was  found  to  be  about  as 
follows: 


Description 

250  gals,  per  min. 

300  gals,  per  min. 

25-in.  hose 

Lbs. 

13 

8 
8 

Lbs. 
18  0 

3-in.  hose.  2i-in.  couDlinss 

10  7 

3-in.  hose,  3-in.  couplings 

10.5 

The  following  test  shows  the  advantage  of  using  3-in.  hose  for  long 
lines: 

With  a  steamer  using  a  line  of  2|-in.  hose,  600  ft.  long,  and  a  l|-in. 

*  Jour.  New  England  Water  Works  Assoc,  1894,  IX,  p.  151. 
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nozzle,  300  gals,  per  min.  was  dischai^ed,  the  water  pressure  at  the 
steamer  being  150  lbs.  When  a  Hne  of  3-in.  hose  was  substituted  for  the 
2^-in.  hose,  only  105  lbs,  pressure  was  required  at  the  steamer,  in  order 
to  make  the  same  delivery.  The  3-in.  hose  is  too  heavy  to  be  handled 
without  difficulty  on  ladders  and  in  buildings,  but  is  of  great  use  on  long 
lines  of  hose,  laid  in  the  street,  if  one  or  two  lengths  of  2J-in.  hose  are 
attached  for  the  use  of  the  hoseman.  When  both  of  these  sizes  may  be 
used,  it  is  an  advantage  to  use  only  2J-in.  couplings,  to  facilitate  making 
connections,  as  the  loss  of  pressure  they  cause,  placed  in  a  hne  of  3-in: 
hose,  is  insigniticant, 

413.  Loss  of  Pressure  in  a  Hydrant.  —  During  his  tests  of  fire 
streams,  Mr.  Brackett  ascertained  the  loss  of  pressure  caused  by  the 
hydrant  from  which  he  obtained  the  water  for  these  trials.  As  stated 
on  p.  400,  it  was  a  post  hydrant,  located  at  the  end  of  an  8-in.  pipe.  It 
had  an  inner  diameter  of  6f  ins.,  a  6-in.  rubber  valve  and  three  outlets, 
each  controlled  by  an  independent  valve.  Two  of  these  outlets  had  a 
diameter  of  4J  ins.,  and  the  third  had  a  diameter  of  2^  ins.  The  loss  of 
pressure  caused  by  the  hydrant  was  determined  by  recording  the  pressure 
shown  by  a  gauge  attached  to  the  8-in.  pipe,  at  the  base  of  the  hydrant, 
and  that  indicated  by  a  piezometer,  attached  to  the  auction  hose  of  the 
steamer.  When  the  entire  discharge  of  the  hydrant  was  taken  from  one 
of  the  45-in.  outlets,  the  friction  loss  in  the  hydrant  was  4  lbs.  for  a  de- 
livery of  500  gals,  per  min.,  and  16  lbs.  when  the  delivery  was  doubled. 
A  large  proportion  of  this  loss  was  found  to  be  caused  by  the  outlet 
valves. 


Fio.  231.  —  Freeman's  Siamese  Nozzle  with  Piezometer  Connection. 


414.  The  Nozzle  as  a  Water  Meter.  —  The  experiments  made  by 
Mr.  Freeman  showed  that  small  quantities  of  water  could  be  measured 
as  accurately  with  a  fire  nozzle  as  with  a  weir.  The  former  can  be  used 
in  this  manner  for  measuring  the  delivery  of  a  pump.     Mr.  Freeman 
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designed  for  this  purpose  the  Siamese  nozzle,  shown  in  Fig.  231.  It  has 
a  3j-in.  barrel  and  three  2§-in.  connections.  This  nozzle  will  measure, 
within  about  |  per  cent,  a  flow  of  1400  gals,  per  min.,  equal  to  about  2 
million  gallons  per  day.  It  weighs  about  75  lbs.  and  costs  about  $100. 
In  using  this  nozzle  it  should  be  attached  to  new  rubber-lined  hose.  If 
possible,  the  pressure  should  be  measured  for  accurate  experiments  by 
a  mercury  column.  For  ordinary  practical  purposes,  a  good  Bourdon 
duplex  spring  gauge,  tested  before  being  used,  will  answer.  A  mistake 
of  2  per  cent,  caused  in  reading  the  pressure  by  such  a  gauge,  would  only 
make  an  error  of  about  1  per  cent  in  the  quantity  of  the  discharge. 

415.  Location  of  Hydrants.  —  The  spacing  of  the  hydrants  for 
proper  fire  protection  depends  upon  the  nature  of  the  locality,  and  upon 
the  pressure  that  can  be  maintained  at  the  hydrants  during  fires.  As  a 
hydrant  may  be  out  of  service,  on  account  of  being  frozen,  or  out  of  order, 
at  least  two  hydrants  should  be  available  for  putting  out  a  fire  that  may 
occur  in  a  small  town  or  in  the  suburbs  of  a  large  city.  Practical  ex- 
perience shows  that  single  hose  Unes  should  not  exceed  a  length  of  about 
500  ft.  for  good  service.  For  greater  lengths,  it  is  advisable  to  use 
two  lines  of  hose  and  to  Siamese  them  into  a  single  Une  near  the  fire 
nozzle.  In  a  residential  or  suburban  district,  the  distance  from  hydrant 
to  hydrant  should  be  about  300  to  500  ft.  In  the  closely  built-up 
parts  of  a  city  or  town,  this  distance  should  not  exceed  150  to  250  ft. 
The  linear  spacing  of  hydrants  does  not,  however,  give  a  correct  idea  of 
the  fire  protection  they  afford,  as  this  evidently  depends  also  upon  the 
depth  of  the  lots  that  have  to  be  protected  by  fire  hydrants  placed  along 
their  front.  With  deep  lots,  more  hydrants  will  have  to  be  placed  in 
the  streets  bounding  them  than  would  be  required  for  lots  of  less  depth. 
Basing  the  placing  of  the  hydrants  upon  the  area  to  be  protected,  in- 
stead of  upon  the  length  of  mains,  a  safe  fire  protection  is  afiforded  by 
having  one  hydrant  per  acre  in  closely  built-up  districts,  and  one  hydrant 
per  three  acres  in  residential  and  subiu*ban  sections. 

416.  Freeman's  Tables  for  Fire  Streams.  —  Based  upon  his  experi- 
ments, Mr.  Freeman  prepared  a  series  of  practical  tables  for  fire  streams 
for  nozzles  varying  from  f  to  If  ins.  in  diameter,  for  pressures  from  5 
to  100  lbs.  per  sq.  in.  at  the  base  of.  the  play-pipe.  These  tables  give 
the  discharges  of  different  sizes  of  nozzles,  under  different  pressures,  and 
the  pressure  lost  by  friction  in  2i-in.  fire  hose,  from  50  to  1000  ft.  in 
length.  In  computing  these  tables  the  coefficient  of  discharge  for  a 
smooth  nozzle  was  assumed  at  0.974  and  the  following  values  were 
adopted  in  figuring  the  losses  caused  by  friction,  including  an  allowance 
for  ordinary  ciu^es  and  for  ordinary  slight  excess  of  actual  over  nominal 
diameter. 
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Loss  of  Pressure  in  100  ft  of  2\^n,  Fire  Hose 

Lbs. 

Linen  hose 30 

Inferior  rubber-lined  hose 26 

Best  rubber-lined  hose 13 


LaTl 


417.  Fire  Stream  Tables  of  the  Nationaf  Board  of  Fire  Under- 
writers.—  We  give  in  the  Appendix  practical  data  connected  with  fire 
streams,  based  upon  the  experiments  of  John  R.  Freeman  (Trans.  Am. 
Soc.  C.  E.,  Vols.  XXI  and  XXIV);  and  upon  tests  of  rubber-Uned  fire 
hose  made  in  October,  1909,  by  the  engineers  of  the  National  Board  of 
Fire  Underwriters,  with  the  assistance  of  the  New  York  Fire  Depart- 
ment, in  cooperation  with  the  engineers  of  the  Department  of  Water 
Supply,  Gas  and  Electricity  of  the  City  of  New  York.  These  tables 
are  reproduced  by  the  courtesy  of  the  National  Board  of  Fire  Under- 
writers from  a  booklet  it  published  in  1912  on  "Fire  Engine  Tests  and 
Fire  Stream  Tables."  They  give  the  discharge  of  smooth  nozzles,  1 
to  2|  ins.  in  diameter,  for  pressures  varying  from  20  to  100  lbs.  per  sq. 
in.  For  fresh  water  the  discharge  for  any  size  nozzle  can  be  determined 
by  the  following  formula: 

Gallons  per  minute  =  29.83  cd?  Vp,  (100) 

where  d  =  diameter  of  nozzles  in  inches,  measured  to  txfVxf  of  an  inch; 
p  =  pressure  in  pounds  per  square  inch,  recorded  on  Pi  tot  gauge; 
c  =  a  constant,  varying  from  0.990  for  1  in.  nozzles  to  0.997  for 
6-in.  nozzles. 

For  ordinary  use  the  formula  can  be  reduced  to 

Gallons  per  minute  =  29.7  d^Vp,  (101) 


CHAPTER  XX 

fflGH-PRESSURE  WATER  SYSTEMS 

418.  Necessity  of  High-pressiire  Water  in  Cities.  —  The  value  of 
buildings  and  property  in  large  cities  in  the  United  States  has  grown  so 
rapidly  of  late  that  the  question  of  proper  protection  against  fire  has 
become  of  paramount  importance.  Great  conflagrations  within  the 
past  20  years  have  shown  the  inefficiency  of  the  present  systems  of  pro- 
tection. What  has  made  the  extinguishing  of  fires,  in  many  cases,  very 
difficult,  is  the  great  height  of  modern  buildings,  which  necessitates  an 
increase  in  pressure  in  the  fire  streams. 

419.  Separate  Water  Supply  Systems  for  Fire  Protection.  —  In 
some  of  the  cities  situated  on  the  seacoa^t,  on  lakes  or  rivers,  powerful 
fire-boats  have  been  maintained  as  auxiliaries  to  the  steam  fire  engines. 
These  boats  are  of  great  help  in  extinguishing  fixes  that  occur  near  the 
water  front.  To  make  them  available  for  fires  further  inland,  some  cities 
began,  about  25  years  ago,  to  lay  special  lines  of  pipe  from  the  water 
fronts  to  important  business  sections,  and  to  make  connection  to  enable 
the  fire-boats  to  pump  water  directly  into  these  pipe  lines.  This  was  a 
step  towards  proper  protection  against  fire,  but  in  winter,  ice  occasion- 
ally prevented  the  fire-boats  from  being  able  to  connect  to  the  special  line 
of  pipe.  For  this  reason  permanent  pxunping  stations  for  fire  protection 
were  gradually  built,  to  replace  the  service  from  fire-boats,  and  the  lines 
of  special  pipe  for  protection  against  fire  were  extended  until  they  formed 
independent  systems  of  pipe,  used  only  for  extinguishing  fires.  Some 
cities  *  have  gravity  supplies  giving  pressures  of  116  to  180  lbs.  per  sq.  in., 
which  is  sufficient  in  many  places  for  proper  protection  against  fire,  but 
in  the  majority  of  cases  the  pressure  desired,  usually  150  to  300  lbs.  per 
sq.  in.  at  the  hydrants,  must  be  obtained  by  pumping  with  powerful 
engines  or  by  building  high-service  reservoirs.  The  latter  method  was 
adopted  for  the  "high-pressure"  pipe  system  of  San  Francisco. 

Cleveland,  Detroit,  Milwaukee,  Boston,  and  Buffalo  were  among  the 
first  cities  in  the  United  States  to  lay  and  maintain  independent  fire 
service  mains. 

The  special  provisions  made  for  protecting  buildings,  such  as  auto- 
matic sprinkler  systems,  etc.,  are  described  in  the  Appendix. 

*  Providence,  R.  I.;  Lawrence,  Mass.;  Worcester,  Mass.;  Newark,  N.  J.,  etc. 
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420.  High-pressure  Water  System  of  New  York.  —  The  city  of  New 
York  made  a  beginning  of  a  high-pressure  system  in  1906  at  Coney  Island, 
a  pleasure  resort  on  the  Atlantic  Ocean,  where  all  buildings  were  built  of 
highly  inflammable  materials.  This  was  followed  in  1908  by  a  system 
for  protecting  the  most  important  business,  manufacturing,  and  water 
front  sections  of  the  borough  of  Brooklyn,  and  in  1906  to  1909  a  high- 
pressure  systerrij  the  greatest  of  its  kind,  was  constructed  to  protect  the 
southerly  part  of  the  borough  of  Manhattan,  where  more  concentrated 
value  of  property  exists  in  a  relatively  small  area  than,  probably,  in  any 
other  city.  The  high-pressure  system  was  gradually  extended.  As  it 
is  one  of  the  latest  and  most  important  of  its  kind,  we  shall  describe  it 
somewhat  in  detail. 

421.  Pumping  Stations.  —  The  territory  covered  by  the  high- 
pressure  system  contains  about  1400  acres,  and  includes  the  most  im- 
portant wholesale  manufacturing  and  warehouse  sections,  the  largest 
docks,  and,  also,  some  of  the  most  thickly  populated  tenement  house 
districts.  The  water  required  for  this  system  is  taken,  except  in  cases 
of  emergency,  from  the  regular  city  supply  and  is  pumped  at  two  stations, 
one  located  on  the  North  River  and  the  other  on  the  East  River,  into  the 
high-pressure  pipe  system.  Each  of  these  stations  is  supplied  by  a  48-in. 
and  a  36-in.  main.  Should  this  supply  be  unavailable  for  any  reason, 
salt  water  can  be  pxunped  direct  from  the  rivers  that  surround  Man- 
hattan Island. 

Each  station  contains  six-stage  centrifugal  pumps,  directly  connected 
to  3-phase,  25-cycle  electric  motors,  driven  by  a  current  of  6600  volts  at 
a  speed  of  about  750  r.p.m.  The  two  stations  together  can  deliver  a 
maximxun  of  36,000  gals,  per  min.,  under  a  pressure  of  300  lbs.  at  the 
hydrants.  All  of  the  pumps  can  be  put  into  instant  operation  by  simply 
throwing  a  switch,  which  turns  on  the  electric  current,  and  the  maximum 
pressure  of  300  lbs.  per  ^.  in.  at  the  hydrants  is  obtained  in  about  a 
minute. 

422.  Pipe  System.  —  The  water  is  distributed  through  the  system 
by  24-in.  mains,  two  coming  from  each  pumping  station.  These  trunk 
pipes  practically  encircle  the  entire  area  that  is  to  be  protected,  and  are 
supported  at  short  intervals  by  20-in.  mains  (Fig.  232).  The  latter  are 
cross-connected  by  16-in.  mains  which  supply  12-in.  pipes,  the  smallest 
size  used  in  the  system.  By  the  system  described,  the  loss  due  to 
friction  in  the  pipes  between  the  pumping  stations  and  any  particular 
hydrant  is  reduced  to  a  minimiun.  Under  the  least  favorable  condi- 
tions, the  loss  due  to  friction,  between  the  pumping  stations  and  the 
remotest  hydrant,  does  not  exceed  25  lbs.  per  sq.  in.,  under  maximum 
discharge. 
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The  pipes  and  specials  used  in  this  high-pressure  system  are  all  of  cast 
iron  with  the  exception  of  the  larger  3-way  and  4-way  branches,  which 
are  made  of  cast  steel. 

The  thickness  of  metal  in  the  pipes  varies  from  j  in.  in  the  8-in,  hy- 
drant branches  to  Ij  in.  in  the  24-in.  mains,  Hub-and-epigot  pipe-joints, 
filled  with  lead  and  caulked  in  the  usual  manner,  are  used.    Two  grooves 


Fig.  232.  —  Pipe-joint  tor  20-in.  Main  (f  I  „    .  re  System). 

are  provided  in  each  hub,  to  give  the  joints  increased  strength  to  resist 
being  pulled  apart.  At  first  these  grooves  were  made  semicircular, 
with  a  diameter  of  |  in.,  but  later  they  were  made  triangular,  as  this  shape 
gives  a  greater  area  of  lead  to  resist  shearing,  without  adding  to  the  quan- 
tity of  lead  required  for  each  joint.  All  pipes,  specials,  and  other  fittings 
were  tested  at  the  foundry  to  a  pressure  of  650  lbs.  per  sq.  in.,  and  after 
being  laid,  they  were  subjected  to  a  pressure  test  of  450  lbs.  per  sq.  in. 
The  experience  with  these  pipes  has  been  very  satisfactory,  in  every 
respect,  and  no  break  has  thus  far  occurred. 

423.  Hydrants.  ~  The  hydrants  used  in  this  system  are  of  the  post 
type,  and  are  made  according  to  a  special  design,  adopted  after  exhausted 
tests.  They  are  spaced  so  as  to  give  one  hydrant  to  every  220  ft.  of 
main,  averaging  0.94  to  the  acre.  This  arrangement  makes  it  possible  to 
concentrate  twenty  2-in.  fire  streams  on  any  city  block.  These  streams, 
with  a  nozzle  pressure  of  at  least  75  lbs.  per  sq.  in.,  discharge  about  20,000 
gals,  per  min.  The  branch^ipes  from  the  mains  to  the  hydrants  are 
all  8  ins.  in  diameter.  The  barrel  of  the  hydrant  has  an  inner  diameter 
of  lOA  ins.  The  hydrant  has  four  3-in.  outlet  nozzles,  each  provided 
with  an  independent  slide  valve. 

Up  to  January  1, 1917, 128  miles  of  pipe  and  2751  hydrants  have  been 
placed  in  the  high-pressure  fire  system  of  the  borough  of  Manhattan. 

424.  Operation.  — In  operating  the  system,  a  force  of  twelve  men, 
divided  into  three  shifts,  is  required  at  each  pumping  station.  Each 
shift  consists  of  an  engineman,  an  oiler,  a  laborer,  and  a  telephone  opera- 
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tor.  A  normal  pressure  of  30  lbs.  per  sq.  in.  is  maintained  in  the  pipe 
system  through  a  by-pass  connection  from  the  domestic  supply  mains, 
controlled  by  a  check-valve  and  an  electrically  operated  gate-valve. 
This  pressure  can  be  inamediately  raised  to  125  lbs.  per  sq.  in.,  upon 
receipt  of  a  fire  alarm,  which  is  sounded  simultaneously  ait  the  head- 
quarters of  the  Fire  Department,  and  at  the  two  pumping  stations. 
Upon  receipt  of  special  orders  from  the  Chief  of  the  Department,  the 
pressure  can  be  further  increased.  A  separate  telephone  system,  inde- 
pendent of  the  fire  alarm  circuits,  has  been  established  in  the  high- 
pressure  district.  It  includes  371  telephones,  placed  in  boxes  on  the 
walls  of  buildings,  distributed  over  the  area.  This  enables  the  official 
in  charge  of  a  fire  to  communicate  easily  with  the  piunping  stations. 

On  January  7,  1909,  the  high-pressure  system  of  Manhattan  was  given 
a  severe  test,  which  it  stood  with  perfect  success.  Three  large  dangerous 
fires,  and  two  smaller  ones,  occurred  simultaneously  within  the  high- 
pressure  district.  To  master  these  fires,  forty  companies  of  firemen, 
numbering  in  all  12  battalion  chiefs  and  more  than  600  men,  had  to  be 
called  out.  Seven  of  the  centrifugal  pumps  at  the  two  stations  had  to 
be  put  into  service,  and  delivered  water  at  the  rate  of  33,500  gals,  per 
min.,  with  a  pressure  of  225  lbs.  per  sq.  in.  at  the  stations,  and  of  205  lbs. 
at  the  hydrants.  The  total  quantity  of  water  used  to  extinguish  these 
fires  amounted  to  14  million  gallons,  a  quantity  sufficient  to  have  flooded 
the  area  of  the  buildings  on  fire  to  a  height  of  70  ft. 

426.  Reduction  of  Fire  Insurance  Rates.  —  Since  the  high-pressure 
system  has  been  established  on  Manhattan,  there  has  been  a  great  re- 
duction in  fixe  insurance  rates,  the  total  saving  in  insurance  being  esti- 
mated by  conservative  insurance  men  to  be  now  about  $650,000  per 
annum.  In  connection  with  this  system,  the  City  has  been  able  to 
effect  a  considerable  saving  in  the  Fire  Department,  by  dispensing  with 
the  costly  and  unwieldy  portable  fire  engines,  substituting  therefor 
simply  a  sufficient  number  of  hose  carts. 

426.  Engineer.  —  The  high-pressure  water  systems  of  the  boroughs 
of  Brooklyn  and  Manhattan  of  the  city  of  New  York  were  designed  and 
executed  under  the  direction  of  I.  A.  De  Varona,  Chief  Engineer  of  the 
Department  of  Water  Supply,  Gas  and  Electricity  of  the  City  of  New 
York. 

427.  The  First  High-pressure  Fire  System  of  Philadelphia,  Pa.,* 
was  constructed  in  1904  to  1911,  to  protect  the  congested  district  be- 
tween the  Delaware  River  and  Broad  Street,  and  between  Race  and 
Walnut  Streets,  containing  -about  two-thirds  of  a  square  mile.  The 
water  required  for  the  high-pressure  system  is  pumped  from  the  Dela- 

*  Proc.  Engineers*  Club  of  Philadelphia,  1903,  XX,  pp.  54  and  83. 
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ware  River  at  a  station,  built  at  the  foot  of  Race  Street,  where  pumps 
having  a  capacity  of  9100  gals,  per  minute  are  installed. 

428.  The  pipes,  which  are  8  to  20  ins.  in  diameter,  are  made  of  cast 
iron  and  are  pro\4ded  with  flanges.  They  are  laid  6  ft.  below  the  sur- 
face of  the  streets,  to  have  ample  protection  against  freezing.  One-inch 
air-valves  are  placed  at  all  sunmiits.  For  about  36  miles,  Umversal 
Pipe,  p.  83,  was  used.  The  pipes  were  required  to  stand  a  test  pressure 
of  800  lbs.  per  sq.  in.  at  the  foundry'.  After  being  laid,  the  pipes  wctc 
tested  in  lengths  of  100  to  200  ft.,  under  a  hydrauhc  pressure  of  400  lbs. 
p^  sq.  in.  No  allowance  was  made  for  expansion  and  contraction. 
Aftar  the  pipes  had  been  laid,  some  lengths  of  pipe  broke,  near  the 
flanges.  This  trouble  alwa>^  occurred  near  the  sunamit  of  a  grade  and 
inmiediately  under  the  flange  of  a  pipe,  and  was  thou^t  to  be  due  to  the 
drag  of  the  long  length  of  pipe  upon  the  grade.  In  order  to  avoid  this 
trouble,  expansion  joints  were  placed  in  the  different  pipe-lines,  aboat 
400  to  500  ft.  apart.  These  joints  consist  of  sleeves,  surrounding  the 
fHpe.  The  annular  space  between  the  pipe  and  sleeve  was  filled  with  16 
strands  of  |-in.  lead  wire,  driven  cold.  Each  strand  was  one  indi  kmgier 
than  the  circumference  of  the  pipe  and  was  plated  by  hand,  put  in  the 
bdl  and  driven  home,  against  a  packing  of  hemp,  which  was  dif^ied  in 
N<Hrth  Carolina  tar.  This  process  was  repeated  until  a  pcHnt  was 
reached,  one  inch  frcHn  the  out^  edg?  of  the  beD,  the  last  inch  being 
fiUed  with  m<dten  lead.  These  joints,  when  tested  und^  a  pressure  of 
400  lbs.  pa*  sq.  in.,  w«re  found  to  be  pofectly  wat^-ti^t.  Each  of  the 
joints  was  [daced  in  a  manhole,  large  enough  to  p^mit  recaulking  when 
necessarv. 

429.  The  fire  hydrants  are  of  the  flush  type.  They  are  placed  at 
the  ccHTiefS  of  each  intersecting  main  street,  and  one  or  mare  near  the 
middle  of  a  square,  at  the  comer  of  an  intermediate  street  at  streets. 
This  [HDvides  frcNn  12  to  16  fire  hydrants  for  each  square,  and  from  32  to 
48  hose  attachments,  all  of  which  can  be  concentrated  upon  one  building 
in  an  eme^gmcy.  Each  hydrant  has  an  intonal  diameter  of  7\  ins., 
and  is  provided  with  two  4-in.  outlets,  eadi  having  an  independent  valve. 
The  hydrant  is  conOtJled  by  a  gate  fJaced  upon  its  connecti<m  with  a 
main  pipe,  and  is  drained  automatically  througji  a  1-in.  galvanised  pipe 
to  a  near-by  sewer.  The  hjxlrants — eadi  <rf  which  weighs  1000  lbs. — 
as,  ako.  the  bramch-fHpes  and  giate-valves.  are  made  <rf  semi-cast  sted, 
a  material  consisting  of  mdted  cast  iron  to  which  sted  scrap  has  been 
added. 

430.  Ffnp-ioal#,  —  As  sufficient  funds  for  completing  the  whole 
higji-pressure  fire  system,  which  w:is  estimated  to  cost  $600,000  to  $700^- 
000.  were  not  availaMe  niien  the  wtvks  were  oiiginaDy  built,  rdiance 
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was  placed,  as  a  temporary  expedient,  upon  the  fire-boats  until  the  pro- 
posed pumping  station  should  be  completed.  The  boats  available  for 
this  purpose  were:  A  fire-boat  having  four  pumps,  each  with  a  capacity 
of  2240  gals,  per  min.,  and  five  police  boats,  each  having  a  capacity  of  750 
to  1300  gals,  per  min.  In  case  of  fires,  the  boats  pump  into  a  Siamese 
connection  at  the  water  end  of  a  fire  main.  Each  of  these  connections 
is  provided  with  eight  hose  connections. 

A  second  high-pressure  system^  covering  an  area  of  about  3.5  square 
miles,  was  built  in  1910  to  1912  to  protect  the  most  important  plants 
in  the  Kensington  manufacturing  district.  This  territory,  which  lies 
north  of  the  first  high-pressure  district,  is  supplied  by  the  Fairhill 
pumping  station,  which  draws  water  from  the  Fairhill  Reservoir. 
The  total  capacity  of  this  station  is  12,350  gals,  per  minute. 

431.  Engineer,  —  The  first  high-pressure  water  system  was  designed 
and  constructed  imder  the  direction  of  F.  L.  Hand,  Chief  Engineer  of  the 
Bureau  of  Water. 

432.  High-service  Fire  System  of  Baltimore,  Md.*  —  In  1904  a 
great  conflagration  occurred  in  Baltimore,  and  demonstrated  that  while 
there  was  enough  water  in  the  reservoirs,  the  existing  fire  fighting  equip- 
ment of  the  city  was  inadequate.  The  fire  raged  for  thirty  hours  and 
covered  an  area  of  150  acres,  causing  a  loss  of  about  $100,000,000.  In 
order  to  prevent  a  repetition  of  such  a  fire,  a  high-pressure  water  system 
for  protection  against  fire  was  constructed  in  Baltimore  in  1904  to  1912. 

The  surface  of  Baltimore  varies  in  elevation  from  6  to  460  ft.  above 
mean  low  water.  In  order  to  avoid  excessive  pressures  in  low  lying 
sections,  the  water  supply  of  the  city  is  divided  into  five  separate  serv- 
ices. The  two  lowest  services  receive  water  by  gravity,  and  the  three 
high  services  are  supplied  by  pumping,  and  from  high  storage  reservoirs. 
Suitable  by-passes  connect  the  services,  so  that,  in  an  emergency,  any 
service  can  be  supplied  from  the  next  higher  one.  The  high-pressure 
fire  system  was  constructed  to  protect  a  congested  district  in  the  lower 
and  middle  service  zones,  covering  about  300  acres,  and  rising  6  to  100  ft. 
above  mean  tide. 

The  high-pressure  system  of  Baltimore  was  built  after  those  of  New 
York  and  Philadelphia  had  been  begun.  It  differs  from  these  two 
systems  by  the  use  of  steel  water  mains,  flush  hydrants,  portable  hydrant 
heads,  and  steam  engines  at  the  pumping  stations. 

433.  The  distribution  system  forms  a  grid  iron  of  16-in.  mains,  three 
blocks  (about  1200  ft.)  apart  in  both  directions,  with  10-in.  laterals  in 
the  intermediate  streets.     All  hydrant  branches  are  8  ins.  in  diameter. 

*  Trans.  Am.  Soc.  Mechanical  Engineers,  1913,  XXXV,  p.  183;  Insurance  Engi- 
neering^ August,  1912,  p.  72, 
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There  are  no  dead  ends  on  mains  or  laterals  in  the  entire  system.  Two 
24-in.  mains  from  the  pumping  system  discharge  into  the  intersections 
of  the  16-in.  pipe.  They  are  looped  around  the  rear  of  the  pump  founda- 
tions in  the  pumping  station,  in  order  to  avoid  dead  ends  and,  by  equaliz- 
ing the  stresses,  to  make  heavy  anchorages  imnecessary.  The  pmnps 
in  the  station  discharge  through  14-in.  pipes  into  the  24-in.  mains,  each 
of  which  is  provided  with  a  large  rolled  steel  air-chamber,  30  ins.  in 
diameter  and  20  ft.  high.  By  means  of  two  24-in.  gate-valves  and  an 
18-in.  cross-connection  in  the  pumping  station,  any  section  of  the  24-in. 
mains  can  be  cut  off,  without  putting  more  than  one  pump  out  of  com- 
mission. A  10-in.  branch  is  provided  at  the  harbor  front  for  connection 
with  fire-boats. 

434.  Pipes.  —  All  of  the  water  mains  are  made  of  lap-welded,  soft 
open-hearth  steel.  This  material  was  selected,  in  preference  to  cast  iron, 
for  these  mains,  on  account  of  its  greater  strength,  which  renders  it  less 
liable  to  breakage,  and  makes  it  possible  to  space  the  pipe-joints  farther 
apart. 

The  standard  length  of  the  pipes  is  20  ft.,  which  reduces  the  nimiber 
of  joints  40  per  cent  from  what  is  required  with  cast  iron  pipes  having 
the  usual  length  of  12  ft.  A  thickness  of  metal  of  -f^  in.  was  specified 
for  the  8-,  10-,  and  16-in.  mains,  but  a  thickness  of  |  in.  was  required  for 
the  24-in.  pipes. 

Great  pains  were  taken  to  make  the  coating  of  the  pipes  as  perfect  as 
possible,  so  as  to  avoid  corrosion.  The  specifications  for  the  asphalt 
required  that  a  cubic  centimeter  of  the  asphalt  should  show  no  action 
when  exposed  for  one  year  in  any  or  all  of  the  following  solutions:  25 
per  cent  hydrochloric  acid;  25  per  cent  sulphuric  acid;  25  per  cent 
potassium  cyanide;  25  per  cent  caustic  soda;  saturated  solution  of 
ammonia. 

The  pipes,  after  being  thoroughly  cleaned,  were  heated  to  a  tempera- 
ture of  300°  F.,  and  dipped  vertically  into  a  bath  of  asphalt,  which  was 
maintained  at  a  temperature  of  350°  to  400°  F.  Each  pipe  was  held  in 
this  bath  for  a  sufficient  length  of  time,  and  was  then  drawn  out  slowly 
at  the  rate  of  about  5  to  10  ft.  per  min.  By  this  treatment,  an  evenly 
distributed  asphalt  coating  ^  in.  thick  was  obtained.  Injuries  to  this 
coating,  caused  by  the  handUng  of  the  pipes,  were  repaired  by  applying, 
several  times,  the  asphalt,  dissolved  in  a  suitable  solvent,  until  a  satis- 
factory thickness  of  coating  was  obtained.  All  nuts  and  bolts  used  in 
the  joints  of  the  pipes  were  dipped  in  the  same  solution  of  asphalt,  before 
being  inserted  in  the  flanges  of  the  pipes. 

The  effects  of  electrolysis  were  avoided  by  the  coating  described  above, 
and  by  making  the  electrical  conductivity  of  the  joints  approximately 
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equal  to  that  of  the  body  of  the  pipe.  At  several  points,  the  pipe  was 
bonded  to  return  feeders.  The  electrical  surveys,  which  have  been 
made  regularly  since  this  system  was  installed,  show  that  the  pipes  are 
negative  to  the  rails  throughout. 

435.  The  Pipe-joints.  —  In  designing  the  joints  for  the  pipe-system, 
rubber  gaskets  were  avoided,  because  they  would  increase  the  electrical 
resistance  at  each  joint.  Gaskets  of  copper,  or  of  other  metals  differing 
from  that  used  in  the  pipes,  were  not  used  on  account  of  the  liability 
of  galvanic  action  taking  place,  when  the  different  metals  should  be 
placed  in  damp  ground,  and  causing  corrosion.  The  joint  decided  upon 
is  shown  in  Fig.  88,  p.  150.  It  is  a  universal  joint  which  is  formed  as 
follows: 

A  loose  flange  of  medium  open  hearth  steel  is  slipped  over  the  pipe  at 
each  end.  The  pipe  is  flanged  out  at  its  ends  into  a  bell  formed  zone  of 
a  sphere.  The  pipes  are  separated  by  rings  of  soft  cast  steel,  which  are 
turned  so  as  to  fit  accurately  the  bell-ends  of  the  pipes.  When  two 
lengths  of  pipes  are  to  be  connected,  the  separating  ring  is  heated  to  a 
temperature  which  is  just  sufficient  to  melt  the  asphalt  coating  of  the 
pipes,  so  as  to  bring  metal  to  metal.  The  ring  is  then  held  in  place  by 
means  of  a  rod  screwed  into  a  small  tap-hole,  provided  at  the  peak  of  the 
ring,  and  the  pipes  are  brought  together  so  as  to  bear  firmly  against  the 
ring.  By  means  of  flange-bolts,  the  pipes  are  screwed  tight  together. 
The  joint  which  is  thus  obtained  is  absolutely  water-tight,  until  pressures 
are  reached  which  exceed  the  elastic  limits  of  the  pipes  or  the  bolts. 

On  account  of  the  flexibility  of  this  joint,  ordinary  obstructions  in  the 
pipe-trench  can  be  avoided  without  the  use  of  specials.  The  joint  is  de- 
signed for  a  deflection  of  10  degrees  —  about  3 J  ft.  in  20  ft.  This  is 
easily  obtained  with  the  10-in.  pipes,  but  for  the  larger  size  pipes  is  made 
a  little  less.  For  greater  deflections  bends  are  used  which  have  generally 
a  standard  radius  of  five  diameters  of  the  pipe.  The  bends  for  the  24- 
in.  mains  were  made  at  the  factory  but  those  for  the  pipes  of  less  diam- 
eter were  made  in  the  field. 

436.  Pipe  Fittings,  —  The  only  specials  used  in  the  fire  system  were 
the  tees  and  crosses  at  the  intersections  of  the  gridiron,  and  valve  con- 
nection pieces  which  were  required  to  give  a  straight  face-flange  at  the 
valves.     All  of  the  fittings  were  made  of  low  carbon,  open-hearth  steel. 

The  hydrant  branches  were  made  by  welding  necks  to  the  mains  and 
laterals  in  the  following  manner:  A  hole,  smaller  than  the  size  of  the 
neck,  was  cut  in  the  water  main,  and  radial  cuts  were  made,  forming 
four  narrow  lugs,  which  were  left  projecting  into  the  hole.  The  wider, 
alternate  lugs  were  bent  back  to  make  an  opening  large  enough  to  re- 
ceive the  neck-piece  (Fig.  233).     The  smaller  short  lugs  formed  a  sup- 
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port  for  the  neck  and  held  it  rigidly  in  place,  during  the  welding  opera- 
tion. The  whole  joint  was  then  flowed  with  metal  by  means  of  an  oxy- 
acetylene  blow  pipe.  The  joint  formed  in  this  manner  is  as  strong  as  the 
original  pipe. 

437.    The  gate-valves  are  made  of  semi-  and  open-hearth  steel,  accord- 
ing to  a  substantial  double-disc  type.     They  are  bronze  mounted  and 


Fig.  233.  —  Branch  Connection,  Baltimore  High-pressure  Water  System. 

arc  painted  inside  and  outside  with  asphalt  paint.  They  were  tested  to 
a  pressure  of  600  lbs.  per  sq.  in.  when  closed,  and  to  800  lbs.  when  open. 
The  16-  and  24-in.  valves  are  geared,  and  the  latter  are  provided  with  4- 
in.  by-passes.  Each  street  gate-valve  is  supplied  with  a  stem-nut,  and 
a  forged  steel  key  is  placed  in  each  valve-box.  Owing  to  an  interlocking 
arrangement,  the  key  can  only  be  removed  when  the  valve  is  wide  open. 
The  valves  are  placed  in  concrete  valve-boxes  or  in  manholes,  42  ins.  in 
diameter,  and  are  generally  located  on  property  lines,  ordinarily  four 
at  each  street  intersection.  The  average  length  of  pipe  between  valves 
is  300  ft.,  and  the  maximum  length  is  480  ft.,  with  the  exception  of  th^ 
24-in.  line. 

438.    Relief'  and  air-valves  are  installed  at  several  places  in  the  dis- 
tributing system,  and  their  discharges  are  piped  to  the  nearest  sewer. 
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The  former  are  6  ins.  in  diameter,  and  have  nickel  seats.  They  are 
spring  loaded,  and  are  set  to  open  at  305  lbs.  per  sq.  in.  Air-valves  are 
placed  at  all  high  points  of  the  pipe-system  to  discharge  accumulations 
of  air. 

439.  Flush  hydrants  are  used  in  the  entire  fire-system,  as  they  can 
be  placed,  almost  without  restriction,  in  the  driveway  or  any  part  of  the 
footway.  Each  hydrant  consists  simply  of  a  piece  of  10-in.  pipe,  made 
of  cast  steel,  and  resting  on  a  concrete  base  in  a  concrete  chamber.  It 
is  connected  with  the  water  main  by  an  8-in.  branch,  in  the  manner  de- 
scribed above,  and  has  a  gate-valve  at  its  base.     Before  opening  this 


Fig.  234.  —  Hydrant  Head,  Baltimore,  Md. 


valve,  the  water  is  first  by-passed  around  it  by  means  of  a  pilot-valve, 
and  fills  the  hydrant,  thus  equalizing  the  pressure  on  both  sides  of  the 
gate-valve.  The  operation  of  closing  this  valve  opens  a  small  valve  in 
a  drain-pipe,  which  permits  the  water  in  the  hydrant  to  drain  out  to  the 
level  of  the  main  gate-valve,  which  is  always  placed  well  below  the  frost- 
line.  With  this  arrangement  frozen  hydrants  are  an  impossibility.  The 
hydrant  is  open  on  top,  and  is  closed  by  means  of  a  portable  hydrant 
head,  when  it  is  to  be  used.  When  not  in  use,  a  small  cast  iron  cover  is 
laid  over  the  top  of  the  hydrant  barrel,  to  protect  it  from  dirt  and  in- 
jury, and  over  this  is  placed  a  larger  cast  iron  cover,  flush  with  the  pavfr- 
mcnt  or  flagging.     As  practically  all  of  the  hydrants  are  placed  in  the 
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sidewalks,  this  cast  iron  cover  is  made  so  light  that  it  can  easily  be 
broken  by  a  blow  of  the  operating  key,  in  case  it  should  be  frozen  in  ita 
seat.  The  hydrants  are  placed  about  170  ft.  apart,  and  each  serves  an 
area  of  about  42,700  sq.  ft.  The  location  of  each  hydrant  is  indicated 
by  markers  on  the  trolley  wire  poles. 

440.  The  portable  hydranl-head  *  (Fig.  234)  is  one  of  the  char- 
acteristic features  of  the  Baltimore  fire-system.  It  weighs  110  lbs,  and 
can  easily  be  attached  to  the  hydrant  barrel  by  one  man.  This  is  done 
by  means  of  the  bayonet  joint  shown  in  Fig.  235.     The  head  slips  loosely 


Fia.  235.  —  Section  of  Baltimore  Hydrant  Head. 


into  the  barrel  of  the  hydrant,  and  by  a  twist  of  22J  degrees,  a  series  of 
interlocking  lugs  on  the  head  and  barrel  engage  each  other.  The  lugs 
are  made  strong  enou^  to  resist  in  shear  the  full  water  pressure.  A 
tight  water  joint  is  obtained  by  means  of  s  square,  soft  rubber  packing 
ring,  which  is  placed  in  a  square  groove,  somewhat  larger  than  the  rub- 
ber ring,  on  the  outside  of  the  lower  portion  of  the  head.  At  low  pressure 
some  water  leaks  past  the  rubber  ring,  but  at  higher  pressures  the  ring- 
is  forced  against  the  barrel,  and  makes  a  joint  that  is  absolutely  water- 
tight, under  pressures  varying  from  20  to  1000  lbs.  per  sq.  in.  When  the 
water  is  shut  off,  the  ring  contracts  and  permits  the  hydrant  head  to  be 
easily  removed.  The  action  of  this  water-joint  is  perfectly  automatic. 
•  The  portable  hydrant^head  used  on  the  Baltimore  Water  Works  is  mode  by  the 
Ross  Valve  Manufacturing  Co.,  Troy,  N.  Y. 
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The  portable  hydrant-head  is  provided  with  four  lateral,  2j-in.  hose 
outlets,  and  with  one  3-in.  opening  in  the  top  of  the  head  for  a  monitor 
nozzle.  The  flow  through  each  of  these  outlets  is  controlled  and  regu- 
lated by  means  of  a  balanced  valve,  operating  in  a  chamber,  built  trans- 
verse to  the  water  outlet,  and  actuated  by  the  flow  of  a  small  portion 
of  the  water  in  the  head.  The  chamber  is  closed  by  a  plate  diaphragm 
carrying  a  pilot-valve  and  a  guide  for  the  main  valve.  The  diaphragm 
is  covered  by  a  spring  chamber  in  which  two  spiral  regulator  springs  are 
placed.  The  main  valye  is  balanced,  and  is  provided  with  a  flat  seat  and 
leather  face.  Tlie  upper  part  of  this  valve  is  provided  with  a  cup  leather 
packing  and  acts  like  a  piston  in  the  operating  chamber.  The  pilot- 
valve  is  balanced  against  the  delivery  pressure  by  the  regulator  springs. 
The  top  of  the  spring  chamber  can  be  revolved  by  means  of  an  operating 
handle  attached  to  it.  As  it  is  provided  with  a  coarse,  square  thread- 
screw,  less  than  one  revolution  is  sufficient  to  give  the  full  range  of 
pressures  on  the  springs  from  full  open  to  closed.  By  means  of  stops 
at  the  top  and  bottom  of  the  stem,  the  pilot-valve  is  held  positively  in 
its  two  extreme  portions,  independent  of  the  springs. 

The  full  hydrant  pressure  is  admitted  to  the  operating  chamber  of 
the  main  valve  through  a  small  tube,  which  projects  below  the  seat  of 
the  valve,  in  order  to  keep  the  entrance  clear  of  the  varying  velocity 
near  the  valve-seat.  When  the  pilot-valve  is  open,  the  water  which 
flows  through  the  small  tube  into  the  operating  cTiamber  wastes  through 
the  hose  opening.  This  causes  the  pressure  on  the  main  valve  to  be  un- 
balanced and  this  valve  is,  therefore,  opened.  When  the  pilot-valve  is 
closed,  the  full  hydrant  pressure  acts  upon  the  operating  piston  and  as 
its  area  is  a  little  larger  than  that  of  the  main  valve,  this  valve  is  closed 
by  the  unbalanced  pressure.  Intermediate  positions  of  the  pilot-valve 
cause  corresponding  movements  in  the  main  valve,  which  affect  the  pres- 
sure at  which  the  water  is  delivered. 

Notches  are  provided  on  the  outside  of  the  regulator-valve  for  locking 
the  operating  handle  at  pressures  of  50,  75,  100,  125,  and  150  lbs.,  and  at 
the  full  pressure  up  to  300  lbs.  These  pressures  are  marked  on  the 
cover  of  the  valve  at  the  corresponding  notches.  At  each  of  the  outlets 
a  small  pet-cock  is  provided,  to  which  a  pressure-gauge  can  be  attached. 
By  means  of  the  arrangement  described,  the  fireman  can  set  the  regula- 
tor-valve at  the  pressure  he  wishes  to  use,  and  is,  thus,  in  this  matter, 
independent  of  the  pumping  station. 

The  hydrant-head  is  provided  with  two  handles,  and  can  easily  be  lifted 
and  attached  to  a  hydrant  by  one  man  in  12  to  15  seconds.  A  latch  on  one 
side  of  the  head  holds  it  in  place.  The  heads  are  carried  on  the  hose-wagons 
or  auto-trucks,  and  only  a  few  are  required  for  the  whole  fire  department. 
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441.  Automobile  hose-wagons,  capable  of  high  speed,  are  housed  at 
convenient  places.  Each  wagon  is  equipped  with  a  four-cylinder,  four- 
cycle motor  capable  of  developing  a  speed  of  30  miles  an  hour  through 
the  streets  of  the  city,  with  a  load  of  5000  lbs.  Elach  wagon  carries 
2000  ft.  of  3-in.  hose  and  is  equipped  with  one  2000-gal.  Morse  Invincible 
monitor  nozzle  and  two  1100-gal.  monitors. 

442.  Quantity  of  Water  Available.  —  After  a  careful  study  of  the 
situation,  the  National  Board  of  Fire  Underwriters  recommended  that 
in  the  congested  district  of  Baltimore  a  total  deUvery  of  15,000  gals,  per 
min.  should  be  available  within  an  area  not  exceeding  100,000  sq.  ft.,  at 
a  pressure  of  not  less  than  200  lbs.  per  sq.  in.  at  the  hydrants.  This  re- 
quirement is  met  by  four  hydrants  of  the  high-pressure  system,  each  of 
which  is  capable  of  delivering  3800  gals,  per  minute  with  200  lbs.  pres- 
sure at  the  hydrant,  through  four  lines  of  3-in.  rubber-lined  hose,  each 
100  ft.  long  and  provided  with  a  If -in.  nozzle.  At  least  eight  hydrants 
are  available  in  thlB  high-pressure  district  for  the  units  of  area  of  100,000 
sq.  ft.,  mentioned  above. 

443.  The  Pumping  Station.  —  In  the  high-pressure  fire  system  of 
New  York,  electric  driven  centrifugal  pumps  are  used.  In  the  Phila- 
delphia system,  gas-engine  driven,  geared,  triplex  plunger  pumps  were 
installed.  The  engineers  who  designed  the  Baltimore  system  considered 
reliability  under  the  most  adverse  circumstances  'Ho  be  most  important 
requirement  the  pumps  of  the  high-pressure  system  should  comply 
with.''  They  thought  that  economy  in  first  cost,  or  in  operating  ex- 
pense, was  a  less  important  consideration  in  such  a  pumping  system 
than  simplicity  and  certainty  of  operation.  After  a  careful  study  of  the 
New  York  and  Philadelphia  high-pressure  fire  systems,  they  decided 
to  use  steam  pumps  in  Baltimore. 

444.  Pumps.  —  The  plant  is  designed  for  four  imits  of  4000  gals, 
per  min.  capacity,  at  a  piston  speed  of  300  ft.  per  min.,  and  making  50 
r.p.m.  Each  unit  consists  of  a  horizontal,  twin,  simple,  non-condensing 
crank  and  fly-wheel,  plunger  pumping  engine,  having  the  steam  cylin- 
ders fitted  with  Corliss  valve-gears.  The  engines  are  capable  of  work- 
ing under  a  continuous  pressure  of  300  lbs.  per  sq.  in.  on  the  water 
ends,  and  were  tested  for  a  static  pressure  of  600  lbs.  per  sq.  in. 

An  auxiliary  pump  is  provided  to  take  care  of  the  leakage  of  the  pipe- 
system,  and  to  maintain  a  pressure  of  150  lbs.  per  sq.  in.,  as  well  as  to 
provide  for  the  first  draft  from  the  hydrants,  before  the  main  pimips  get 
into  action.  This  auxiliary  is  a  horizontal,  duplex,  direct-acting,  com- 
pound, non-condensing  center-packed  plunger  pump,  having  a  capacity 
of  1000  gals,  per  min.  at  a  piston  speed  of  100  ft.  per  min. 

Two  air  compressors  are  installed  to  maintain  the  air  in  the  delivery 
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great  an  obstruction  to  the  flow,  and  it  would  bsi^referable  to  make  a 
branch-connection,  as  described  above.  When  several  small  corpora^- 
tion-eocks  are  used,  instead  of  one  large  one,  they  should  be  placed, 
under  ordinary  circumstances,  at  least  15  inches  apart,  and  the  same 
distance  from  the  hub  and  spigot  of  the  main.  This  distance  depends, 
of  coiu-se,  largely  upon  local  conditions  of  soil,  and  is  often  fixed  by  the 
municipality  or  water  company. 

Instead  of   using  several   taps,   the   pipe  may  be  reinforced  by  a 
tapping-band,  called  also  a  service-clamp,  as  shown  in  Fig,  249.     With 


FlO.  249. — Tappii^-bandfl. 


this  arrangement,  the  hole  drilled  into  the  main  need  only  have  the 
inner  diameter  of  the^  corporation-cock,  the  tap  being  screwed  in  this 
case  into  the  band  instead  erf  into  the  pipe.  A  simple  but  efficient 
device  for  insuring  a  good  joint  between  the  main  and  the  servic&- 
clamp  is  a  molded  lead-ring  gasket  (Fig.  250),  which  fits  into  a  groove 
in  the  under  side  of  the  clamp.     The  gasket  has  extensions,  or  ears, 

Fig.  250,  —  Moulded  Lead  Ring  Gasket.  Fio,  251.  —  Lead  Gooeeueck. 

which  turn  up  at  the  outer  edge  of  the  clamp  and  hold  it  in  place. 
Hcing  of  soft  lead,  the  gasket  fits  itself  to  the  irregularities  of  the  pipe 
and  makes  a  tight  joint.  Sometimes  the  gasket  is  made  of  rubber, 
or  the  joint  is  filled  with  cement. 

Unless  the  service-pipe  is  made  of  lead,  a  lead  gooseneck,  about 
2  feet  long  (Fig.  251),  should  be  placed  between  the  corporation-cock 
and  the  service-pipe,  to  enable  this  pipe  to  adapt  itself  to  any  settling 
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that  may  occur.  The  top  of  the  gooseneck  must  be  kept  deep  enough 
in  the  ground  to  insure  that  the  water  in  the  pipe  will  not  freeze. 
The  gooseneck  is  connected  to  the  corporation-cock  and  the  service 
pipe  by  wi-ped- joints,  cup-jcrints,  or  by  means  of  lead  fiange-jainta.  The 
wiped  joint  requires  skilled  labor.  The  cup-joint,  when  properly 
made,  involves  less  labor  and  material,  and  is  perfectly  satisfactory. 

Flange-joints  (Fig.  252)  require  only  the  use  of  a  tool  to  spread 
and  flatten  the  lead  pipe  in  the  joint,  to  form  the  gasket.  Corporation- 
and  curb-cocks  of  the  lead  flange  pattern  are,  in  many  cases,  preferable 


Fia.  252.  —  Flange<jomt0. 

to  other  types  as  they  require  no  skilled  labor  and  can  be  made  in  wet 
or  muddy  trenches  that  would  make  the  use  of  molten  lead  dangerous. 
A  laborer  of  ordinary  intelligence,  with  a  hammer,  turn  pin,  and 
swedging  tool,  can  make  a  lead  flange  joint  in  less  time  than  a  skilled 
man  can  make  a  wiped-joint.  The  lead  flange-joint  can,  also,  be 
readily  disconnected  by  merely  turning  a  nut  with  a  monkey-wrench. 
The  efficiency  of  the  joint  is  not  impaired  by  disconnecting  and  re- 
connecting it  a  number  of  times. 

When  multiple  goosenecks  are  adopted,  more  flexibility  will  be  given 
to  the  connection  with  the  water  main  than  when  one  gooseneck  ia 
used,  as  the  lead  pipes  will  have  smaller  diameters  in  the  former  case 
than  in  the  latter.  There  is,  therefore,  less  liability  of  breakc^e  with 
several  goosenecks  in  the  connection  than  with  one.  All  service- 
connections  of  whatever  size  should  be  protected  by  bricking  or 
housing  in,  to  prevent  danger  from  the  sudden  settling  of  the  earth. 
This  inexpensive  arrangement  reduces  the  strains  in  the  connections. 

467.  Curb-cocks.  —  The  curb-cock  is  generally  an  ordinary  stop- 
cock. Occasionally  a  stop-and-waste-cock  ia  used  for  this  purpose. 
Both  types  of  curb-cocks  are  commonly  used.  Fig.  253  shows  a  curb- 
cock  of  a  round  way  pattern,  with  bulging  sides,  which  gives  more 
room  for  the  key,  and  makes  it  possible  to  give  it  a  larger  opening. 
The  key  or  plug  and  the  7"  handle  are  cast  in  one  part.  In  Fig.  254  a 
more  serviceable  and  dependable  type  of  curb-cock  is  shown,  the  key 
or  pli%  being  protected  by  a  patent  cap  which  excludes  dirt  and  all 
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foreign  substance  from  contact  with  the  key.  By  this  arrangement,  it 
is  impossible  for  dirt  to  get  between  the  body  of  the  cock  and  the  key, 
and  to  cause  the  key  to  cut  and  leak.  For  ease  of  operation,  the  key 
is  inverted.     It  yields  readily  to  the  pressure  of  the  shut-ofif  rod,  but 


Fig.  253. 


Curb-cocks. 


Fig.  254. 


is  held  to  its  bearings  by  pressure  of  the  water  through  a  by-pass  at 
the  bottom  of  the  cock. 

458.  Stop-and-waste  cocks  are  usually  placed  in  the  cellar  or  base- 
ments. Fig.  255  shows  such  a  cock  of  the  ground-key  type,  with 
patent  cap  to  protect  the  key  or  plug.     A  small  hole  is  drilled  in  one 


Fig.  255. 

Stop-and-waste  Cocks. 


Fig.  256. 


side  of  the  key  and  reaches  the  opening  or  water-way.  When  the 
cock  is  shut  off,  the  small  hole  in  the  key  is  opposite  the  opening  of 
the  pipe  on  the  house  side,  while  one  of  the  main  openings  through  the 
key  is  opposite  the  small  waste-hole  in  the  body  of  the  cock.  When 
the  cock  is  closed  against  the  service  side,  the  supply  is  shut  off,  and 
the  water  left  in  the  home-pipes  drains  off.  Another  kind  of  stop- 
and-waste  cock,  known  as  the  compression  type,  is  shown  in  Fig.  256. 
It  has  a  double  seated  valve.  When  the  supply  seat  rises,  the  waste 
seat  closes,  and  vice  versa.  It  is  mechanically  impossible  for  both  to 
be  open  at  the  same  time. 

459.  Compositions  for  Corporation-  and  Curb-cocks,  —  The  follow- 
ing table  gives  compositions  for  corporation-  and  curb-cocks  that  have 
been  adopted  by  various  cities  and  manufacturers. 
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TABLE  LVII.  —  CORPORATION-  AND  CURB-COCKS 


Description 


Manufacturers*  Standard  Composition 
No.  1 

Manufacturers*  Standard  Composition 
No.  2 

New  York  City 

Providence,  R.  I , 

Syracuse,  N.  Y , 


Copper, 
per  cent 

Tin, 
per  cent 

Zinc, 
percent 

85 

4 

7 

87+2* 

87±2 

80 

9 

5i±li 

6 

6±li 
3 

88 

6 

3 

Lead, 
percent 


2 

2 
3 


•  Silica  copper. 

In  soil  that  is  alkaline,  or  contains  salts,  zinc  should  generally  be 
omitted  in  the  composition,  as  it  causes  the  corrosion  of  the  compo- 
sition in  such  soil.  This  difficulty  may  be  overcome  by  using  the 
composition  given  above  as  the  Manufacturers'  Standard  Composition 
No.  2,  in  which  silica  copper  is  used. 

The  keys  or  plugs  should  be  lubricated  with  plumbago  and  Albany 
grease  or  vaseline.  Beeswax  and  tallow  should  not  be  used,  as  they 
will  get  hard  and  make  it  difficult  to  open  or  close  the  valve. 

460.  Service-boxes  are  used  to  protect  the  curb-cocks.  They  should 
be  made  so  as  to  prevent  dirt  and  rubbish  from  getting  into  the  curb- 
cocks,  and  should  have  covers  which  can  only  be  removed  by  means 
of  special  keys,  in  order  to  prevent  unauthorized  persons  from  tamper- 
ing with  the  boxes.  As  the  distance  from  the  curb-cocks  to  the  side- 
walk is  variable,  the  boxes  should  be  adjustable  for  different  heights. 

The  usual  kind  of  service-box  is  of  the  telescopic  pattern,  and  con- 
sists of  three  parts:  a  base  or  lower  section,  an  upper  section,  and  a 
cover.  The  lower  section  is  enlarged  at  the  bottom  so  as  to  enclose 
the  curb-cock.  The  upper  section  either  slides  over  the  lower  one,  or 
is  connected  to  it  by  a  threaded  joint.  In  cold  climates  an  objection 
to  the  latter  arrangement  is  that  the  frost  may  lift  the  whole  box, 
instead  of  only  the  upper  section,  and  that  it  may  be  difficult  to  drive 
it  back  again.  The  covers  are  usually  circular,  except  for  boxes  set 
in  brick  walks,  which  should  have  square  or  rectangular  covers.  The 
cover  may  be  secured  to  the  box  by  means  of  a  brass  screw  bolt 
with  a  triangular  or  pentagonal  head.  In  some  service-boxes,  a  special 
casting  is  added  at  the  bottom  of  the  box,  to  keep  the  stop-cock  in  the 
center  of  the  box  and  the  tee-head  in  a  vertical  position.  Some  boxes 
are  provided  with  a  short  rod,  which  is  attached  to  the  cock  and  held 
in  the  center  of  the  box  by  lugs  on  the  interior  of  the  casing.  This 
arrangement  is  useful  in  localities  where  the  ground  water  rises  in  a 
soft  material,  and  often  fills  the  bottom  of  the  base  with  mud  and  water. 
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Fig.  257  shows  one  of  the  five  types  of  perfect  curb-boxes  made  by  the 
S.  E.  T.  Valve  and  Hydrant  Company  of  New  York.  It  meets  all  of 
the  general  requirements,  mentioned  above,  and 
has,  in  addition,  a  second  cover,  which  protects 
the  box,  if  the  upper  cover  should  be  broken. 
Both  covers  lock  without  bolts. 

Fig.  258  shows  some  other  types  of  service- 
boxes.  The  Buffalo  service-box^  named  after 
the  place  where  it  was  first  made,  is  substan- 
tial and  does  not  get  easily  out  of  order.  The 
box  can  be  adjusted  to  the  depth  of  the  trench 
by  screwing  or  unscrewing  the  top  section. 

The  Quin-See  service-box  is  light  in  weight, 
easy  to  handle  and  possesses  many  desirable 
features.  The  cover  is  made  of  cast  iron,  in 
one  piece.  In  its  center  is  set  an  iron  screw 
in  a  brass  bushing,  to  prevent  rusting.  When 
the  iron  screw  is  removed,  a  shut-off  rod,  up 
to  J  in.  in  diameter,  can  be  inserted  in  the 
box.  The  box  is  adjusted  by  a  rubber  packing 
gland,  and  is  held  at  the  desired  length  by  its  rubber  packing,  which 
can  be  made  as  tight  as  desired  by  means  of  the  gland-bolts.     A 
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Fig.  257. 
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Fig.  258.  —  Service-boxes. 
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flange  on  its  lower  end  prevents  the  shaft  from  being  pulled  through 
the  gland.  A  special  casting  is  placed  over  the  corporation-cock, 
to  receive  the  lower  end  of  the   shut-off  rod. 
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The  box  can  be  extended,  when  necessary,  by  replacing  the  shaft, 
which  is  a  piece  of  1-  or  IJ-in.  pipe,  by  a  piece  of  the  desired 
length. 

Fig.  258  shows  another  practical  design  for  a  service-box  which  is 
manufactured  by  the  Hays  Mfg.  Co.  of  Erie,  N.  Y.,  and  the  H.  Mueller 
Mfg.  Co.  of  New  York  City. 

461.  Service-pipes.  —  The  kinds  of  pipe  which  have  been  used  for 
service  connections  are:  lead,  lead  lined  with  tin;  wrought  iron,  pro- 
tected by  a  coating  of  asphalt  and  tar,  zinc,  lead,  tin,  enamel,  or  cement; 
and  cast  iron  coated  with  asphalt  and  tar.  In  selecting  the  kind  of 
service-pipe  to  be  used  in  any  particular  case,  the  points  to  be  con- 
sidered are:  (1)  The  chemical  action  the  water  may  have  on  the  pipe; 
(2)  the  cost  of  laying  and  maintaining  the  pipe;  (3)  its  durabiUty. 

In  most  cases  lead  pipes  will  be  found  to  be  the  best  that  can  be 
used  for  services  up  to  about  1§  inches  in  diameter.  While  more 
expensive  than  wrought  iron  pipes,  they  are  more  durable  and  can  be 
laid  more  cheaply,  as  they  can  easily  be  turned  around  obstructions 
that  may  occur  in  the  pipe-trench  and  have  a  less  number  of  joints. 
Considerable  prejudice  exists  against  the  use  of  lead  pipes,  as  they 
cause,  in  some  cases,  lead  poisoning.  This  may  occur,  when  soft 
water  is  stored  in  lead-lined  tanks,  or  where  water  from  springs  or 
wells  is  conveyed  for  several  hundred  feet  to  the  consumers  through 
lead  pipes.  The  poisoning  by  the  lead  is  especially  apt  to  occur,  if 
the  tank  or  pipes  are  alternately  exposed  to  the  air  and  the  water. 

462.  Lead  Poisoning.  —  The  subject  of  lead  poisoning  caused  by 
service-pipes  has  been  carefully  investigated  by  the  Massachusetts 
State  Board  of  Health,  which  arrived  at  the  following  conclusions:* 

1.  Nearly  all  serious  cases  of  lead  poisoning  in  Massachusetts, 
caused  by  the  use  of  public  water  supply,  have  occurred  in  cities  using 
ground  water. 

2.  The  greater  the  hardness  of  the  water,  as  compared  with  its  free 
carbonic  acid,  the  less  efifect  will  the  carbonic  acid  have  upon  the  lead. 

3.  Smface  water  acts  also,  however,  on  lead  pipe,  but  dissolves 
only  a  small  amount  of  lead.  If  this  water  is  distributed  through 
lead  pipe  it  may  become  injurious  to  health. 

4.  A  water  which  has  ordinarily  only  a  slight  action  on  lead  pipe 
ii^ay,  by  some  change  of  condition,  take  up  a  much  greater  quantity 
of  lead  than  under  ordinary  circumstances,  and  a  change  in  the  source 
of  the  supply  of  a  community  has  somet  mes  been  followed  by  a  ma- 
terial increase  in  the  action  of  the  water  upon  lead  service-pipes. 

*  Reports  of  Massachusetts  State  Board  of  Health,  1898,  p.  xxxii;  1900,  p.  488; 
and  1901,  pp.  xxxi  and  xxxii. 
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5.  An  occasional  use  of  water  containing  a  little  lead  may  not  be 
injurious,  while  the  continued  use  would  be,  as  lead  is  a  cumulative 
poison.  The  exact  quantity  of  lead  that  will  be  injurious  depends 
upon  the  person,  but  it  is  known  that  the  continued  use  of  water  con- 
taining as  little  as  0.05  of  a  part  for  100,000  (about  ^V  grain  per  gallon) 
has  caused  serious  injury  to  health. 

Lead  poisoning  is  not  apt  to  occur  with  most  waters,  if  the  lead 
service-pipe  is  short  and  the  water  remains  in  it  only  a  short  time  — 
say,  never  longer  than  twelve  hours.  The  water  of  Ancient  Rome  was 
distributed  by  lead  pipes,  and  in  most  large  modern  cities  in  America 
the  usual  service-pipes  for  domestic  supply  are  made  of  lead.  With 
smface  water,  such  as  used  in  Boston,  the  lead  service-pipes  are  soon 
coated  on  the  inside  with  a  brown  layer  of  organic  matter,  under  which 
a  coating  of  carbonate  of  lead  occurs.  After  these  layers  have  been 
formed,  the  water  has  no  further  appreciable  effect  on  the  lead  pipe.* 
It  is  a  good  precaution  to  waste  the  water  that  has  stood  in  a  lead  or 
lead-lined  pipe  over  night. 

463.  Tin-lined  lead  pipes  have  been  used  to  some  extent  in  Provi- 
dence, R.  I.,  and  in  other  cities.  While  the  tin  coating  protects  the 
lead  at  first,  a  chemical  or  galvanic  action  is  said  to  occur  soon  be- 
tween the  two  metals,  and  tends  to  destroy  one  or  the  other.  The 
tin  lining  is  apt  to  be  broken  at  the  joints.  The  advantage  of  using 
these  pipes  is  more  than  offset  by  the  objections  just  mentioned,  and 
by  the  higher  price. 

464.  Wrought  Iron  Pipes,  —  Service-connections  larger  than  1| 
inches  in  diameter  are  usually  made  with  wrought  iron  pipes.  Gal- 
vanized pipe  has,  probably,  been  used  more  extensively  for  this  purpose 
than  any  other  kind  of  wrought  iron  pipe.  These  pipes  are  made  by 
giving  them  a  bath  in  acid,  and  then  dipping  them  in  melted  zinc. 
The  coating  thus  formed  is  not  always  perfect,  but,  even  when  it  is, 
the  zinc  becomes  corroded  in  time.  Prof.  W.  R.  Nichols  f  says  about 
this  kind  of  pipe:  **When  the  pipes  are  exposed  to  the  action  of  the 
water,  corrosion  begins  at  once.  At  first,  this  action  is  on  the  zinc 
alone,  provided  the  original  iron  was  free  from  rust,  and  the  treatment 
of  the  zinc  thorough,  but,  after  a  time,  the  zinc  which  remains  will 
cease  to  protect  the  iron  and  iron  rust  will  begin  to  form.  As  regards 
this  action,  it  is  simply  a  question  of  time." 

According  to  W.  H.  Richards,^  a  §-inch  galvanized  pipe  will  clog 
in  from  5  to  15  years,  except  with  special  waters,  when  it  may  Iqst 


*  The  Sanitary  Engineer^  December  6,  1883,  p.  13. 

t  "Water  Supply,"  by  Prof.  W.  R.  Nichols,  p.  214. 

X  Jour.  New  England  Water  Works  Assoc,  June  19,  1884. 
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longer.  After  fifteen  years'  trial,  the  use  of  galvanized  service-pipes 
was  abandoned  in  Middletown,  Conn.,  in  1884.  As  regards  its  effect 
on  the  health  of  the  consumers,  zinc  pipes  are  more  dangerous  than 
lead  pipes.  In  ordinary  cases,  however,  no  bad  effect  will  result  if  the 
service-pipe  is  of  ordinary  length  and  is  kept  full  of  water. 

Wrought  iron  pipes,  coated  with  a  preparation  of  tar  and  asphalt 
by  some  secret  process,  have  been  used  to  a  limited  extent  for  service- 
pipes.  Enameled  pipes,  coated  at  high  temperature  by  some  patented 
process,  have  also  been  used  for  this  purpose.  A  liquid  enamel  is 
sold  with  these  pipes  for  coating  exposed  ends  and  special  cast- 
ings. As  the  coating  is,  however, 
applied,  in  this  case,  without  any 
heat,  it  is  doubtful  whether  it  will 
furnish  more  than  a  temporary 
protection.  Other  coatings  of  tin, 
rubber,  etc.,  have  been  tried  for 
wrought  iron  pipes  but  have  not 
proved  satisfactory.    Wrought  iron 
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Fig.  259.  —  Lead-lined  Iron  Pipe. 


service-pipes,  lined  with  amalgamated  lead  (Fig.  259  *),  are  also  made. 

465.  Cement-lined  service-pipes  have  been  used  in  several  cities  and 
towns,  especially  in  New  England,  for  about  thirty  years.  In  New 
London,  Connecticut,  such  pipes,  having  an  inner  diameter  of  f ,  1,  and 
11  inches  are  lined  in  the  following  manner.f  Portland  cement  with 
a  small  proportion  of  Rosendale  cement  is  mixed  with  sand  in  the 
proportion  of  one  to  one.  Originally  only  Portland  cement  was  used, 
but  the  addition  of  a  small  amount  of  Rosendale  cement  was  found 
to  give  better  results.  After  being  properly  mixed,  the  cement-mortar 
is  forced  into  the  pipe  by  a  special  press.  Two  cones  having  the  diam- 
eter of  the  finished  bore  are  then  drawn  through  the  pipe,  pressing 
the  mortar  to  the  side.  The  pipes,  after  being  lined  in  this  manner, 
are  laid  carefully  aside,  until  the  cement  has  set,  when  liquid  grout 
is  poured  through  the  pipes  to  fill  any  holes  that  may  exist  in  the 
cement  lining.  By  this  process,  a  1-inch  pipe  is  made  into  a  f-inch 
cement-lined  pipe,  at  a  cost  of  about  two  cents  per  lineal  foot.  This  kind 
of  pipe  is,  next  to  lead,  the  best  kind  that  can  be  used  for  service-pipes. 

A  serious  objection  to  all  kinds  of  coated  wrought  iron  pipes  is  the 
fact  that  they  are  apt  to  rust  where  they  are  cut,  the  rust  accumulating 
in  the  fittings  and  special  castings.  Brass  cocks  and  fittings  appear 
to  have  an  affinity  for  rust,  and  are  often  completely  obstructed  in 
this  manner. 


*  Manufactured  by  the  Lead-lined  Iron  Pipe  Co.,  Wakefield,  Mass. 
t  Jour.  New  England  Water  Works  Assoc.,  June  19,  1884. 
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466.  Vegetable  and  animal  growths  occur  for  a  distance  of  one  or 
two  miles  from  the  inlet  in  all  aqueducts  and  pipe-lines  that  convey 
surface  water.  Beyond  this  distance  the  growths  are  less  extensive. 
The  principal  growth  is  generally  Polyzoa,  which  hold  diatoms  and 
other  organisms,  together  with  much  amorphous  matter.  When  the 
aqueduct  is  empty,  the  coating  on  its  inner  surface  appears  as  dark 
brown  slime,  not  over  ^  inch  thick,  but  as  soon  as  water  fills  the 
conduit  again,  tentacles  from  these  growths  float  in  the  water  and 
extend  about  J  inch  from  the  surface.  The  capacity  of  an  ordinary 
masonry  aqueduct  is  reduced  in  this  manner  about  10-14  per  cent 
in  7  or  8  months,  but  most  of  its  original  capacity  is  recovered,  when 
the  slimy  coating  has  been  removed. 

In  the  brick-Uned  Cochituate  aqueduct  of  Boston,  Mass.,  growths 
of  spongilla  occur,  if  deposits  of  slime  and  dirt  are  allowed  to  accmnu- 
late.  In  course  of  a  year  or  two,  this  growth  becomes  hard,  and  its 
projections  form  a  serious  impediment  to  the  flow  of  the  water. 

Concrete  conduits  and  cement-lined  pipe  appear  to  be  less  sub- 
jected to  slimy  coatings  than  brick-lined  conduits.  In  twenty  miles 
of  cement-Hned  pipe  in  northern  New  Jersey,  no  growth  or  deposit 
was  found,  when  the  pipe  was  taken  up.*  The  same  condition  was 
found  in  1911  in  the  concrete  aqueduct  of  Jersey  City,  which  had 
been  8  years  in  service. 

Vegetable  and  animal  growths  thrive  also  on  the  sides  of  open 
canals,  t  and  reduce  their  discharging  capacity  considerably. 

467.  Cleaning  Aqueducts.  —  Whenever  possible,  aqueducts  should 
be  inspected  and  cleaned  at  least  once  each  year.  In  the  Boston 
aqueducts  the  slimy  coating  on  the  sides  and  arch  is  removed  once 
or  twice  per  annum  by  means  of  water  and  hand  brooms,  or  by  water 
under  a  pressure  of  about  200  lbs.  per  square  inch  which  is  discharged 
by  a  gasoUne  power-sprayer  against  the  inner  surface  of  the  conduit. 
The  latter  method  is  said  to  be  the  more  economical  of  the  two.  The 
bottom  of  the  aqueduct  is  cleaned  by  means  of  push-brooms,  operated 
by  hand. 

*  "Water  Works  Handbook,''  by  Flinn,  Weston,  and  Bogert,  p.  291. 
t  Trails.  Am.  Soc.  C.  E.,  1911,  LXXI,  p.  186. 
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468.  Mechanical  Cleaning  of  Water  Mains.  —  As  explained  on 
page  461,  the  capacity  of  most  wat«r  mains  is  gradually  reduced  by 
tuberculation,  the  degree  to  which  this  takes  place  depending  upon 
the  character  of  the  water.  Various  machines  have  been  used  abroad 
for  cleaning  the  water  mains,  but  it  is  only  in  recent  years  that  auch 
contrivances  have  been  used  in  America.  Considerable  experience  is 
necessary  in  the  design  and  construction  of  mechanical  cleaners  and 
in  using  them.  The  cleaning  of  water  mains  should  be  given  out  to 
contractors  who  have  had  special  experience  in  this  class  of  work. 

469.  Pipe  Cleaning  Machines.  —  Two  types  of  pipe  cleaning  ma- 
chines are  used  in  the  United  States.     The  machine  shown  in  F^. 


Fio.  260a.  —  Turbine  Pipe  Cleaning  Machine. 

260  is  the  Hill-Hodgman  water  propelled  machine,  and  that  shown  in 
Fig.  260a  is  a  turbine  type  of  cleaner,  patented  by  a  German.* 

The  former  machine  is  composed  of  a  series  of  heads,  flexibly  con- 
nected, and  carrying  resilient  springs,  to  which  are  fastened  cutting 
and  scraping  members  that  conform  to  the  inner  surface  of  the  pipe. 
The  springs  are  provided  with  wheels,  which  effectually  prevent  the 
abrading  of  the  tar  coating  of  the  pipe  by  the  scrapers.  The  machine 
is  propelled  through  the  water  main  by  means  of  a  double  piston  in 
the  rear,  which  is  so  constructed  that  the  flow  is  under  the  control 
of  the  operator.  On  account  of  the  practice  in  this  country  of  allow- 
ing corporation-cocks  to  project  into  a  main,  it  is  necessary  to  so 
design   cleaning  machines   that  they  will   not  injure  or   disturb  the 

•  The  United  States  patenta  for  both  of  these  machines  are  owned  by  the  National 
Water  Main  Qeaning  Co.,  New  York. 
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corporation-cocks,  while  thoroughly  removing  the  incrustation  about 
tbem.     This  machine  is  designed  to  operate  in  this  manner. 

The  turbine  type  of  cleaner  coiKists  of  a  cutting  head  which  is 
rapidly  revolved  in  the  pipe  by  means  of  a  water  turbine,  attached 
to  the  rear  of  the  cutter-head.  In  order  to  secure  the  full  effect  of 
the  water  passing  through  the  main,  flexible  cups  are  provided  as 
shown,  and  these  conform  to  the  inner  surface  of  the  main.  The 
rate  of  travel  of  this  machine  is  governed  by  means  of  a  cable  placed 
at  the  rear  of  the  machine.  When  systematic  cleaning  of  water  mains 
.  is  to  he  done,  it  is  desirable  to  install  special  fittings  called  hatch- 
boxes.  They  should  be  placed  in  the  mains  at  convenient  intervals, 
in  manholes,  if  possible,  so  that  access  may  be  bad  to  them  without 
having  to  dig  or  excavate  in  the  street  to  the  pipe.  Fig.  261  shows 
the  Empire  Halck-Box,  which  is  caulked  into  the  main  and  becomes 
part  of  it.  The  cover  is  bolted  and  leaded  to  the  box,  and  the  box  is 
so  designed  that  the  cleaning  apparatus  can  be  inserted  in  the  main 
without  difficulty.     With  the  Hill-Hodgman  machine,  this  hatch-box 


F]a.  261.  — Empire  Hatch-box. 

suffices,  but  with  the  turbine  type  of  machine,  involving  the  use  of  a 
cable,  it  is  necessary  to  provide  the  cover  of  the  hatch-box  with  a 
stuffing-box  and  pulley  for  feeding  the  cable  into  the  main.  In  par- 
ticularly bad  cases,  when  conditions  do  not  warrant  the  use  of  a  water- 
propelled  machine,  a  special  machine,  drawn  by  means  of  a  cable, 
is  used.  In  this  case  a  preliminary  operation  is  necessary,  in  order  to 
get  the  cable  through  the  main. 

470.  The  process  of  cleaning  mains,  as  carried  on  in  the  United 
States,  is  performed  as  follows: 

The  main  is  opened  up  in  two  places,  where  it  has  been  exposed  by 
excavating  down  to  it.  The  distances  between  these  cuts  in  the  main 
vary  according  to  its  diameter,  the  pressure  maintained,  and  the  nature 
of  the  incrustation.  It  will,  therefore,  be  seen  that  experience  is  neces- 
sary in  order  to  decide  upon  these  distances,  so  that  the  work  can  be 
carried  on  economically.  Where  there  is  sufficient  water  pressure, 
and  the  condition  of  the  interior  of  the  main  warrants  it,  water-pro- 
pelled machines  are  used.     If  hatch-boxes  are  installed|  it  is  only 
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necessary  to  remove  the  cover,  insert  the  machine,  replace  the  coveat, 
and  turn  on  the  proper  amount  of  water  to  give  the  machine  the 
proper  rate  of  travel  through  the  main.  When  water  pressure  cannot 
be  used,  a  cable  is  passed  through  the  main  by  means  of  a  special 
carrier,  and  after  it  has  passed  through  the  main,  a  machine  is  attached 
to  it  and  inserted  into  the  pipe-line  through  the  hatch-box.  The  cover 
is  then  replaced,  the  proper  amount  of  water  is  turned  on,  and  the 
machine  is  pulled  through  the  water  main  by  means  of  a  windlass. 
Whether  the  pipe  cleaner  is  propelled  by  water  or  drawn  by  cable, 
a  certain  quantity  of  water  is  allowed  to  pass  the  machine  in  order  . 
to  carry  ahead  of  it  the  dirt  and  incrustation  which  has  been  cut  and 
ground  up  by  the  machine.  The  water  with  this  sediment  and  cleaners 
is  carried  to   the  surface  of  the  street  through  a  Tiser-pipe.     After 


Fig.  262.  —  Effects  of  Cleaning  Water  Mains. 

the  machine  has  passed  through  the  main,  the  water  is  shut  off,  the 
riser-pipe  is  removed  and  the  main  at  that  point  is  reconnected. 

Fig.  262  illustrates  the  effects  of  cleaning  water  mains  by  means  of 
a  machine. 

Many  unexpected  difBculties  are  encountered  in  cleaning  water 
mains  and  cause  delay  and  trouble.  In  extremely  bad  cases,  small 
mains  have  to  be  opened  at  points  as  close  together  as  100  feet.  Owing 
to  the  carelessness  in  the  original  laying  of  the  pipes,  lumps  of  lead 
may  have  entered  the  pipes  at  a  joint  which  may  be  large  enough  to 
prevent  the  passage  of  the  cleaner,  and  may  necessitate  an  extra  cut. 
Water  departments  are  often  not  sure  of  the  location  of  the  pipe  and 
of  the  valves  and  special  iittings.  This  may  cause  loss  of  time  and 
extra  excavation.  Lack  of  knowledge  of  the  condition  and  position 
of  valves  often  makes  a  complete  shut-ofE  impossible,  until  the  neces- 
sary information  is  acquired  at  considerable  expense  and  trouble. 
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471.  Thawing  Frozen  Mains.  —  Where  frost  occurs,  the  water 
mains  should  be  laid  below  the  deepest  frost  line,  to  prevent  the  water 
in  them  from  freezing  in  cold  weather.  The  depth  to  which  the  pipes 
should  be  laid  varies  from  4  to  7  feet  in  different  parts  of  the  United 
States.  The  danger  of  the  pipes  becoming  frozen  is  especially  great 
at  dead-ends  where  there  is  no  circulation.  Pipes  covered  with  a  rock 
fill  and  surrounded,  more  or  less,  by  air  are  less  apt  to  freeze  than 
pipes  laid  in  wet  ground.  When  a  pipe  has  become  frozen,  it  can 
be  thawed  either  by  steam  or  by  electricity. 

472.  Steam  Thawing.  —  The  manner  of  thawing  a  frozen  pipe  by 
steam  adopted  by  G.  P.  Pruett,  City  Engineer  of  Miles  City,  Mon- 
tana, in  the  severe  winter  of  1915-16  was  as  follows:  * 

"  Holes  were  first  driven  down  to  the  pipe,  about  20  ft.  apart,  by  means 
of  1-in.  drills,  which  were  pounded  down  with  a  sledge  hammer.  Steam 
was  shot  into  these  holes  until  the  frost  was  drawn,  and  then  the  pipe 
was  uncovered  at  these  holes  in  sections  of  about  5  ft.  Short  pieces 
of  pipe  were  worked  along  the  top  of  the  water  pipe  and  thoroughly 
steamed  from  one  hole  to  the  next.  The  main  was  tapped  to  locate 
the  frozen  section,  which  was  about  100  ft.  long,  and  the  steaming 
process  was  continued,  from  hole  to  hole,  until  the  main  was  opened. 
The  pipe  did  not  break  and  gave  no  further  trouble  from  freezing, 
although  the  frost  was  below  the  main,  before  it  was  steamed.*' 

473.  Electric  Thavnng.  —  In  March,  1912,  the  New  York  Edison 
Company  f  thawed  out  by  electricity  a  6-in.  cast  iron  main,  1700  ft. 
long,  which  supplies  a  large  hospital  on  Brother  Island,  in  New  York 
City.  When  the  Company  began  operations,  the  pipe  had  been  frozen 
for  a  month,  all  attempts  to  thaw  it  out  by  steam  having  failed.  Four, 
and  later  six,  transformers  for  2000  to  200  volts  were  used.  The  pipe 
was  cut  on  both  shores  and  a  current  of  800  amperes  was  turned  on, 
a  water  pressure  of  80  lbs.  being  maintained  on  the  island  end  of  the 
pipe  by  electric  pumping,  to  assist  in  forcing  out  the  ice.  The  current 
acting  on  the  pipe  was  maintained  for  five  days,  being  gradually  in- 
creased to  1800  amperes  at  about  400  volts.    On  the  fifth  day  the 

*  Engineering  and  Contractingf  1916,  XLV,  p.  437. 
t  Edison  Monthly^  April,  1912. 
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water  began  gradually  to  flow,  and  the  pipe  was  soon  free  of  ice.  As 
the  cold  salt  water  absorbed  much  of  the  heat  from  the  {npe,  it  re- 
quired thirty-six  times  as  much  heat  to  tliaw  out  the  pipe  as  would 
be  required  to  mdt  an  equal  quantity  of  ice  on  land. 

474.  Frozen  hydrants  cause  much  trouble  in  cold  climates.  The 
trouble  is  generally  caused  by  improper  drainage,  or  by  the  branch 
pipe  —  which  forms  a  dead  end  —  not  being  laid  de^  enou^.  The 
hydrants  are  usually  thawed  out  by  means  of  a  portable  boiler,  hooked 
directly  onto  the  nozzle,  with  a  cap,  tapped  and  connected  with  the 
steam  hose.  A  steam  pressure  of  about  50  lbs.  per  square  inch  will 
usually  do  the  work.  The  hydrant  is  kept  closed  and  the  drain  valve 
is  opened,  so  as  to  heat  the  hydrant  and,  also,  the  surrounding  ground. 
In  ordinary  cases  the  hydrant  may  be  thawed  out  in  ten  minutes  at 
a  trifling  cost.  If  a  rainstorm  occurs,  just  before  the  freezing  weather 
begins,  the  frost  will  penetrate  deeper  than  it  generally  does,  as  the 
ground  will  be  full  of  water.  Hydrants  or  their  branch-pipes,  which 
ordinarily  caused  no  trouble,  may  imder  such  circiunstances  become 
frozen. 

476.  Thawing  Frozen  Service-pipes  by  Electricity.  —  If  service-pipes 
are  not  laid  below  the  deepest  frost-line,  the  water  in  them  may  freeze 
in  winter,  thus  cutting  off  the  supply.  Formerly  the  pipes  were  thawed 
by  steam,  after  they  had  been  partially  or  entirely  exposed,  but  this  can 
be  done  more  expeditiously  and  economically  by  means  of  electricity. 
In  the  severe  winter  of  1915-16  about  10  per  cent  of  the  service-pipes 
in  Miles  City,  Montana,  were  frozen  between  the  mains  and  the  base- 
ments of  the  houses,  the  trouble  occurring  principally  at  the  goosenecks 
and  at  the  curb-boxes.  The  manner  in  which  the  pipes  were  thawed 
is  described  by  G.  C.  Pruett,  the  City  Engineer  of  Miles  City,  as 
follows:* 

"The  frost  was  so  deep  and  so  hard  that  an  attempt  to  expose 
the  pipe  by  digging  down  to  it  meant  considerable  delay  in  re-estab- 
lishing the  service.  For  that  reason  the  city  purchased  the  necessary 
equipment,  which  consisted  of  one  1100  to  50-volt  transformer,  cable, 
meter  switches,  choke-coil,  etc.,  and  constructed  an  electric  thawing 
apparatus.  The  whole  equipment  was  placed  on  a  trailer  and  pulled 
by  a  Ford  roadster.  In  thawing,  connection  was  made  with  the  electric 
mains,  the  current  was  stepped  down  to  50  volts,  and  connections  were 
made  to  the  house  water  system  and  the  nearest  fire  hydrant.  The 
amount  of  current  was  controlled  by  the  choke-coil  and  checked  by 
an  ammeter  in  the  thawing  circuit.  For  f-in.  services  the  current 
was  not  allowed  to  exceed  150  amperes,  and  at  this  rate  a  service, 

*  Engineering  and  Contracting ^  1916,  XLV,  p.  437. 
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which  had  not  been  frozen  more  than  a  day,  was  thawed  in  about 
20  or  30  minutes,  although  in  some  cases  one  to  three  hours'  time  was 
required.  With  that  amount  of  current,  it  was  impossible  to  thaw 
frozen  goosenecks.  These  were  thawed  by  digging  them  up  or  by 
using  a  portable  steam  rig. 

"The  reason  for  limiting  the  current  to  150  amperes  was  because 
by  trial  this  was  found  to  be  the  maximum  which  could  be  success- 
fully used,  without  danger  of  causing  the  pipe  or  gooseneck  to  burst. 
Heavier  currents  melted  the  wiping  between  the  lead  and  brass  or 
heated  the  pipe  so  quickly  as  to  cause  it  to  break.  After  a  little 
experimenting,  only  one  connection  in  about  100  thawed  was  broken. 

"The  charge  made  for  thawing  was  $5  per  hour  or  connection  and 
$5  for  each  hour  after  the  first,  i.e.,  the  minimum  charge  was  $5.  This 
only  covered  the  rent  of  the  rig  and  three  men  to  handle  it,  who  were 
employees  of  the  City  Light  Department.  In  addition  to  this,  the 
consumer  was  required  to  have  a  plumber,  to  take  care  of  any  pipe 
work  and  to  look  after  leaks,  in  case  they  should  develop." 


CHAPTER  XXV 

LEAKAGE  FROM  AQUEDUCTS,  MAINS,  AND 

SERVICE-PIPES 

476.  Leakage  from  Aqueducts.  —  A  certain  amount  of  leakage, 
outward  or  inward,  occurs  in  all  masonry  conduits.  If  the  ground 
water  is  of  good  quality  and  under  a  greater  head  than  the  water  in 
the  aqueduct,  it  should  be  admitted  freely  into  the  conduit  through 
weepers  —  small  openings  provided  for  this  purpose  at  regular  inter- 
vals,—  as  it  increases  the  supply.  The  quantity  of  ground  water 
that  enters  the  first  25  miles  of  the  new  Croton  aqueduct  (p.  277) 
is  estimated  roughly  at  about  4,000,000  gallons  per  day.  In  7  miles 
of  this  aqueduct,  which  is  under  a  pressure  of  about  130  ft.,  the  out- 
ward leakage  amounts  to  about  32,100  gallons  per  day  per  mile.  If 
the  ground  water  is  of  bad  quality,  it  must  be  excluded  from  an  aque- 
duct, by  making  the  masonry  as  water-tight  as  possible  and  by  lining 
it  at  places,  where  the  ground  water  is  under  great  pressure,  with 
metal  —  usually  cast  iron  or  steel. 

The  outward  leakage  from  well  constructed  gravity  conduits  is 
not  apt  to  be  very  large  and  diminishes  gradually  by  silting.  In 
pressure-aqueducts,  however,  the  outward  leakage  may  be  large,  and 
every  possible  means  should  be  taken  to  reduce  it  to  a  minimum. 
This  is  generally  accomplished  by  forcing  gi-out  under  pressure  into 
all  fissures  and  seams  from  which  water  flows  into  the  aqueduct.  In 
the  pressure  tunnel  of  the  Catskill  aqueduct  (p.  306),  which  was  driven 
1100  ft.  under  the  Hudson  River,  leaks  into  the  tunnel  were  stopped 
by  grouting  under  a  pressure  of  300  lbs.  per  square  inch.  In  the  city 
tunnel  of  the  same  aqueduct,  which  was  driven  200  to  750  ft.  below 
the  surface,  a  copper  lining  was  placed  inside  of  the  concrete  lining 
for  a  distance  of  about  1500  ft.  At  this  place  the  aqueduct  is  circular 
with  a  diameter  of  12  ft. 

In  the  Jersey  City  conduit,  which  is  Uned  with  concrete  and  has 
an  inner  diameter  of  8.5  ft.,  the  inward  leakage  on  one  of  the  sections, 
of  which  1600  ft.  was  in  tunnel  in  shale  and  sandstone,  amounted 
during  the  construction  to  about  154,000  gals,  per  day  per  mile. 

In  the  land  tunnel  of  the  Cincinnati  Water  Works,*  the  leakage 

inward  was  at  first  at  the  rate  of  3400  gals,  per  dary  per  mile,  but  thi? 

*  "Water  Works  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  298. 
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increased  in  eight  months  to  about  5800  gallons  per  day  per  mile. 
The  maximmn  leakage,  concentrated  into  1100  ft.  of  tunnel,  amounted 
to  a  rate  of  117,500  gals,  per  day,  per  mile  imder  a  head  estimated 
at  about  75  ft.  The  maximum  outward  leakage  under  a  head  of  34  ft. 
was  14,000  gallons  per  day  for  the  whole  tunnel,  which  had  a  length 
of  1500  ft.  and  a  diameter  of  10  ft.,  and  for  the  wet  stretch  it 
amounted  to  290,000  gals,  per  day  per  mile.  This  tunnel  was  driven 
through  very  tight  rock,  only  5  per  cent  of  which  was  wet. 

477.  Leaky  Mains  and  Service-pipes.  —  A  large  part  of  the  water 
unaccounted  for  in  water  works  is  due  to  leaky  mains  and  service-pipes. 
Emil  Kuichling  estimated  the  probable  loss  per  second  by  leakage 
in  a  well  constructed  pipe  system  as  follows:*  One  drop  from  each 
pipe-joint,  5  drops  from  each  hydrant  or  gate-valve,  and  3  drops  from 
each  service-pipe.  Estimating  a  leakage  of  1  drop  per  second  equal 
to  3  gallons  per  day,  Kuichling  figured  the  average  daily  loss  by 
leakage  at  about  2500  to  3000  gallons  per  mile.  This  estimate  does 
not,  however,  take  into  account  the  fact  that  more  leakage  is  to  be 
expected  from  large  pipe-joints  than  from  small  ones. 

G.  E.  Bradbury  made  some  tests,  to  ascertain  the  loss  of  water  in 
the  mains  of  Akron,  Ohio,  and  collected  data  bearing  upon  this  sub- 
ject for  other  towns.f  He  recommended  that  this  source  of  loss  should 
be  given  per  mile  of  water  main  per  inch  of  diameter,  or  per  lineal 
foot  of  lead  joints,  instead  of  being  given  as  a  percentage  of  the  total 
supply  or  as  a  leakage  per  capita.  In  the  specifications  for  laying 
additional  pipes  for  improving  the  Akron  Water  Works,  the  per- 
missible daily  leakage  was  limited  to  200  gals,  per  inch-mile  of  pipe, 
which  was  about  equivalent  to  1.6  gals,  per  foot  of  lead  joint.  The 
results  obtained  by  careful  tests  made  of  these  pipes,  after  they  were 
laid,  are  given  by  Mr.  Bradbury  as  follows:! 

*  Trans.  Am.  Soc.  C.  E.,  1897,  XXXVIII,  p.  18. 

t  Proa  Ohio  Engineering  Soc,  Jan.  25, 1912,  also  Eng.  Record,  Feb.  3, 1912,  p.  138. 
t  Jour.  New  England  Water  Works  Assoc,  1914,  XXVIII,  p.  319,  also  Eng.  News, 
Oct.  8,  1914,  p.  725. 
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TABLE  LVllI.— TESTS  OF  PIPES  LAID   IN   AKRON,   OHIO 

Pressure  from  66  to  152  lbs.  ixjr  sci.  in. 

1.   I^id  by  contract 


Siae  of  pipe, 
inchen 

I^nj^h,  feet 

Daily  leakage  per  inch- 
mile,  i^lons 

Number  of  testa 

4 

717 

23 

1 

6 

31,066 

66 

34 

8 

6,882 

42 

6 

10 

5,123 

81 

5 

12 

9,704 

102 

8 

16 

8,792 

135 

11 

20 

8,389 

69 

10 

24 

3,358 

69 

3 

30 

14,445 

82 

8 

88,476 

83 . 4  average 

86 

=  16.76  miles 

2.  Laid  by  superintendent  of  water  works 

6 

8 

10 

37,524 
6,509 
2,850 

59 

63 

133 

32 
5 
1 

46,883 
=  8.9  miles 

61 . 7  average 

38 

The  figures  given  are  probably  high,  as  they  include  all  leakage 
that  may  have  occurred  through  gates,  as  well  as  actual  loss. 

Based  upon  the  above  tests,  Mr.  Bradbury  recommends  that  all 
pipes  be  tested  by  hydraulic  pressure  before  being  covered,  and  that 
the  allowable  leakage  for  new  cast  iron  water  pipes  be  limited  to  an 
average  of  100  gallons  per  mile  per  inch  of  diameter  for  each  com- 
plete contract  or  district,  with  a  maximum  limit  of  200  gals,  per  mile 
per  inch  of  diameter  not  to  be  exceeded  in  any  single  tests. 

In  connection  with  the  water  purification  works  of  Columbus,  Ohio, 
about  19,000  lineal  ft.  of  24,  30,  and  36  ins.  cast  iron  pipes  were  laid. 
According  to  the  specifications,  the  pipes  were  to  be  tested,  after  being 
laid,  under  a  pressure  of  110  lbs.  per  square  inch,  and  the  allowable 
leakage  was  limited  to  the  following  quantities: 


Diameter  of 
pipe 

Allowable  leakage 

per  lineal  foot  of 

pipe  per  hours, 

gals. 

20 
24 
36 

0.08 
0.10 
0.15 
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The  results  of  the  tests  for  leakage  made  on  these  pipes  were  as 
follows: 

TABLE  LIX.  —  LEAKAGE  TESTS  ON  WATER  MAINS  AT 

COLUMBUS,  OHIO  * 


Diameter  of  pipe, 

Length  of  pipe, 
feet 

Joints 

Total  length  of 
joints,  feet 

inches 

Number 

Length  per  joint, 
feet 

36 
24 
30 

36 
36 
36 

2046 
81 
54 

2181 

4195 
4275 
8470 

228 
19 
11 

360 
379 
739 

9.425 
6.283 
5.236 

9.425 
9.425 
9.425 

2149 
119 

58 

2326 

3393 
3572 
6963 

*  Eng.  Record,  April  20,  1912,  p.  432. 


TABLE  LX. - 

-  MEASURED 

LEAKAGE 

IN  GALLONS 

Total  per 
hour 

Gallons  per  hour 

per  lineal  foot 

of  joint 

Gallons  per  hour 

per  lineal  foot 

of  pipe 

Gallons  per  24 

hours  per  mile 

of  pipe 

Gallons  per  24 

hours  per  inch 

diameter  per 

mile  of  pipe 

Pressure  in 

pounds  per 

square  inch 

330 

0.142 
0.132 
0.160 
0.146 

117 

447 

571 

1018 

0.107 

0.134 
0.120 

13,500 
16,900 
15,200 

375 
469 
422 

110 
110 
110 

The  average  measured  leakage  on  two  of  the  36-in.  pipe-lines,  under 
110  lbs.  pressure,  was  422  gals,  per  24  hours  per  inch  diameter  per 
mile  of  pipe,  whereas  the  specifications  permitted  a  corresponding 
maximum  leakage  of  528  gallons. 

Careful  tests  have  been  made  for  a  number  of  years  of  the  leakage 
in  the  pipe  system  of  Washington,  D.  C.  The  results  of  these  tests 
were  as  follows: 

TABLE  LXI.  —  UNDERGROUND  LEAKAGE  IN  PIPE  SYSTEM 

OF  WASHINGTON,   D.   C. 


Year 


1908 
1909 
1910 
1911 
1912 
1913 


Total  leakage,  gallons  per  day 


4,243,900 
6,657,635 
6,364,000 
6,921,916 
5,115,320 
4,196,070 


Leakage  from  joints  in  mains. 

Per  cent  of  total  leakage 

gallons  per  day 

found  in  joints 

1,013,900 

24.0 

1,345,620 

20.2 

1,034,000 

16.2 

2,562,461 

37.1 

746,305 

14.6 

962,310 

23.0 

Average 

23 
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Dexter  Brackett  gives  the  following  leakage  in  the  pipe  system  of 
Boston  and  of  the  Metropolitan  Water  Works,  according  to  tests  made 
in  1894-1900,  soon  after  the  pipes  were  laid. 


TABLE  LXII.  — LEAKAGE  IN  WATER  PIPES  OF  BOSTON  AND 
(OF  THE  METROPOLITAN  WATER  WORKS,   1894-1900 


Diameter 

• 

Sum  of  lengths  tested 

Average  leakage  per 

lin.  ft.  of  pipe,  gallons 

per  24  hours 

Average  leakage  per 
lin.  ft.  of  lead  joint, 
gallons  per  24  hours 

inches 

Feet 

Miles 

48 
42 
36 
30 
24 
20 
16 

116,563 
11,744 
25,663 
7,287 
20,553 
40,231 
49,903 

22.0 
2.2 
4.9 
1.4 
3.9 
7.6 
9.4 

3.7 
2.5 
2.9 
0.6 
2.1 
3.6 
1.9 

3.16 
2.43 
3.19 
0.81 
3.44 
7.00 
4.65 

The  total  length  of  the  different  sizes  tested  was  271,944  ft.  and  the 
average  leakage  per  linear  foot  of  lead  joint  per  24  hours  was  3  gals. 


CHAPTER  XXVI 
DURABILITY  OF  WOODEN  AND   METAL  PIPES 

478.  Maintenance  of  Wood  Pipes.  —  Lines  of  wood  pipe  should 
be  frequently  inspected,  to  discover  any  leaks  that  may  occur  and  to 
make  the  necessary  repairs.  If  the  leakage  is  allowed  to  continue 
and  the  water  carries  sand  or  grit,  it  may  cut  through  one  or  more 
of  the  bands  and  necessitate  extensive  repairs.  Small  leaks  in  the 
joints  of  the  pipe  are  usually  stopped  by  driving  in  wooden  wedges. 
When  the  leaks  occur  in  the  wooden  couplings  of  machine-banded 
pipe,  the  wedges  should  be  driven  into  the  staves  of  the  coupling 
sleeve  and  not  between  them  and  the  pipe. 

The  maintenance  of  a  continuous  stave-pipe  is  not  difficult.  Occa- 
sionally staves  or  portions  of  them  have  to  be  replaced.  This  can 
be  done  by  removing  a  few  bands,  putting  in  new  staves  or  parts  of 
staves,  where  required,  and  rebanding  the  pipe  at  the  place  in  ques- 
tion. Stave-pipes  are  sometimes  injured  by  roots  of  trees,  especially 
of  willows,  growing  to  the  pipe.  Such  trees,  etc.,  should  be  removed. 
If  the  pipe  is  exposed  and  supported  by  cradles,  the  latter  must  be 
kept  in  good  condition,  to  prevent  the  pipe  from  settling.  Weeds 
must  not  be  allowed  to  grow  near  the  pipe  as  they  may  catch  fire  and 
injure  or  destroy  the  pipe. 

479.  Durability  of  Wood-stave  Pipe.  —  If  made  of  good  material, 
covered  with  compact,  water-tight  earth  that  is  free  of  alkali  or  organic 
matter,  and  kept  practically  constantly  saturated  with  water  under 
a  head  of  25  ft.  or  more,  wood-stave  pipe  will  last  40  to  50  years. 
In  porous  or  alkaline  soil,  or  where  the  wood  is  not  kept  saturated, 
either  on  account  of  a  low  head,  or  because  the  pipe  is  empty  for  a 
considerable  time,  the  life  of  the  pipe  may  not  be  more  than  10  to 
20  years.  Under  these  conditions  the  bands  will  give  out  first,  and  by 
renewing  them  the  life  of  the  pipe  may  be  prolonged.  Exposed  wood- 
stave  pipes,  resting  on  cradles  and  kept  constantly  saturated,  will  last 
on  an  average  about  25  to  30  years,  depending  upon  climatic  conditions. 

The  average  duration  of  wood  pipe  of  various  kinds,  made  from 
different  kinds  of  wood,  has  recently  been  carefully  investigated  by 
D.  C.  Henny,  Consulting  Engineer  of  the  U.  S.  Reclamation  Service.* 

*  Reclamation  Record^  Aug.,  1915,  p.  354. 
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The  conclusions  at  which  he  arrived,  as  regards  the  relative  life  or 
fir  and  redwood  in  pipe,  are  as  follows: 

"(a)  Under  favorable  conditions  of  complete  saturation,  fir,  well 
coated,  may  have  the  same  life  as  redwood  uncoated. 

'*  (b)  Either  kind  of  pipe  will  have  a  longer  life  if  well  buried  in  tight 
soil  than  if  exposed  to  the  atmosphere.  Such  life  may  be  very  long, 
30  years  and  over,  if  a  high,  steady  pressure  is  maintained. 

"(c)  Either  kind  of  pipe  will  have  a  longer  life  if  exposed  to  the 
atmosphere  than  if  buried  in  open  soil,  such  as  sand  and  gravel  and 
volcanic  ash,  provided  in  hot  and  dry  climate  it  is  shaded  from  tho 
sun. 

"(d)  Under  questionable  conditions,  such  as  light  pressure  or  par- 
tially filled  pipe,  fir,  even  if  well  coated,  may  have  only  from  one- 
third  to  one-half  the  life  of  redwood. 

"  {e)  Under  light  pressure  the  use  of  bastard  staves  in  fir  pipe  should 
be  avoided. 

"  (/)  The  use  of  wooden  sleeves  in  connection  with  wire-wound  pipe 
is  objectionable  and  has  caused  endless  trouble  and  expense.  It  is 
possible  that  the  objection  may  be  partially  overcome  by  dipping  ends 
of  sleeves  in  creosote  and  by  applying  a  heavy  coating  of  tar  to 
the  ends  of  the  sleeves.  Saturation  of  sleeve  wood  will  never  be  as 
perfect,  however,  as  of  the  straight  pipe,  and  full  creosote  treatment 
of  the  wood,  or  else  some  form  of  metal  sleeve,  either  riveted  iron  or 
steel,  heavily  coated,  or  cast  iron,  will  probably  be  well  worth  its  extra 
cost. 

"(gr)  If  wooden  sleeves  are  employed,  they  should  be  provided  at 
least  for  sizes  from  10  inches  up  with  individual  bands,  to  permit  taking 
up  leaks. 

"Pitch  seams  do  not  occur  in  redwood.  In  fir  they  should  be 
distinctly  limited  as  to  size,  frequency,  and  depth.  In  respect  to 
knots,  there  appears  to  be  no  reason  for  making  any  distinction  be- 
tween the  two  classes  of  wood.  Small,  sound  knots,  if  not  passing 
through  the  full  thickness  and  not  occurring  close  to  edges  or  ends, 
might  be  permitted  in  either  wood.  Sap  is  objectionable  and  the 
higher  cost  in  prohibiting  it  entirely,  or  of  putting  narrow  limitations 
on  it,  is  probably  justified  in  both  fir  and  redwood. 

"Wooden  pipe  is  not  suitable  in  cases  where  it  cannot  be  kept  full 
and  under  pressure  during  periods  of  use.  Coating  cannot,  under 
such  conditions,  be  expected  to  afford  protection  against  decay.  Coat- 
ing should  be  continuous  and  heavy,  not  less  than  one-sixteenth  inch, 
to  be  fully  effective,  and  should  preferably  consist  of  more  than  one 
individual  coat  of  a  mixture  of  asphaltum  and  tar,  or  of  an  application 
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of  gas-tar,  followed  by  one  or  more  applications  of  refined  coal-tar. 
Little  experience,  however,  can  be  quoted  in  support  of  all-tar  coating. 
"All  tentative  conclusions  herein  presented  are  necessarily  based 
on  the  limited  data  which  could  be  collected  and  will  imdoubtedly  re- 
quire amendment  as  further  experience  accumulates." 

480.  Durability  of  Cast  Iron  Pipe.  —  The  life  of  a  cast  iron  pipe  de- 
pends upon  the  chemical  composition  of  the  iron  of  which  it  is  made, 
the  nature  of  the  material  with  which  it  is  surrounded,  and  upon  the 
character  of  the  water  passing  through  the  pipe.  Soft  waters,  as  a 
rule,  will  corrode  cast  iron  more  rapidly  than  hard  waters.  If  placed 
to  a  sufiicient  depth  in  fresh  water,  cast  iron  will  rust  slowly;  but  in 
salt  water  it  corrodes  rapidly.  According  to  Mr.  Cavallier,  director 
of  the  foundries  at  Pont-a-Mouson,  France,  small  cast  iron  pipes, 
laid  in  1685  to  supply  the  fountains  of  Versailles,  France,  with  water 
were  found  in  1901  to  be  in  good  condition.*  The  same  authority 
reports  that  a  cast  iron  intake-pipe,  which  was  laid  in  the  Seine  at 
Paris  in  1802,  was  found  to  be  in  good  condition  when  it  was  taken  up 
about  a  century  later.  The  36-in.  mains,  which  were  laid  prior  to  1842 
to  convey  Croton  water  into  the  city  of  New  York,  are  still  in  service 
and  in  good  condition.  These  pipes  were  cast  in  Scotland,  and  were 
given  a  wash  of  lime  as  a  protective  coating.  On  the  other  hand, 
pipes  laid  near  the  river  fronts  of  New  York  in  made-ground,  containing 
ashes,  rubbish,  etc.,  and  exposed  to  sewage  contamination,  will  barely 
last  20  years.  As  a  general  rule,  the  average  life  of  good  cast  iron 
pipes,  properly  coated  with  asphalt  and  placed  in  good  ground,  may 
be  taken  as  75  to  100  years. 

481.  Tuherculation.  —  The  corrosion  caused  on  the  inside  of  a  pipe 
by  the  foreign  substances  contained  in  the  water  differs  somewhat 
from  the  rusting  that  takes  place  on  the  outside  of  the  pipe.  Small 
knobs  or  nodules  are  caused  by  the  chemical  combination  of  the  iron 
with  one  or  more  of  the  substances  in  the  water.  This  action  takes 
place  sooner  in  uncoated  pipes  than  in  those  covered  with  a  suitable 
protective  coating  and,  consequently,  attacks  coated  pipes  at  points 
where  the  coating  is  either  worn  off  or  imperfect.  Tuberculation  is 
caused  by  acids,  particularly  carbonic  acid,  liberated  by  organisms 
present  in  the  water,  by  free  oxygen  and  alkalis;  but  neutral  water 
has  been  found  to  have  the  same  effect.f  Soft  waters,  being  generally 
acid,  cause  this  corrosive  action  more  rapidly  than  hard  waters.  For 
this  reason  surface  waters  generally  cause  more  trouble  from  tubercula- 

*  Jour.  New  England  Water  Works  Assoc,  XVIII,  1904,  p.  219. 
t  Paper  on  Tuberculation  and  the  Flow  of  Water  in  Pipes  by  Nicholas  S.  Hill,  Jr. 
M.  Am.  Soc.  C.  E.,  in  Proc.  Amer.  Water  Works  Assoc,  1907,  p.  371. 
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tion  than  ground  waters.  However,  in  Brooklyn,  N.  Y.,  Welch,  West 
Va.,  and  some  other  places  ground  water  has  caused  much  tubercula- 
tion,  so  that  no  fixed  rule  can  thus  far  be  laid  down  about  this  matter. 
In  some  cases  highly  alkaline  waters  form  a  preliminary  deposit  which 
protects  the  pipe,  in  a  measure,  from  further  action.  After  this 
incrustation  has  reached  a  certain  thickness,  its  further  progress  is 
much  retarded. 

In  pipes  coated  with  asphalt  and  tar  a  very  small  defect  in  the 
coating  is  sufficient  to  allow  a  tubercle  to  start,  and  the  iron  at  this 
spot  becomes  often  so  soft  that  it  can  be  cut  with  a  knife.  A  depres- 
sion is  thus  made  in  which  the  tubercle  is  formed.  The  tubercles  are 
sometimes  as  large  as  1|  to  2  ins.  in  diameter  and  |  to  1  in.  thick. 

Freeland  Howe,  Jr.,  chemist  and  bacteriologist,  has  advanced  the 
following  theory  to  account  for  tuberculation.*  When  the  water  and 
its  contents  are  dissociated  into  their  component  ions,  the  ions  become 
more  active  chemically.  The  weaker  the  solution  is,  the  more  com- 
plete the  dissociation  will  be.  It  is  well  known  that  all  natural 
waters  contain  salts  in  very  weak  solution  and  they  would,  therefore, 
be  expected  to  be  completely  dissociated,  or  nearly  so,  and  hence  very 
active  chemically.  The  action  on  the  pipes  containing  the  water 
depends,  of  course,  upon  the  quality  and  the  quantity  of  the  ions. 
If  this  theory  is  correct,  there  is  practically  no  water  which  will  not 
corrode,  to  some  extent,  that  part  of  the  water  main  which  can  be 
reached  on  account  of  imperfect  coating.  Mr.  Howe  states  that,  in 
general,  ground  waters  affect  all  pipes  more  than  surface  waters  in 
some  ways,  but  that  in  others  they  would  have  less  effect  on  the  ions, 
on  accoimt  of  the  larger  amount  of  salts  which  would  form  protective 
coatings.  These  protective  coatings  are  formed  by  waters  having 
their  sources  in  such  formations  as  limestone,  shale,  and  other  rocks, 
in  which  the  salts  of  calcium  and  magnesium  are  dissolved  by  the 
water. 

482.  Corrosion  of  Wrought  Iron  and  Steel.f  —  Wrought  iron,  when 
protected  against  the  action  of  the  elements,  will  last  for  centuries. 
Pieces  of  wrought  iron,  supposed  to  date  from  periods  of  2000  to 
3000  B.C.,  have  been  found  in  pyramids,  tombs,  ruins,  etc.,  in  Egypt, 
Assyria,  Greece,  etc.  While  some  of  these  specimens  went  to  pieces, 
when  exposed  to  the  air,  there  are  a  number  of  others,  preserved  in 
museums,  that  are  in  a  remarkably  good  condition. 

The  oldest  specimen  of  wrought  iron  is,   probably,  a  piece  about 

*  Jour.  New  England  Water  Works  Assoc,  1908,  XXII,  p.  43. 
t  Paper  by  Emil  Kuichling  in  Jour.  New  England  Water  Works  Assoc.,  1910, 
XXIV,  p.  514. 
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2  X  4  X  I  in.  in  size,  in  the  British  museum,  that  was  discovered  in 
1838  in  an  inner  mortar  joint  of  the  stonework  of  the  great  pyramid 
of  Cheops  at  Gizeh,  Egypt.  It  is  supposed  to  have  been  part  of  a 
mason's  tool. 

A  fragment  of  wrought  iron  was  found  under  the  base  of  the  obelisk, 
which  was  moved  in  1880  from  Alexandria,  Egypt,  to  Central  Park, 
New  York.  On  being  analyzed  it  was  found  to  contain  the  following 
percentages  of  different  elements:  Carbon,  0.521;  silicon,  0.017; 
sulphur,  0.009;  phosphorus,  0.0048;  manganese,  0.116;  nickel,  cobalt, 
and  copper,  together,  0.161;  lime  and  slag,  0.370;  pure  iron,  98.738. 
Its  tensile  strength  was  found  to  be  54,500  lbs.  per  square  inch,  with 
an  elongation  of  14  per  cent.  The  age  of  this  specimen  is  supposed 
to  be  about  2000  years. 

While  the  specimens  of  iron,  mentioned  above,  were  doubtless  well 
protected  against  corrosion,  there  are  examples  of  pieces  of  iron  last- 
ing for  centuries  in  places  where  one  would  expect  them  to  have  been 
destroyed  by  rust. 

Schliemann  found  in  his  excavations  of  ancient  Troy  in  Asia  Minor  and 
of  Mycenae  in  Greece,  a  number  of  wrought  iron  keys,  knives,  etc.,  dating 
from  1400  to  1500  B.C.,  which  were  still  in  a  good  state  of  preservation. 

Wrought  iron  pipes  f  in.  and  1  in.  in  diameter  have  been  laid  in 
many  cities  in  all  kinds  of  soil,  as  service-pipes  for  distributing  gas. 
Although  these  pipes  are  not  protected,  as  a  rule,  by  any  preservative 
coating,  they  last  for  long  periods  of  time.  Emil  Kuichling  *  men- 
tions examples  of  such  pipes  in  Rochester,  N.  Y.,  which  had  been  in 
use  for  more  than  55  years. 

483.  The  Rochester  pipe  conduit  (p.  324)  consists  of  24-in.  cast 
iron  mains  for  the  first  15|  miles  from  the  intake.  Next  follow  3 
miles  of  riveted  wrought  iron  pipe,  24  ins.  in  diameter;  and  for  the 
remaining  9.62  miles  the  conduit  consists  of  a  riveted  pipe,  36  ins. 
in  diameter,  made  of  wrought  iron  plates,  ^^  to  J  in.  thick,  according 
to  the  pressure  to  be  resisted.  The  pipes  were  protected  against 
corrosion  by  a  thick  coating  of  refined  Trinidad  asphalt  and  coal-tar 
pitch,  mixed  in  equal  proportions  and  applied  at  a  temperature  of 
320°  F.  Where  the  coating  was  injured  by  transportation,  this  was 
remedied  in  the  field,  as  much  as  possible,  by  painting. 

Although  these  pipes  were  laid  in  clayey  soil,  no  signs  of  corrosion 
were  noticed  for  the  first  19  years.  From  1894  to  1900  fifty-six  small 
holes,  none  larger  than  J  in.  in  diameter,  were  discovered  in  the  9.62 
miles  of  36-in.  pipe,  where  the  thickness  of  metal  was  only  ^^  in.  The 
holes,  caused  by  rusting,  in  the  course  of  36  years,  occurred  in  about 

*  Jour.  New  England  Water  Works  Assoc,  1910,  XXIV,  p.  526. 
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25  to  30  plates  out  of  about  11,300.  Several  of  the  holes  were  occa- 
sionally in  the  same  plate.  They  were  all  plugged  with  wood,  with- 
out interrupting  the  flow  in  the  pipe.  Xo  additional  holes  were 
reported  in  this  length  of  pipe  from  1900  to  1910.  Very  few  rust  holes 
occurred  in  the  2.93  miles  of  24-in.  riveted  pipe. 

In  1893-94  a  second  riveted  pipe  was  laid  to  secure  an  additional 
supply  of  water  for  Rochester  from  Hemlock  Pond  (p.  324).  It  is 
38  ins.  in  diameter  and  26  miles  long.  The  pipe  was  made  of  open- 
hearth  steel  plates,  j  to  |  in.  thick.  For  the  greater  part  of  its  length, 
the  pipe  is  laid  in  stiff,  red  or  blue  clay.  Three  different  kinds  of 
coatings  were  used  to  protect  the  pipe  against  corrosion,  viz.:  Cali- 
fornia asphalt  (maltha);  a  mixture  of  Trinidad  asphalt  and  coal-tar 
pitch,  similar  to  that  used  for  the  first  pipe-Hne;  and  a  "baked"  or 
"Japan"  coating,  de\ised  by  Prof.  A.  H.  Sabin.  Although  the  steel 
used  for  this  pipe-line  was  the  best  available,  and  all  the  work  per- 
formed in  making  and  laying  the  pipe  was  excellent,  the  pipe  b^an 
to  corrode  badly  in  1901,  seven  years  after  the  completion  of  the  work. 
In  seven  places,  where  the  pipe  was  coated  with  California  or  Trinidad 
asphalt,  perforations,  caused  by  rusting,  were  found.  Prof.  F.  L. 
Kortright,  of  Morgantown,  W.  Va.,  who  made  a  careful  study  of  the 
causes  of  the  corrosion  of  this  pipe  in  1901  and  1902,  reported  that  it 
was  due  to  the  action  of  mill  scale,  oxygen,  and  free  carbonic  acid  in 
the  steel,  being  liberated  at  points  where  the  coating  was  defective, 
and  that  it  was  not  caused  by  gases  in  the  soil  or  ground  water.  He 
advised  thorough  scraping  of  the  metal  where  corrosion  occurred; 
and  then  the  application  of  two  coats  of  mixed  red  lead  and  graphite 
paint,  followed  by  two  additional  coats  of  mineral  rubber  paint  or 
Truscon  special  paint.  Up  to  the  end  of  1907,  the  pipe  was  repaired 
in  this  manner  at  205  places,  where  rust  holes  were  discovered.  With 
one  exception,  these  holes  all  occurred  in  plates  that  were  only  J  in. 
thick.  Two  companies  furnished  the  steel  plates  for  this  pipe-line, 
viz.:  The  Pennsylvania  Steel  Company  and  the  Carnegie  Steel  Com- 
pany. The  plates  of  the  former,  which  were  protected  by  the  Sabin 
Japan  coating,  resisted  corrosion  better  than  those  of  the  latter  which 
were  coated  with  California  or  Trinidad  asphalt.  This  may,  however, 
not  have  been  entirely  due  to  the  difference  in  coating  but  may  have 
been  caused  partly  by  the  fact  that  the  Carnegie  Steel  contained  much 
more  manganese  than  the  steel  of  the  Pennsylvania  Company.  The 
presence  of  this  element  appears  from  present  experience  to  facilitate 
the  corrosion  of  steel. 

484.    The  Bedford  pipe-conduity  laid  in  1896,  is  48  ins.  in  diameter 
and  8.25  miles  long.    The  pipes  were  made  of  steel  plates,  VV  ^-  thick. 
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coated  with  California  asphalt.  Since  its  completion  this  pipe  has 
been  carefully  inspected,  as  trouble  with  electrolysis  has  been  ex- 
perienced in  the  distributing  system.  In  1901  some  damage  caused  by 
electrolysis  was  discovered  at  a  certain  locality,  but  up  to  1910  no 
rust  holes  were  found.  The  interior  of  the  pipe  was  examined  in 
1908  and  1909.  This  inspection  showed  that  the  asphalt  coating 
had  become  very  brittle  and  that  many  tubercles  had  been  formed, 
especially  at  the  field  joints.  This  trouble  was  found  to  be  greater 
at  the  bottom  than  upon  the  sides  and  top  of  the  pipe.  Beneath  the 
tubercles  pittings,  many  of  them  0.075  to  0.095  in.  in  depth,  occurred. 
Many  large  blisters,  filled  with  water,  were  found  in  the  coating,  but 
under  the  water  the  metal  was  free  of  rust  and  pits. 

In  contrast  with  the  cases  mentioned  above,  some  steel  pipes  may 
be  cited  which  appear  to  have  resisted  corrosion  successfully  for  a 
considerable  period  of  time.  The  most  notable  example  of  this  kind 
is  the  pipe  conduit  supplying  the  city  of  Newark,  N.  J. 

486.  The  Newark  Pipe  Conduit.  —  In  1890-01  the  East  Jersey 
Water  Company  constructed  a  riveted  steel  pipe,  48  ins.  in  diameter  and 
21  miles  long,  to  supply  the  city  of  Newark,  N.  J.  The  pipe  was  made  of 
plates  \  in.  thick,  coated  with  California  asphalt  (maltha).  No  leakage 
from  corrosion  has  thus  far  been  reported  to  have  occurred  in  this  pipe. 

486.  The  Coolgardie  Pipe-line  (p.  338). — After  having  been  in 
service  for  a  few  years,  this  pipe-line  showed  signs  of  corrosion.  The 
greatest  deterioration  occurred  where  the  pipe  was  buried  in  the 
ground.  Sections  lying  above  the  surface  showed  comparatively 
slight  damage. 

An  interesting  account  of  the  cost  of  maintaining  and  repairing 
the  long  Coolgardie  pipe-line  is  given  in  the  annual  report  for  1914-15 
of  P.  V.  O'Brien,  engineer  in  charge  of  the  Works.*  According  to 
Mr.  O'Brien,  the  cost  of  maintaining  the  pipe-line  from  its  completion 
to  1910  was  as  follows: 


TABLE  LXIII.  —  COST  OF  MAINTAINING  THE 
COOLGARDIE  PIPE-LINE 


Year 

Ck)et 

Year 

Ck)st 

1902-3  \ 
1903-4  1 
1904-5 
190^-6 
.  1906-7 
1907-8 
1908-9 

$83,500 

37,600 
38,000 
68,700 
96,600 
74,500 

1909-10 

1910-11 
1911-12 
1912-13 
19ia-14 
1914-15 

$83,000 

61,200 

83,000 

111,000 

192.600 

248;000 

*  Eng.  Record,  Oct.  21,  1916,  p.  501. 
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In  1914-15  about  $154,000  was  spent  in  uncovering  about  80  miles 
of  the  pipe  and  in  recoating  it  where  the  external  corrosion  was  bad. 
Where  the  pipe  was  above  ground,  it  was  found  to  be  in  a  good  con- 
dition, but  where  it  was  laid  underground,  it  was  generally  in  a  more 
or  less  corroded  condition,  except  at  a  few  places. 

The  corrosion  on  the  outside  of  the  pipe  was  due  to  rusting,  pitting, 
or  scaling.  Where  the  trench  was  in  iron,  stone,  gravel,  or  sand,  the 
pipe,  although  covered,  was  in  a  good  condition.  In  such  places  it 
was  practically  free  from  pitting  or  scaling,  although  freely  covered 
with  spots  of  rust  under  the  decayed  coating.  This  rusting  was  very 
slight  and  did  not  damage  the  pipe  appreciably.  Where  the  pipe 
was  laid  in,  and  covered  by,  clay  and  loam,  more  or  less  impregnated 
by  salt  and  generally  damp,  pitting  and  scaUng  occurred,  as  a  rule 
in  the  bottom  of  the  pipe,  the  upper  half  being  generally  in  a  uni- 
formly excellent  condition. 

Pitting  is  due  to  a  combination  of  several  factors  and  cannot  occur 
if  any  one  of  them  is  absent.  Scaling  usually  occurs  around  leaky 
joints,  especially  in  a  salt  country.  When  once  started,  it  only  requires 
moisture  to  eat  itself  rapidly  into  the  steel.  According  to  Mr.  O'Brien, 
this  is  the  most  dangerous  type  of  corrosion.  A  perforation  arising 
from  pitting  alone  is  generally  small  in  area  and  closely  surrounded 
by  steel  of  the  full  original  thickness  of  the  plate.  It  can,  therefore, 
be  easily  plugged,  while  a  perforation  occurring  after  scaling  has 
started  is  generally  much  larger  in  area  and  surrounded  by  thin  metal 
with  an  irregular  surface,  which  makes  repairs  much  more  difficult. 
The  following  table  gives  the  number  of  holes  in  the  pipe  caused  by 
external  corrosion. 


TABLE  LXIV.  —  HOLES  DUE  TO  EXTERNAL  CORROSION  IN 

THE  COOLGARDIE  PIPE 


Financial  year 

No.  of  holes 

Financial  year 

No.  of  holes 

1904-5 
1905-6 
1906-7 
1907-8 
1908-9 
1909-10 

2 
27 
54 
55 
91 
177 

1910-11 
1911-12 
1912-13 
1913-14 
1914-15 

131 
124 
774 
966 
2078 

A  large  number  of  the  holes  that  occurred  in  the  year  1914-15  broke 
out  while  the  pipes  were  being  scraped,  after  being  unearthed,  and 
would  not  otherwise  have  appeared  so  soon. 

Although  most  of  the  coating  of  the  covered  pipe  had  been  more 
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or  less  decayed  for  several  years,  the  steel  plates  were  found  to  be 
almost  uniformly  good,  with  the  exception  of  the  pitting  and  scaling. 
According  to  Mr.  O'Brien^s  report,  the  total  amount  of  corrosion  on 
the  exterior  of  the  worst  sections  of  pipe  is  sniall,  and  does  not  greatly 
diminish  the  strength  of  the  pipe. 

Tests  of  Carrying  Capacity,  —  Tests  were  made  in  the  different 
sections  of  the  pipe-line  to  determine  whether  the  friction  opposed  to 
the  flow  of  the  water  by  the  inner  surface  of  the  pipe  was  increasing. 
This  friction  is  due  to  the  roughness  of  the  inner  surface  of  the  pipe, 
which  is  increased  by  tuberculation  (p.  461).  This  trouble  varies 
considerably  in  the  different  divisions  of  the  pipe-line.  According  to 
the  inspections  made  in  1914-15,  it  appears  that  along  the  greater 
part  of  the  length  of  the  pipe,  at  least  half  of  the  area  of  the  inner 
surface  is  free  from  tubercles,  while  on  the  other  half  they  are  scattered 
over  the  surface  at  rates  varying  from  1  to  40  per  square  foot.  Of 
the  remainder  of  the  pipe-line,  some  sections  are  entirely  free  from  the 
nodules  caused  by  tuberculation,  while  others  are  almost  completely 
covered  by  them.  These  conditions  cause  wide  variations  in  the 
friction  in  the  different  sections  of  the  pipe. 

Experiments  have  been  made  of  late  years  to  deposit  a  layer  of  lime 
on  the  inside  of  the  pipe,  in  order  to  give  the  pipe  an  additional  pro- 
tection against  tuberculation.  The  results  thus  far  obtained  are  in 
favor  of  this  lime  treatment. 

487.  Conclusions  about  the  Corrosion  of  Iron  and  Steel.  —  While 
engineers  and  manufacturers  have  not  yet  reached  final  conclusions  as 
regards  the  relative  resistance  to  corrosion  offered  by  wrought  iron 
and  steel,  experience  up  to  the  present  time  seems  to  prove  that 
wrought  iron  pipes  will  outlast  those  of  steel,  if  both  are  buried  in  the 
ground. 

A  number  of  chemists  have  tried  to  prove  the  contrary  by  acceler- 
ated corrosion  tests,  made  in  their  laboratories,  in  which  specimens  of 
wrought  iron  and  steel  were  subjected  to  the  actions  of  sulphuric  acid. 
In  some  of  these  tests  steel  resisted  the  action  of  the  acids  better  than 
wrought  iron,  but  it  has  not  yet  been  proved  that  these  tests  are 
equivalent  to  exposure  to  the  elements  for  a  period  of  years,  either 
in  the  ground  or  on  the  surface.  On  account  of  its  cheapness  and 
greater  strength  and  elasticity,  steel  is  generally  used  in  preference 
to  wrought  iron  for  water  pipes. 


CHAPTER  XXVII 

ELECTROLYSIS 

488.  Chemical  decomposition  caused  by  electricity  is  called  elec- 
trolysis. Resulting  from  stray  electric  currents  from  trolley  railways, 
it  is  frequently  the  cause  of  serious  corrosion  of  iron  and  steel  pipes. 
This  subject  has  been  v6ry  thoroughly  discussed  by  Prof.  Albert  F. 
Ganz,  M.  E.,  in  a  paper  on  "Electrolysis  from  Stray  Electric  Cur- 
rents," *  from  which  the  following  facts  have  been  abstracted. 

In  a  double  trolley  railway  system,  which  is  rarely  used  on  account 
of  the  expense  it  involves,  the  return  current  from  a  trolley  car  passes 
through  a  separate  wire  to  the  power-station,  and  no  electroljrsis  can 
occur.  In  the  single  trolley  system,  the  rails  are  used  as  conductors 
for  the  return  current.    If  the  rails  are  properly  insulated  by  being 
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Fig.  263.  —  Stray  Electric  Currents  from  a  Trolley  Line. 

spiked  to  wooden  ties,  which  are  laid  on  a  ballast  of  broken  stone, 
no  trouble  occurs;  but  if  the  rails  are  in  contact  with  a  soil  containing 
salts,  and  especially  if  this  soil  is  moist,  part  of  the  return  current 
will  pass  through  the  soil  to  any  nearby  iron  pipe,  which  leads  in  the 
right  direction.  The  stray  current  will  follow  the  pipe-line  until  it 
reaches  a  point  —  usually  near  the  power-station  —  where  the  rails 
offer  less  resistance  to  the  electric  current  than  the  pipe.  The  current 
then  leaves  the  pipe,  passes  through  the  ground  to  the  rails  and  through 
them  to  the  power-station.  Fig.  263,  reproduced  from  Professor  Ganz's 
paper,  illustrates  the  paths  followed  by  the  stray  currents.  This  stray- 
ing of  part  of  the  current  to  a  water-pipe  and,  later,  back  again  to 

*  Jour.  Amer.  Water  Works  Assoc,  for  1912,  p.  150. 
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the  rails,  does  not  cause  any  loss  to  the  railway  company,  but  is,  on 
the  contrary,  an  advantage,  as  the  total  conductivity  of  the  return 
circuit  is  increased,  and  the  voltage  loss  in  the  return  current  is  thus 
diminished.  The  railway  company  gains  in  this  manner  power,  while 
a  serious  damage  is  done  to  underground  pipes,  lead  cables,  etc. 

No  electrolysis  occurs  where  the  stray  current  from  the  rails  reaches 
a  pipe;  but  serious  corrosion,  depending  upon  the  composition  and 
condition  of  the  soil,  takes  place  where  the  current  leaves  the  pipe  to 
return  to  the  rails.  In  some  cases,  electrolytic  corrosion  has  eaten 
through  iron  pipes  in  three  or  four  years,  even  when  the  pressure  of 
the  current  was  only  1§  volts.  Electrolysis  of  wrought  iron  or  steel 
pipes  usually  causes  pUs  which  eventually  go  through  the  whole  wall 
of  the  pipe.  In  cast  iron  pipes,  corroded  by  electrolysis,  the  oxides 
of  iron,  mixed  with  graphite,  usually  remain  in  place,  so  that  the  out- 
ward appearance  of  the  pipe  is  unchanged.  In  such  cases,  however, 
the  material  resulting  from  electrolysis,  which  usually  has  the  con- 
sistency  of  hard  graphite,  can  be  cut  with  an  ordinary  knife. 

Pure  water  or  dry  soil  will  not  conduct  electricity,  but  when  water 
contains  salt,  even  though  the  percentage  is  small,  or  when  the  soil 
is  moist,  electricity  will  pass  easily  through  either  of  them  by  electro- 
lytic conduction. 

If  the  joints  of  a  pipe-line  offer  a  higher  resistance  to  the  stray  cur- 
rent than  the  soil,  the  current  will  pass  around  the  joints  through 
the  soil,  causing  electrolysis  at  each  joint,  where  the  current  leaves 
the  pipe.  While  the  corrosion  caused  in  this  manner  at  the  joints 
is  usually  much  less  than  where  the  current  leaves  the  pipe-line,  to 
return  to  the  rails  near  the  power-station,  it  may  still  cause  serious 
trouble. 

From  investigations  made  thus  far,  it  appears  that  the  corrosion 
produced  by  electrolysis  is  independent  of  the  voltage,  except  so  far 
as  it  determines  the  amount  of  current  flowing,  and  that  the  smallest 
fraction  of  a  volt  can  produce  corrosion  from  electrolysis  under  suitable 
conditions. 

The  conclusions  of  Professor  Ganz  about  electrolysis  from  stray 
electric  currents  are  as  follows: 

(1)  There  is  only  one  complete  remedy  for  electrolysis,  namely, 
the  use  of  a  completely  insulated  return  circuit.  This  may  be  ob- 
tained by  double  overhead  trolley  wires,  by  an  insulated  out-going 
and  return  current  in  underground  conduits,  or  by  separate  insulated 
third  and  fourth  rails  for  the  out-going  and  return  circuit  —  a  system 
used  on  the  Metropolitan  District  Railway  of  London. 

(2)  Where  serious  electrolysis  is   caused   by  stray   currents  from 
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single  trolley  street  railways,  the  greater  part  of  the  trouble  is  due 
to  defective  rail  bonding,  to  ground  connections  from  the  n^ative 
bus-bar,  and  to  lack  of  return  feeders  to  bring  the  current  back  from 
the  rails  to  the  power-station. 

(3)  Large  stray  electric  currents  from  railways  can  alwa3rs  be  re- 
duced to  a  small  fraction  of  their  former  value,  by  removing  all  ground 
connections  of  the  n^ative  bus-bar,  and  installing  insulated  return 
feeders  proportioned  for  equal  drop  from  radially  disposed  points  in 
the  track  system,  located  at  some  distance  from  the  power  station. 
This  system,  which  is  in  general  use  in  Europe  and  in  a  number  of 
American  cities,  removes  the  root  of  the  trouble  by  draining  the  rails 
of  current,  and  removing  voltage  drop  from  the  rails,  thus  preventing 
leakage  of  current  through  the  ground. 

Professor  Ganz  states  that  if  the  railway  companies  would  apply  as 
much  engineering  knowledge  and  money  to  their  n^ative  circuits  as 
they  do  in  their  positive  circuits  there  would  be  but  Uttle  trouble  from 
electroljrsis. 

489.  Prevention  of  Electrolysis.  —  As  already  stated,  the  only 
sure  means  of  preventing  electrolysis  is  by  providing  completely  in- 
sulated return  circuits.  Various  other  wa3rs  of  preventing  electroljrsis, 
or  at  least  of  reducing  its  effect,  have  been  tried.  Different  kinds  of 
paints,  dips  and  insulating  covers  have  been  put  on  pipes  for  this 
purpose,  but  have  failed  in  wet  soil  to  prevent  electroly-sis.  The  only 
kind  of  insulating  covering  which  appears  to  afford  certain  protection 
is  a  layer,  at  least  1  to  2  ins.  thick,  of  a  material  like  coal-tar  or 
asphaltum,  of  such  a  grade  that  it  is  not  brittle  and  y-et  hard  enou^ 
to  remain  in  place.  As  an  additional  protection,  an  insulated  coupling 
should  be  introduced  at  each  end  of  the  section  covered  so  that,  even 
if  the  covering  should  become  defective  at  any  point  or  points,  no 
current  could  reach  the  pipe  and  corrode  it.  The  cost  of  such  a  pro- 
tection would  be  in  most  cases  prohibitive. 

Covering  a  pipe  with  cement  or  concrete  has  been  tried  as  a  pre- 
ventive of  electroly-sis,  but  experience  has  shown  that  even  when  this 
coating  was  several  inches  thick  the  pipes  were  corroded  as  rapidly 
by  electrolysis  as  when  they  were  simply  embedded  in  the  ground. 

Current  flow  on  pipe-lines  can  be  practically  prevented  by  using 
insulating  joints  for  every  joint.  Such  joints  may  be  obtained  by 
fiUing  the  ordinary  joints  of  bell-and-spigot  cast  iron  pipes  with  cement, 
providing  the  contact  of  the  spigot  with  the  metal  of  the  bell  is  pre- 
vented. While  cement  is  as  good  a  conductor  as  ordinary  soil,  it  has, 
compared  with  iron,  a  suflSciently  high  resistance  to  practically  inter- 
rupt the  electrical  continuity  of  the  pipe-line.     Electrolysis  may  occur 
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even  in  pipes  provided  with  cement-joints,  but  in  such  cases  the  stray 
currents  reach  the  mains  or  service-pipes  from  other  pipes  or  by  other 
paths. 

Creosoted  wooden  blocks  have  been  used  in  pipe-joints,  instead  of 
cement,  to  insulate  the  joints.  Fig.  264  shows  the  Macallen  joint 
which  has  been  used  very  successfully  for  insulating  small  wrought 
iron  or  steel  pipes.  A  type  of  insulating  joint  applicable  to  fianged 
pipes  is  shown  in  Fig.  265.  In  this  joint  a  fiber  disc  is  placed  be- 
tween the  surfaces  of  the  flanges. 


Fibre  Disc  -~~-,^ 

Fibre  Pi/sfimq  '~~-£^^-%^_ 


the  bolts  are  insulated  with  fiber 
tubing  and  the  bolt  heads  and  nuts 
are  insulated  with  fiber  washers. 

490.  An     electrolysis     surrey 
shoi:l-l  !■■■  I.I  ■!■  '"\  •  \!"-r  -I-   i-i- 


^f^^ 


Flo.  264.  —  Macallen  Insulating  I^pe- 
jrant  for  Service-pipes. 

cians  whenever  there  is  good  cause  to  think  that  underground  pipes  may 
be  damaged  by  stray  electric  currents  from  electric  railways.  Such 
currents  coming  from  telegraph  or  telephone  systems  are  too  weak 
to  cause  any  trouble  by  electrolysis.  Direct-current  electric  lighting 
systems  in  which  the  distribution  is  on  the  Edison  3-wire  plan  with 
the  neutral  conductor  grounded  are  in  American  practice  provided 
with  such  large  neutral  conductors  of  copper  that  practically  no  stray 
currents  are  produced  from  such  systems.  This  grounding  of  the 
neutral  conductor  in  such  systems  is  to  serve  as  a  safeguard,  and  is  not 
for  the  purpose  of  using  the  ground  to  carry  current.  Alternating- 
current  lighting  systems,  where  grounded,  generally  also  produce  only 
small  stray  currents,  and  the  electrolytic  effects  from  these  small 
stray  alternating  currents  are  always  negligible. 


CHAPTER   XXVIII 

TOOLS   AND    MACHINES   FOR   PIPE   WORK 

491.  Tools  for  Pipe-laying.  —  Some  of  the  tools  which  are  re- 
quired in  laying  cast  iron  pipes  are  shown  in  Figs.  266  to  269.  In 
making  a  hub-and-spigot  joint,  hemp  yarn  is  first  driven  into  the 
joint  by  means  of  the  yarning  tool,  so  as  to  leave  just  enough  space 
for  the  required  depth  of  lead,  which  varies  in  ordinary  cases  from 
about  Ij  ins.  for  a  4-inch  pipe  to  2|  ins.  for  a  48-inch  pipe.  After 
the  yam  has  been  driven  into  the  joint,  a  piece  of  rope  covered  with 
plastic  clay  is  wound  around  the  pipe  at  the  joint,  in  order  to  keep  the 
lead  in  the  joint,  when  it  is  poured;  or  what  is  known  as  a  pipe- 
jointer  can  be  used.     In  Fig.  266,  A  shows  such  a  jointer  in  position 
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266.  —  Pipe-iointera. 


and  B  is  another  type  of  jointer,  made  of  a  special  kind  of  packing, 
which  is  reinforced  by  a  brass  band.  This  jointer  can  be  quickly  ad- 
justed against  the  bell  of  a  pipe,  and  is  held  firmly  in  position  by 
means  of  a  clamp,  attached  to  one  end  of  the  jointer. 

After  the  lead  has  been  poured  the  surplus  of  lead  is  cut  off  with 
the  lead  cutting  chisel,  and  the  joint  is  caulked  by  means  of  the 
caulking  irons  and  a  hammer  weighing  about  3i  lbs.  (Fig.  267).  The 
thickness  of  the  caulking  irons  at  the  point  varies  from  }  to  }  in. 

Cast  iron  pipes  have  occasionally  to  be  cut,  to  obtain  short  lengths 
472 


TOOLS  FOR  PIPE-LAYING 


473 


of  pipe,  or  to  remove  a  cracked  part  of  a  pipe.  In  such  cases  the 
pipe  is  placed  on  wooden  blocks  and  revolved  slowly  while  a  slight 
cut  is  made  around  the  circumference  by  means  of  a  diamond-point. 
This  cut  is  gradually  enlarged  by  the  diamond-point,  dog-diamond, 
and  pipe-cutting  chisels,  and  after  the  cut  has  been  made  deep  enough 


Fib.  267.  —  Set  (rf  Caulking  Tools. 

A  to  F,  caulkiag  irons;   F,  cold  chisel;  G,  yarning  iron;  H,  lead  cutting  chisel; 

J,  sledge;  O,  caulking  hammer. 

around  the  circumference  of  the  pipe,  it  is  not  difficult  to  snap  off 
part  of  the  pipe,  either  by  placing  a  block  beneath  the  pipe,  at  the 
point  of  the  cut,  and  pressing  down  at  either  end;    or  by  driving  a 


0  —  diamond-point; 
D  —  dog-diamond ; 
F— sledge; 


Pia.  267a.  —  Pipe-cutting  Tools. 

bursting  wedge  into  the  cut,  causing  a  crack  about  the  pipe,  where  pre- 
viously marked  by  the  diamond  point.  The  tools  used  for  cutting  a 
pipe  are  shown  in  Fig.  267a. 

492.  Pipe-cutlers.  —  Several  machined  have  been  invented  for  cut- 
ting cast  iron  pipes  in  a  more  expeditious  and  convenient  manner 
than  is  possible  by  the  simple  method  described  above.  Some  of 
these  machines  are  shown  in  Fig.  268.  The  Rodfeld,  Barnes  and 
Ellis  pipe-cutters  can  be  used  for  cutting  cast  iron  pipes  up  to  12 
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inches  in  diameter.     The  French  pipe-cutter  *  (Fig.  268a),  invented 
by  D.  W.  French,  cuts  pipes  having  diameters  from  2  to  48  ins.     The 
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Fig.  268.  —  Pipe-cutters. 

machine  is  made  in  five  sizes,  varying  from  4  to  48  ins.     Each  machine 

can  be  used  for  at  least  three  sizes  of  pipe. 

The  Saunders  and  small  Beaver 
pipe-cutters  (Fig.  268)  are  used  for 
cutting  wrought  iron  or  steel  pipes, 
2  inches  or  less  in  diameter.  Pipes  of 
this  kind  up  to  6  ins.  in  diameter  can 
be  cut  by  the  larger  Beaver  pipe- 
cutter. 

493.  Pipe-end  Reamers,  —  Fig.  269 
shows  a  pipe-reamer  which  is  used 


Fig.  268o. — French  Pipe-cutter.  Fig.  269.  —  Pipe-end  Reamer. 

for  restoring  the  original  inside  diameter  of  a  wrought  iron  or  steel 

pipe  after  cutting.     Without  the  use  of  this  tool,  a  certain  per  cent  of 

the  carrying  capacity  of  the  pipe  is  lost,  as  a  result  of  the  obstructions 

*  Manufactured  by  the  A.  P.  Smith  Manufacturing  Co.,  East  Orange,  N.  J. 
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resulting  from  the  pipe's  being  forced  inward  under  pressure  of  the 
cutter.  The  construction  (rf  the  reamer  admits  of  its  use  on  any  pipe 
from  f  to  3  inches  in  diameter. 

494.  Neil  caulking  machine  (Fig.  270  *)  is  designed  for  macliine 
caulking  on  pipes,  24  inches  or 
more  in  diameter.  It  works 
either  by  steam  or  compressed 
air,  and  can  be  operated  by  one 
man  and  a  boy.  The  machine 
works  uniformly  around  the  pipe, 
and  makes  a  circuit  of  the  joint 
with  each  tool,  before  beginning 
with  the  next.  The  power  of  the 
blow  can  be  varied  from  one  ounce 
up  to  100  lbs.  The  work  done 
by  this  machine  is  said  to  be  su- 
perior to  the  best  hand  work  and 
considerably  cheaper.  On  a  24-in. 
pipe-line  more  than  forty  joints 
can  be  caulked  per  'day.  The  machine  caulks  as  well  at  the  bottom 
as  at  the  top  of  the  pipe. 

496.    Melting  furnaces  of  various  kinds  are  used  for  melting  the  lead 
required  for  filling  the  pipe-joints.     In  the  old  style  of  furnace  {Fig. 


Fia.  270.  —  Neil  Caulking  Machine. 


Ftci.  271.  —  Lead  Melting  Furnace. 


Fig.  272.  —  Gasoline 
Lead  Furnace. 


271),  the  fuel  used  is  wood,  coke,  or  charcoal.  This  kind  of  furnace 
is  heavy  and  unwieldy.  Fig.  272  shows  a  furnace  in  which  gasoline 
is  used  as  fuel.  It  has  three  burners,  which  must  be  replaced,  when 
they  become  closed  with  the  impurities  which  are  in  the  gasoline. 
•  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J. 
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Id  operating  this  furnace,  the  gasoline  is  placed  in  the  retaining  tank 
at  the  bottom,  and  by  means  of  air  pressure,  produced  with  a  rubber 
bulb,  gasoline  is  fed  through  the  three  burners,  vaporized  and  burn- 
ing, producing  an  intense  heat. 
Otiier  styles  of  lead  melting  furnaces,  using  kerosene,  or  even  heavier 
oils,  are  manufactured.     Figs.  273  and  273a 

fshow  a  portable  lead  furnace,*  using 
kerosene  as  fuel.  The  tank  is  filled 
with  kerosene  oil  to  the  level  of  the  air 
valve  F.  The  burner  C  is  heated  by 
igniting  a  little  kerosene  in  the  dish  B, 
the  chimney  /  being  used  to  concentrate 
the  heat  on  the  burner.  The  pump  G  is 
then  given  a  few  strokes  to  force  the  oil 
into  the  burner  C,  where  it  is  converted 
into  gas,  which  issues  from  the  jet  D. 
The  gas  is  ignited,  the  chimney  is  re- 
moved by  the  handle  attached  to  it,  and 
the  pumping  is  continued  until  the  gauge 
F,o.  273.- Portable  K»a»,.  sh"™  a  prMsme  ot  20  Ito  per  square 
Lead  Furnace.  moi,  wnicb  suflicee  for  one  hour. 

The  tank  with  the  burner  is  placed 
under  the  furnace,  the  lugs  HH  engaging  with  corresponding  lugs  on 
the  bottom  of  the  furnace.      The  heat  can  be  regulated  by  the  air 


Fia.  273a.  —  Detuls  of  Furnace. 

valve  F.    The  manufacturers  claim  that  this  furnace  will  melt  a  pig 
of  lead  in  24  minutes,  and  a  second  pig  in  12  minutes. 

Fig.  274  shows  a  small  lead  furnace  •  which  can  be  placed  on  a  water 
main,  so  that  the  molten  lead  can  be  poured  directly  into  the  joint, 
instead  of  by  means  of  a  ladle. 

*  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J, 
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Occasionally  an  old  lead  joint  has  to  be  melted  out,  in  order  to  mEike 
it  possible  to  remove  a  pipe.  The  Buckeye  heater  (Fig.  275  *)  can 
be  used  advantageously  for  this  purpose.  Kerosene  or  gasoline  can 
be  employed  as  fuel  in  this  furnace. 


Fio.  274.  —  Small  Portable  Lead  Furnace.  Fig.  276.  —  Buckeye  Heater. 


496.  The  Smith  Tapping  Apparatus  t  for  making  branch  connec- 
tions, without  shutting  off  the  water  from  the  main,  is  shown  in 
Fig.  275,    It  can  be  used  for  all  sizes  of  pipe  connections  that  occur 

fcijiiii' 

Pig.  276.  —  Smith  Tapping  Machine  for  Branch-connectiong. 

generally  on  waterworks,  such  as  48  by  36  ins.,  36  by  36  ins.,  36  by 
30  Ins.,  30  by  30  ins.,  etc. 

In  using  this  apparatus  the  first  step  is  to  remove  all  rust  and 
dirt  from  the  pipe  where  the  connection  is  to  be  made.  A  split 
sleeve  (Fig.  276)  is  then  bolted  to  the  main  at  this  place,  and  its 

*  Manufactured  by  Walter  J.  McLeod,  Cincinnati,  Ohio. 

t  Manufactured  by  the  A.  P.  Snuth  Manufacturing  Co.,  East  OrMige,  N.  J. 
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joints  are  poured  with  lead  and  caulked.  The  spigot  end  of  the 
valve  which  is  to  be  placed  on  the  branch-connection  is  inserted  ia 
the  hub-end  of  the  split  sleeve  and  locked  by  a  slight  turn  to  the 
left.  The  joint  between  the  split  sleeve  and  the  valve  is  then  poured 
and  caulked.  An  extension  piece  corresponding  to  the  size  of  the 
valve  is  connected  to  the  machine,  and  then  to  the  valve,  both  joints 
being  made  with  rubber  gaskets. 

The   valve   is   opened    wide   and   the    shaft    of   the    machine   ia 
pushed  forward  until  the  drill  is  against  the  pipe.     The  set-collar  on 


Fig.  277.  —  Split  Sleeve  and  Gate-valve  for  Branch-connections. 

the  shaft  is  secured  by  means  of  a  set-screw.  The  shaft  is  now  ro- 
tated slowly  to  the  right  by  means  of  the  ratchet-wrench  until  the 
cutter  begins  to  cut  the  pipe,  when  the  lever  handle  on  the  ratchet- 
wrench  is  used. 

After  the  cut  has  been  made,  the  set  collar  is  released,  and  the 
shaft  is  withdrawn,  bringing  the  drill  and  cutter  back  of  the  valve 
which  is  now  closed.  The  extension  pipe  is  disconnected  from  the 
valve  and  the  connection  is  completed. 

497.  The  Smith  valve  inserting  machine  *  is  used  for  inserting  gate- 
valves  in  pipes,  8  to  36  ins.  in  diameter,  without  shutting  off  the  water. 
The  manner  in  which  this  operation  is  performed  is  as  follows:  First, 
a  double-headed  pipe-cutting  machine  is  placed  on  the  main,  where 
the  valve  is  to  be  inserted,  and  the  pipe  is  cut  about  half  way  through 

*  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J. 
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at  two  points,  A  special  split  sleeve  is  then  bolted  around  the  pipe, 
with  one  end  within  J  in.  of  the  cutting  tool,  and  the  inserting  ma- 
chine {Fig.  278)  is  bolted  around  the  pipe  and  sleeve,  enclosing  the 
cutting  mechanism  completely.  The  joints  between  the  pipe  and  the 
machine  casing  are  leaded  and  caulked,  and  the  pinion  shaft  is  rotated 
until  the  pipe  has  been  cut  through. 

The  cutting  machine  with  the  section  of  pipe  it  has  cut  out  is  drawn 
up  into  the  dome  of  the  machine,  by  means  of  a  central  rod ;  the  hori- 
zontal slide-valve  is  closed;  the  top  of  the  dome  ^.^^ 
is  removed,  and  the  cutting  machine  and  pipe-  B 
section  are  taken  out.  The  gate- valve  that  is  to  ■" 
be  inserted  is  now  placed  in  the  dome  of  the 
machine,  the  cover  is  attached;  the  slide-valve  i,'^ 
opened  and  the  gate  is  lowered  into  the  place  be- 
tween the  ends  of  the  pipe.  The  split  sleeve  i-s 
forced  by  jacks  into  the  large  hub  of  the  gate- 
valves,  and  the  motion  is  continued  until  the  small 
hub  of  the  gate-valve  hatt  been  forced  over  thii 
pipe.  Both  hubs  are  provided  with  wedge-shaped 
lugs,  which  center  the  pipe  and  sleeve  ends  and 
hold  in  place  the  rubber  gasknts  which  make  the 
temporary  joints  be- 
tween the  pipe  ends  and 
the  gate  -  valve.  The 
upper  casing  is  removed 
and  the  joints  at  both 
ends   of   the   valve   and 

the     sleeve     joint     are  „   . 

,       ,    ,         J  11     J  riu.  278.  —  famith  Valve  Inserting  Machine. 

leaded  and  caulked. 

498.  Pipe   Derricks.  —  Pipes   of   small    diameters   can   be   easily 

lowered  into  position  in  the  ditch  by  means  of  rope-slings,  but  this 

method  of  handling  becomes  almost  impossible  with  the  larger  sizes 

of  mains.     Fig.  279  shows  the  method  of  lowering  single  lengths  of 

pipe  into  the  ditch  by  means  of  a  derrick,  tongs  and  a  chain  hoist. 

This  method  naturally  requires  much  less  labor.     If  joints  can  be 

made  above  ground,  the  workmanship  will  be  better,  and  to  facilitate 

this  method  of  laying,  two  to  five  sets  of  derricks,  pipe-tongs  and 

chain-falls  can  be  used.     An  apparatus  of  this  kind  presents  great 

labor  and  money  saving  possibilities.     With  five  sets  of  these  derricks 

and   pipe-tongs,  ten  lengths  of  twelve-inch  main,  one  hundred  and 

twenty  feet  in  all,  can  be  caulked  above  the  ground  and  lowered  as 

a  unit. 
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Fia.  279.  —  Kpe  Derrick. 


499.  Tappit^  machines  are  used  for  inserting  corporation  cocka  in 
water  mains,  while  they  are  under  pressure.  The  machine  drills  a 
hole  in  the  pipe  shell,  cuts  a  thread  in  it,  and  screws  the  corporation- 
cock  into  position.  The  manner  in  which  this  work  is  done  is  explained 
in  detail  in  the  descriptions  of  some  of  the  principal  tapping  machines 
given  below. 

600.  The  Mueller  tapping  Tnackine  {Fig.  280  *)  makes  taps  and  inserts 
corporation-cocks,  |  to  1  in.  in  diameter,  in  mains  under  pressure, 
and  taps  up  to  2  ins.  in  diameter  in  pipes  that  are  dry  or  open.  It 
is  a  strong  machine  with  long  bearings,  made  for  constant  and  heavy 
usage.  The  body  part  F  is  fastened  to  the  pipe^  which  is  to  be  tapped 
by  an  adjustable  chain  G.  A  boring-bar  B,  provided  with  a  ratchet- 
handle  L  for  turning  the  bar,  receives  the  drill  and  the  tap  /.  The 
tool  J  is  forced  down  or  fed  by  turning  the  hand-wheel  K,  which,  by 
means  of  the  yoke  M,  puts  the  proper  pressure  on  the  collar  JV.  The 
body  of  the  machine  is  provided  with  a  gate  0,  which  serves  for  closing 
the  upper  part  of  the  machine  from  the  water,  after  the  boring-bar 
and  tool  have  been  drawn  up  from  the  pipe,  to  replace  the  tool  by 
the  corporation-cock.  After  the  gate  0  is  closed,  the  water  in  the 
'  Manufactured  by  the  H,  Mueller  Mtg.  Co.,  Decatur,  III. 
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upper  chamber  of  the  machine  is  discharged  though  the  by-pass  R, 
and  the  pressure  in  the  main  keeps  the  gate  0  tightly  on  its  seat. 
This  by-pass  R,  also,  enables  the  operator  to  see  if  the  corporation- 
cock  is  properly  screwed  in,  before  removing  the  screw-plug.  The 
machine  is  operated  in  the  following  manner.     The  cap  A  is  removed. 


Fio.  280.  —  Mueller's  Tapping  Machine. 


This  takes  out  also  the  boring-bar  B.  The  rubber  gasket  C  is  then 
adjusted  in  the  curve  of  the  saddle  D  and  the  rubber  gasket  E  is  placed 
in  the  saddle.  The  body  of  the  machine  F  is  then  placed  upon  this 
gasket.  If  the  tap  is  to  be  made  on  the  side  of  the  pipe,  instead  of 
in  a  vertical  line,  the  body  F  must  be  set  so  that  the  word  Top  is  up. 
The  machine  is  next  fastened  to  the  main  by  means  of  the  chain  G, 
which  is  put  around  the  pipe.  One  link  of  the  chain  is  hooked  over 
the  bolt  I,  which  is  just  opposite  to  an  eye-bolt,  to  which  the  other 
end  of  the  chain  is  permanently  fastened.  By  means  of  the  nuts  on 
these  bolts,  the  machine  is  drawn  tightly  to  the  main,  by  screwing 
down  the  nuts  alternately.  The  machine  must  be  fastened  very 
firmly,  as  a  slight  movement  in  any  direction  is  liable  to  cause  serious 
trouble,  and  to  prevent  the  accurate  centering  of  the  corporation-cock. 
The  tool  J,  which  serves  both  for  drilling  and  tapping,  is  fastened 
in  the  holder  B,  by  means  of  a  set-screw.  In  operating  the  machine, 
the  hand-wheel  K  is  turned  to  the  right,  as  far  as  it  will  go,  and  the 
boring-bar  is  put  into  the  body  of  the  machine.  Cap  A  is  screwed 
down  until  the  tool  touches  the  pipe;  the  ratchet^handle  is  placed 
in  position  and  turned,  the  tool  being  fed  by  means  of  the  hand-wheel 
K.    When  the  tap  takes  hold,  further  feeding  with  the  hand-wheel  is 
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After  the  hole  has  been  properly  drilled  and  tapped,  the  dog  on 
the  ratchet-wheel  is  reversed,  the  feed-yoke  M  is  thrown  ofif  the  collar 
Ny  and  the  tool  is  backed  out  of  the  pipe,  care  being  taken,  especially 
with  high  pressures,  not  to  allow  the  tool  to  be  forced  out  too  sud- 
denly, as  this  might  strip  the  thread  and  strike  against  the  top  of  the 
machine.  The  boring-bar  is  pulled  up,  as  far  as  it  will  go,  and  the  gate 
0  is  closed  by  turning  the  knob  P  to  the  left  or  up.  By  means  of  the 
by-pass  R,  the  pressure  is  released  from  the  upper  chamber  of  the 
machine.  Cap  A  is  then  unscrewed,  the  boring-bar  is  removed  and  the 
tool  is  replaced  by  the  screw-plug  Q,  upon  which  the  corporation-cock 
has  been  screwed.  Cap  A  is  now  screwed  down  again,  the  by-pass 
and  gate  are  opened,  and  the  boring-bar,  with  the  corporation-cock 
attached,  is  pushed  down,  while  the  ratchet-handle  turns  it  to  the 
right  until  the  threads  take  hold.  As  soon  as  the  cock  has  entered 
the  tap-hole,  no  more  pushing  is  required.  After  the  cock  has  been 
screwed  far  enough  into  the  main  —  which  can  be  known  by  the 
squeaking  of  the  threads  —  the  dog  on  the  ratchet-handle  is  reversed, 
and  a  sharp  blow  on  the  ratchet-handle  releases  the  plug  Q,  which  is 
then  unscrewed  from  the  corporation-cock.  Before  unscrewing  the 
plug  Q,  however,  the  by-pass  R  should  be  opened  to  ascertain  whether 
the  corporation-cock  is  properly  set.  After  the  plug  Q  has  been 
unscrewed  and  before  removing  the  machine,  the  by-pass  R  should 
be  opened.  If  there  appears  to  be  a  considerable  flow  of  water,  it 
shows  that  in  removing  the  screw-plug  Q,  the  corporation-cock  was, 
also,  unscrewed.  If  this  proves  to  be  the  case,  the  operation  of  in- 
serting the  corporation-cock  must  be  repeated.  When  the  test  shows 
that  no  water  is  flowing  from  the  main  through  the  tap-hole,  the 
machine  may  be  removed. 

501.  A.  P.  Smith  tapping  machine  (Fig.  281*)  is  made  in  three 
sizes:  No.  1  is  used  for  ^-,  f-,  and  f-in.  corporation-cocks;  No.  2  for 
1-,  1J-,  and  1^-in.  insertions,  and  No.  3  for  2-in.  cocks.  The  tapping 
and  making  of  the  connections  is  done  without  interrupting  the  flow 
in  the  main.  The  machine  is  operated  as  follows:  The  corporation- 
cock  H  is  screwed  into  the  carrier  7,  which  is  placed  in  the  slide  J. 
The  tap  F  is  put  into  place,  and  the  machine  is  then  attached  to 
the  main,  as  shown  in  Fig.  281.  During  the  operation  of  drilling  and 
tapping  the  main,  the  feed  should  be  continued  until  the  face  of  the 
ratchet-wrench  D  is  brought  in  contact  with  the  gland  E^  which  de- 
termines the  depth  to  which  the  corporation-cock  is  to  be  inserted  in 
the  pipe.  The  drill-shaft  is  then  withdrawn,  as  far  as  possible,  and 
the  wing-nut  G  is  turned  half  a  revolution,  which  brings  the  corpo- 
*  Manufactured  by  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J. 
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ration-cock  into  position  for  insertion.     The  drill  is  then  allowed  to 
drop  into  the  carrier,  and  the  cock  is  screwed  into  the  main. 

602.   Payne's  "New  Eclipse"  tapping  machine  {Fig,  282*)  taps  a 
pipe  on  the  top,  the  side,  or  at  any  desired  angle.     The  machine  is 


Fig.  281.  —  Smith  Tapping  Machine. 

securely  fastened  to  the  pipe  by  means  of  a  chain  with  end-bolta,  a 
thick  rubber  gasket  being  placed  between  the  pipe  and  the  saddle 
of  the  machine  to  obtain  water-tight- 
ness. The  desired  size  of  taps  is  put  in 
this  machine,  and  the  corresponding 
corporation-cock  placed,  closed,  on  the 
mandrel.  A  thin  rubber  gasket  is  put 
into  the  saddle  and  the  machine  is 
screwed  tight  on  the  saddle  by  means 
of  the  iron  handle  on  the  machine.  The 
revolving-head  is  next  turned  back  to 
the  right  until  it  strikes  the  stop. 

The  drill  is  pushed  down  until  it  rests 
on  the  pipe;  the  ratchet,  and  the  yoke 
over  it,  are  put  on,  and  the  tap-hole 
is  drilled.  When  this  hole  has  been 
tapped,  the  drill  is  drawn  up  in  the 
machine,  as  far  as  possible,  a  lengthening 
piece  is  screwed  onto  the  mandrel,  and  the  head  is  revolved  to  the 
left,  until  it  strikes  the  top.  The  cock  is  pushed  into  its  place,  and 
screwed  in  by  means  of  the  mandrel  just  far  enough  to  be  secure,  while 
the  machine  is  being  taken  off. 

*  Manufactured  by  the  Hays  Mfg.  Co.,  Erie,  Penn. 
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The  bolts  attached  to  the  chain  are  loosened,  and  the  machine  is 
removed,  leaving  the  mandrel  in  the  cock,  which  is  now  screwed  tight 
with  a  wrench.  The  mandrel  is  finally  removed  from  the  cock,  which 
may  then  be  connected  to  the  service-pipe. 

The  machine  is  made  of  the  best  bronze  meta!  and  the  saddle 
of  malleable  iron.  It  is  simple  in  construction,  having  neither  valve 
nor  pet-cock,  to  get  out  of  order.  The  pressure  of  the  feed-screw  pulls 
directly  on  the  chain,  thereby  relieving  the  machine  of  all  undue  strain. 
Two  sizes  are  manufactured,  viz.: 


x„™.. 

Weieht 

^"fni^h^""' 

».«. 

2S 

34 
76 

4 
4 

f-in.  corporation-cocks  with  iron  pipe  thread  on  main  end  are  inserted 
with  |-in,  tap.  The  machines  are  regularly  equipped  with  female 
mandrels,  but  can  be  supplied  with  male  mandrels  if  required. 

603.  Wireless  Pipe  Locator.  —  The 
Modem  Iron  Works  of  Quincy,  III.,  man- 
ufacture "The  Wireless  Pipe  Locator" 
shown  in  Fig,  283. 

This  consists  of  a  vibrator,  an  in- 
duction coil,  batteries,  and  a  detecting 
coi!  to  which  is  attached  a  telephone 
receiver.  The  terminals  of  the  primary 
coil  are  attached  through  the  vibrator 
to  the  battery  terminals.  The  vibrator 
interrupts  or  changes  the  strength  of 
current  through  the  primary  coil,  and 
the  voltage  is  increased  by  the  second- 
PiG.  283.— Wireless  Pipe  Locator,  ary  CoU,  the  terminals  of  which  are 
fastened  to  two  places  on  the  pipe 
or  main  to  be  located.  They  are  connected,  for  instance,  to  a 
hydrant  and  a  house-service.  The  changes  of  current  set  up  an  elec- 
tric flow  in  the  pipe  or  main,  and  the  variation  in  intensity  of  the 
electric  field  about  the  pipe  or  main  causes  a  variable  flow  by  induc- 
tion in  the  detector  coil,  which  causes  the  telephone  receiver  to  sing. 
The  nearer  the  coil  is  brought  to  the  pipe  or  main,  the  louder  the  tone, 
if  the  detector  coil  is  held  horizontally,  until  it  is  directly  over  the  pipe 
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or  main,  when  no  sound  is  produced.     At  tliiK  point,  if  the  detector 
coil  is  turned  into  a  vertical  position,  the  loudest  tone  is  given. 

Fig.  284  shows  the  manner  in  which  this  useful  instrument  is  gener- 
ally used.  No  skill  or  knowledge  is  necessary  to  get  good  results, 
and  the  saving  in  expense  and  time,  when  it  is  desired  to  locate  a  main 
or  pipe,  usually  makes  the  use  of  this  instrument  desirable. 


Fig.  284.  —  Manner  of  Using  Wireless  Pipe  Locator. 
A  and  B  —  service-pipe,  iron  and  lead;  also,  the  stop-box  or  cut-off,  covered  by 


503a.  The  Grove  Electric  Indicator,  invented  by  E.  H,  Grove, 
and  manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J., 
is  another  device  for  locating  underground  service-pipes  and  mains 
without  excavation.  This  indicator,  which  was  perfected  in  1912, 
has  been  used  very  successfully  in  Washington,  D.  C,  and  in  other 
cities. 


CHAPTER  XXfX 

THE  DETECTION  AND   PREVENTION   OF  WASTE   OF 

WATER 

504.  Waste  of  Water. — A  large  percentage  of  the  water  supplied  by 
public  water  works  is  wasted  by  leaky  mains,  service-pipes,  and  plumb- 
ing fixtures,  and,  also,  in  many  places  by  allowing  water  to  flow  continu- 
ously through  faucets  in  winter,  to  prevent  the  water  from  freezing  in 
the  service-pipes,  and  in  sunmier  to  obtain  cool  water  for  drinking.  In 
American  cities  the  loss  of  water  has  been  roughly  estimated  to  be  about 
30  to  50  per  cent  of  the  consumption. 

The  introduction  of  meters  into  private,  as  well  as  into  public,  build- 
ings, checks  willful  waste.  There  still  exists  a  strong  prejudice  in 
America  against  measuring  the  water  used  for  private  consumption,  and 
the  argument  is  often  advanced  that  this  restricts  the  free  use  of  water 
and  is,  therefore,  unsanitary.  The  answer  to  this  objection  is  that  the 
quantity  of  water  allowed  at  the  minimum  rate  should  be  made  large 
enough  to  permit  all  legitimate  uses  of  water,  and  that  any  excess  beyond 
this  should  be  paid  for  additionally.  The  smaller  cities  in  the  United 
States  are  beginning  to  place  meters  on  all  service-pipes,  and,  in  due 
course  of  time,  water  meters  will,  doubtless,  be  placed  not  only  in  all 
houses,  but  in  every  flat  or  apartment,  just  as  gas  meters  are  now  in- 
stalled. 

Even  where  the  total  supply  of  water  furnished,  and,  also,  the  con- 
sumptions are  accurately  measured,  there  is  usually  a  difference  of  about 
20  to  40  per  cent  between  these  two  quantities.  This  represents  the 
underground  leakage  in  mains,  service-pipes,  gate-valves,  stuffing- 
boxes,  etc. 

The  losses  of  water  by  leakage  in  the  pipe-system,  or  in  the  plumbing 
of  houses,  can  be  discovered  by  systematic  investigation,  by  dividing  a 
city  or  town  into  districts  of  convenient  size,  and  measuring  the  quantity 
of  water  consumed  in  each,  by  means  of  water  meters  or  other  suitable 
instruments.  If  the  consumption  in  any  district,  especially  between 
midnight  and  4  p.m.,  is  found  to  be  abnormally  large,  the  district  must 
be  subdivided  into  sections,  the  consumption  in  each  being  investigated 
in  a  similar  manner  as  that  of  the  whole  district,  until  the  particular 
block  or  house  is  found,  where  the  waste  of  water  occurs.  One  of  the 
first  cities  to  make  such  an  investigation  was  Liverpool,  England. 
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505.  Prevention  of  Waste  of  Water.  —  In  1870,  the  city  of  Liver- 
pool was  suffering  from  a  scarcity  of  water,  which  necessitated  shutting 
off  the  supply  for  about  14  hours  out  of  24,  the  citizens  being  thus  obliged 
to  depend  upon  an  intermittent  service.  After  remedying  all  defective 
plumbing  by  a  house  to  house  inspection,  the  engineer  in  charge  of  the 
water  works,  George  F.  Deacon,  M.  Inst.  C.  E.,  determined  to  look  for 
underground  leakage  and  to  suppress  it,  if  found.  For  this  purpose,  he 
divided  the  city  into  a  number  of  districts  and  measured  the  flow  into 
and  out  of  each,  by  means  of  a  special  meter,  which  he  invented  for  this 
purpose  (p.  541).  Where  the  consumption  in  a  district  seemed  abnor- 
mally high,  the  district  was  subdivided,  and  the  consumption  in  each 
of  the  smaller  districts  was  determined  in  a  similar  manner.  In  this 
way,  underground  leaks  were  traced  and  stopped,  and  individual  houses 
found  in  which  too  much  water  was  consumed.  By  this  method,  the 
water  supply  was  conserved  to  such  an  extent  that  it  was  restored  in 
1875  to  a  constant  service,  after  an  intermission  of  five  years,  and  the 
daily  consumption  per  capita  was  reduced  from  35.58  gals,  in  1873  to 
14.26  gals,  in  1877. 

Since  its  first  introduction  in  Liverpool,  Deacon  meters  have  been 
largely  used  in  Europe  for  discovering  water  waste  in  public  supplies, 
and  they  have,  also,  been  used  to  some  extent  in  Boston,  Mass.  Simpler 
and  less  expensive  instruments  have,  however,  been  devised  for  accom- 
plishing the  same  purpose,  and  have  been  largely  used  within  the  past 
decade  in  the  United  States. 

506.  Prevention  of  Waste  of  Water  in  Washington^  D.  C. — The  city  of 
Washington,  D.  C,  has  been  engaged  for  some  years  in  discovering  and 
suppressing  leakage  in  water  mains,  etc.,  by  means  of  modern  methods. 
The  following  brief  summary  of  what  was  discovered  in  the  year  ending 
June  30,  1911,  gives  some  idea  of  the  different  causes  of  leakage. 


TABLE  LXV.  —  DISCOVERY  OF  LEAKAGE  IN  THE  CITY  OF 
WASHINGTON,   D.  C,   FOR  THE  YEAR  ENDING  JUNE  30,    1911 


Description 


Abandoned  service  and  taps  leaking 

Iron  service-pipes  broken 

Lead  service-pipes  broken 

Wiped  joints  broken. 

Couplings  on  service-pipes  leaking. . 

Curb-cocks  leaking 

Tops  blown  out 

Joint  on  mains  leaking 

Mains  broken 

Valves  leaking 


No. 


Gallons  wasted 
per  day 


11 

305,000 

204 

2,438,000 

87 

1,202,000 

74 

710,000 

18 

119,000 

30 

85,000 

3 

50,000 

92 

1,034,000 

2 

332,000 

11 

89,000 

6,364,000 
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507.  Prevention  of  Waste  of  Water  in  New  York*  —  In  1911  the 
city  of  New  York  was  obliged  to  adopt  strenuous  measures  to  avoid  a 
water  famine.  During  the  first  half  of  1910  the  rainfall  had  filled  all  the 
storage  reservoirs  of  the  city,  but  from  June,  1910,  to  the  latter  part  of 
August,  1911,  the  precipitation  was  less  than  had  been  recorded  for  the' 
same  period  of  time  during  the  preceding  forty-three  years.  The  large 
quantity  of  water  stored  in  the  reservoirs  made  it  possible  to  maintain 
an  ample  supply  during  1910,  in  spite  of  the  drought,  but  by  the  begin- 
ning of  1911,  the  quantity  of  water  in  the  storage  reservoir  had  been  so 
much  reduced  that  radical  measures  became  necessary  to  curtail  the 
consumption  of  water,  and  surveys  were  made  for  increasing  the  supply 
temporarily  by  pumping  water  from  Ten  Mile  River,  an  affluent  of  the 
Housatonic  River.  The  measures  adopted  for  reducing  the  consump- 
tion, which  proved  to  be  very  effective,  were  as  follows: 

1.  Public  attention  was  called  to  the  shortage  of  water  through  the 
press. 

2.  Printed  notices  were  sent  to  the  owners  of  all  houses,  ordering 
them  to  repair  all  leaky  plumbing  fixtures,  and  notifying  that  they 
would  be  fined  if  this  matter  was  not  attended  to.  The  use  of  hose 
inside  or  outside  of  the  house  was  prohibited. 

3.  A  house-to-house  inspection  was  made  by  a  force  of  about  150 
special  inspectors. 

4.  The  city  was  divided  into  a  number  of  districts  and  a  corps  of 
engineers  determined  the  consumption  in  each  of  these  districts,  both 
before  and  after  the  house-to-house  inspection.  This  work  was  done 
principally  by  means  of  portable  pitometers  (p.  489). 

*  Paper  by  I.  M.  de  Varona  on  "Work  done  for  the  Prevention  of  Water  Waste  in 
the  City  of  N.  Y.  and  Results  accomplished  Thereby,"  in  Proc.  Am.  Water  Works 
Assoc,  for  1913. 
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PITOT  TXJBE  GAUGINGS 

508.  Pitot  tubes,  named  after  M.  Pitot,  the  French  hydraulician 
who  invented  this  device  about  the  year  1730,*  are  used  for  measuring 
the  velocity  of  water  in  a  stream  or  pipe,  by  observing  the  corresponding 
head.  In  its  simplest  form,  this  instnunent  consists  of  a  small  tube  of 
glass,  brass,  etc.,  having  its  lower  end  bent  at  right  angles  to  the  axis  of 
the  tube.  If  such  a  tube  is  placed  in  the  water  with  its  bent  end  turned 
up-stream,  and  parallel  with  the  current,  the  velocity  head  producing  the 
flow  will  be  transmitted  through  the  tube  and  will  balance  a  column  of 
water  in  the  tube  having  a  height  equal  approximately  to  that  given  by 
the  well-known  formula: 

h  =  2^.  (102) 

To  compare  this  head  with  the  static  head  of  the  water,  a  second  Pitot 

tube,  having  its  bent  end  turned  down-stream,  is  used.     The  current  of 

water  will,  however,  exert  a  slight  suction  that  will  lower  the  water 

column  in  this  tube  a  trifle  below  the  normal  surface  of  the  water.     For 

this  reason  we  must  introduce  a  coeflicient  c,  based  upon  experiments, 

in  using  formula  (101),  in  connection  with  Pitot  tube  observations  and 

the  formula  becomes 

72 

/i  =  C2^.  (103) 

By  means  of  Pitot  tubes  the  velocity  of  a  stream  of  water  can  be  observed 
at  different  points  in  its  cross-section  and  the  average  velocity  may  thus 
be  found. 

509.  Recording  Pitometer  (Fig.  285).  —  Within  the  past  twenty 
years,  much  improvement  has  been  made  in  the  practical  appUcation 
of  the  Pitot  tube  principle  to  the  measurement  of  the  flow  of  water. 
John  A.  and  Edward  S.  Cole  have  invented  a  simple  portable  arrange- 
ment of  Pitot  tube,  called  a  rod-meter,  a  glass  U-tubey  connected  to  the 
rod-meter  by  suitable  hose,  and  a  mechanical  or  photographic  recorder, 
for  making  a  record  of  deflections  in  the  tubes,  to  which  they  have  given 
the  name  Pitometer.f    These  instruments  have  been  used  very  success- 

*  '*Histoire  de  rAcad^mie  des  Sciences,"  1732,  p.  376. 
t  Manufactured  by  the  Pitometer  Company,  New  York. 
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fully  in  a  number  of  cities  in  deteniiining  the  quantity  of  water  flowing 
through  the  pipe-system  at  different  points,  in  order  to  ascertain  the 
consumption,  leak^e,  waste  of  water,  slips  of  pumps,  etc. 

The  rod^neter  consists  of  two  small  brass  tubes,  j  in.  in  outer  diam- 
eter, which  are  enclosed  in  a  brass  casing  having  an  oval  cross-section, 
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Fig.  285.  —  RecordinKPitomflter. 

the  longer  diameter  of  which  is  a  little  less  than  an  inch,  to  make  it 
possible  to  push  the  rod-meter  into  a  water  main  through  a  suitable 
stuffing-box,  which  is  screwed  to  a  standard  1-in.  corporation-cock. 
Each  tube  has  at  its  lower  end  a  curved  phosphor-bronze  orifice,  i  in,  in 
diameter,  and  at  its  upper  end  a  metal  piece  called  a  finger,  which  i3 
securely  clamped  to  the  tube.     The  fingers  serve  for  turning  the  Pitot 
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tubes  into  the  desired  direction.  A  loose  metal  sleeve  having  two 
notches  for  each  Enger  slips  over  the  two  fingers  and  locks  them  either 
in  the  position  open  or  dosed,  as  the  case  may  be. 

When  the  rod-meter  is  to  be  pushed  through  a  corporation-cock  into 
a  main,  the  Pitot  tubes  must  be  turned  so  that  their  orifices  point  in- 
ward, in  order  to  be  able  to  pass  them  through  the  corporation-cock. 
When  the  orifices  are  in  the  main,  they  must  be  turned  so  that  one  will 
point  up-stream  and  the  other  down-stream,  both  being  in  the  same  plane. 

The  rod-meter  is  screwed  to  the  corporation-cock  by  means  of  a 
stuffing-box,  a  suitable  washer  being  placed  in  the  joint,  to  insure  water- 
tightness,  and,  when  in  position  for  observation,  the  longer  diameter  of 
the  rod-meter  must  be  parallel  with  the  center  line  of  the  main.  The 
stuffing-box  on  the  corporation-cock  makes  it 
possible  to  push  the  rod-meter  up  or  down,  with- 
out letting  any  water  escape.  At  the  upper  end 
of  the  rod-meter,  each  Pitot  tube  has  a  small 
stuffing-box,  which  prevents  the  water  from 
passing  out  along  these  tubes.  The  rod-meters 
are  usually  about  3  to  8  ft.  long,  but  can  be 
made  of  any  desired  length. 

The  Pitot  tubes  are  connected  by  heavy  cloth 
insertion  rubber  tubing  with  a  glass  manometer, 
or  U-tuhe,  and  blow-off  cocks  are  provided  for 
removing  air  from  the  instrument.  The  rubber 
tubing  is  fastened  to  the  pitometer  tubes  and 
to  the  U-tube  by  means  of  small  screw  clamps. 
Two  small  pinch  cocks  are  placed  on  each  meter 
tube,  and  serve  as  stop-cocks. 

The  U-tubes  are  made  of  different  lengths, 
2  ft.  being  the  usual  size.  They  are  half  filled 
with  a  mixture  insoluble  in  water,  consisting  of  redistilled  carbon 
tetrEichloride  and  benzene,  mixed  so  as  to  have  a  specific  gravity  of 
1.25  or  1.50.  A  red  coloring  matter  is  added  to  this  mixture.  The 
upper  half  of  the  U-tube  is  filled  with  water.  When  the  rod-meter 
is  inserted  in  a  current  of  water,  the  down-stream  orifice  will  have  the 
static  pressure  on  it,  whereas  the  up-stream  orifice  will  be  subjected  to 
the  static  head  plus  the  velocity  head.  This  difference  in  pressure 
causes  the  red  liquid  in  the  U-tube  to  rise  in  one  leg  and  to  sink  in  the 
other  (Fig.  286).  The  difference  in  the  levels  of  the  red  liquid  in  the 
two  l^s  of  the  U-tube  is  called  the  deflection.  The  two  hquid  columns 
are  evidently  balanced  below  the  line  A  'A"  and,  also,  above  the  line  B'B". 
To  make  columns  A'B'  and  A"B"  balance,  we  would  have  to  add  J  or  J 
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to  the  height  of  the  water  column  A"B",  accordii^  to  whether  the 
specific  gravity  of  the  red  hquid  in  the  U-tube  is  1.25  or  1.50,  as  these 
columns  are  balanced  by  the  velocity  head  in  the  water  stream,  which  is 
evidently  equal  to  J  or  J  the  deflection,  respectively,  for  a  specific 
gravity  of  1,25  or  1,50  of  the  red  liquid. 

If  the  pitometer  observations  are  to  be  continued  only  for  a  short 
time,  the  deflections  of  the  red  liquid  in  the  U-tube  may  be  measured  on 
that  tube  with  a  two-foot  rule  and  recorded  in  a  field  book.  For  a  longer 
period  of  observation  —  say  of  5  to  10  hours  —  a  graphical  record  of 
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Fig.  287.  —  Photo-recorder. 

the  variations  in  the  deflections  of  the  red  liquids  in  the  U-tube  is  ob- 
tained by  a  photographic al  or  mechanical  recorder. 

610.  The  Photo-recorder  (Fig.  287)  is  a  device  for  recording  photo- 
graphically the  fluctuations  of  the  deflections  in  the  manometer  (U-tube) 
on  a  chart  from  which  the  total  flow  and  its  continuous  variations  may 
be  computed.  It  consists  of  a  portable  light-tight  box,  containing  a 
drum,  carrying  sensitized  photographic  paper,*  which  is  revolved  by 
clock-work  in  front  of  a  narrow  vertical  ^ot  between  four  brass  plates, 
called  the  shield,  two  being  on  each  side  of  the  slot,  the  upper  two,  aa 
•  Velox  paper  \a  generally  uaed. 
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also  the  lower  two,  being  attached  to  each  other  by  a  cross-plate.  By 
meaDs  of  clamps  having  slow-motion  screws,  the  manometer  tube  can  be 
attached  to  the  recorder  box  with  its  high,  or  down-stream,  leg  in  front 
of  the  slot.  An  oil,  electric,  or  other  kind  of  lamp  is  placed  on  a  shelf  in 
the  cover  of  the  recorder  box,  which  opens  on  hinges  and  is  held  open  in 
a  certain  position  by  means  of  a  hook.  The  Ught  coming  from  the  lamp 
is  made  by  proper  adjustments  to  shine  through  the  high  leg  of  the 
manometer  tube  and  through  the  slot  to  the  photographic  paper.  As 
the  manometer  tube  filled  with  the  red  liquid  and  water  forms  an  elon- 
gated lens,  it  is  held  by  the  clamps  at  a  distance  from  the  slot,  corre- 
spondmg  to  its  length  of  focus.  The  slow  motion  screws  of  the  clamps 
serve  to  adjust  the  tube  laterally,  to  make  the  light  from  the  lamp  pass 
through  the  slot.  As  the  drum  revolves,  the 
red  liquid  in  the  tube  intercepts  the  light 
from  the  lower  portion  of  the  photographic 
paper,  while  the  upper  portion  is  exposed  to 
the  full  light  passing  through  the  water. 
Consequently,  when  the  paper  is  developed, 
the  upper  part  of  the  record  becomes  dark,  ■ 
while  the  lower  part,  which  was  not  exposed 
to  light,  remains  light.  The  line  separating 
the  white  from  the  dark  part  of  the  record 
forms  a  curve,  the  ordinates  of  which  corre- 
spond to  the  deflections  in  the  manometer 
tube.  The  photographic  paper  is  automati- 
cally ruled  by  the  light  by  means  of  small 
notches  sawed  in  the  two  plates  on  one  side 
of  the  slot,  on  lines  parallel  with  the  rays  of 
the  light,  and  spaced  to  correct  for  refraction  ■ 
and  angularity  of  the  light,  so  as  to  represent 
correctly  the  deflections  in  inches.  The  notches  permit  a  longer  exposure 
of  the  paper,  where  they  occur,  and  thus  rule  lines  on  the  record. 

Changes  of  temperature  cause  the  Uquid  in  the  manometer  to  expand 
or  contract,  and  thus  to  have  an  effect  on  the  position  of  the  zero  or  no- 
flow  line  of  the  record,  which  may  introduce  serious  errors  in  cases  of 
very  low  deflections.  This  source  of  error  may  be  eliminated  by  photo- 
graphing simultaneously  both  legs  of  the  manometer,  or  by  making 
corrections  for  the  change  in  specific  gravity  of  the  liquid  used,  due  to 
change  in  temperature.  Both  legs  of  the  manometer  may  be  photo- 
graphed simultaneously  by  means  of  a  double  glass  prism  {Fig.  287a), 
fastened  in  front  of  the  manometer,  which  is  designed  to  refract  the 
light  through  both  legs  of  the  manometer  at  such  angles  that  the  rays 
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will  cross  in  the  plane  of  the  slot-plates.  The  lower  two  slot-plates  can 
be  moved  laterally  by  means  of  a  screw  to  make  the  lower  part  of  the  slot 
coincide  with  the  line  on  which  the  rays  of  light  from  the  prism  cross. 

When  the  recorder  is  adjusted  so  that  the  light  from  the  lamp 
shines  through  the  prism,  the  two  legs  of  the  manometer,  and  the 
slot,  three  intensities  of  exposure  are  produced,  which  cause  the  fol- 
lowing results  when  the  photographic  paper  is  developed.  As  white 
light  has  a  greater  effect  on  sensitized  paper  than  red  light,  the  upper 
part  of  the  record  on  which  light  shone  through  clear  water  becomes 
black;  the  middle  portion,  corresponding  to  the  deflection,  which  re- 
ceived white  light  from  one  leg  of  the  manometer  and  red  Ught  from  the 
other,  becomes  medium  dark,  while  the  lower  portion,  which  received 
red  light  from  both  legs  of  the  manometer,  remains  white.  The  width 
of  the  medium  dark  color  on  the  record  gives  the  full  deflection  of  the 
manometer,  without  regard  to  the  location  of  the  zero  line. 

A  record  like  that  just  described  can  evidently  be  obtained  only 
when  the  deflection  is  sufficiently  small  to  remain  within  the  range 
of  the  prism.  For  greater  deflections  only  one  leg  of  the  manometer 
is  photographed,  and  the  deflection  at  any  point  is  determined  by  taking 
twice  the  distance  between  the  zero  line  and  the  line  marked  by  the 
difference  of  shades. 

When  only  one  leg  of  the  manometer  is  to  be  photographed,  the 
prism  can  be  dispensed  with,  and  the  two  parts  of  the  slot  should  then 
be  brought  into  line.  As  already  stated,  the  record  thus  obtained  is 
liable  to  errors,  caused  by  the  expansion  or  contraction  of  the  liquid 
in  the  manometer,  due  to  changes  of  temperature.  For  accurate 
work  corrections  must  be  made  for  these  changes.  For  this  purpose 
a  metallic  thermometer  is  attached  to  the  recorder  and  actuates  an 
arm  which  moves  up  and  down  in  front  of  the  slot,  producing  a  white 
temperature  line  on  the  record. 

511.  The  Traverse.  —  The  pitometer  gives  only  the  velocity  at  the 
particular  point  in  the  pipe  where  the  orifice  of  the  rod-meter  is  held. 
The  velocity  of  the  water  in  any  transverse  section  of  a  pipe  varies 
greatly,  being,  under  normal  conditions,  least  at  the  wetted  perimeter 
of  the  pipe,  on  account  of  the  retarding  effect  of  friction,  and  greatest 
at  the  center.  In  order  to  obtain  the  average  velocity  at  any  given 
transverse  section  of  a  pipe,  observations  irmst  be  taken  with  the 
pitometer  at  a  number  of  points.  This  is  called  taking  a  traverse  of 
the  pipe. 

The  first  operation  is  to  determine  the  cxa(;t  diainotor  of  the  pipe, 
which  is  accomplished  by  shoving  the  rod-in(5i(?r  downward  through 
the  corporation-cock,  with  the  orifices  closed,  until  th(5  orifices  touch 
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the  bottom  of  the  pipe,  and  then  pulling  it  upward  until  the  manometer 
shows  no  deflection.  The  extent  of  the  motion  can  be  easily  measured, 
but,  in  order  to  get  the  true  diameter  of  the  pipe,  the  amount  of  pro- 
jection of  the  corporation-cock  into  the  pipe  must  be  added.  The 
exact  diameter  of  the  pipe  may,  also,  be  found  by  means  of  a  special 
caliper-rod  which  can  be  pushed  through  the  stuffing-box  and  corpo- 
ration-cock into  the  pipe.  The  end  of  this  rod  is  formed  by  means 
of  two  right-angle  bends  into  a  hook  which  can  encompass  the  pro- 
jection of  the  corporation-cock  without  touching  it.  Knowing  the 
diameter  of  the  pipe,  its  area  is  divided  into  four  or  five  concentric 
annular  rings,  having  areas  that  are  either  equal  or  approximately 
so,  which  are  lettered  A,  B,  C,  etc.  {Fig.  288).  Pitometer  readings 
are  then  taken  at  the  center  of  the  pipe  and  at  the  bottom  and  top 
of  each  of  the  rings,  and  the  results  are  plotted  as  shown  in  Fig,  288. 


Fig.  288.  —  Plot  of  Pitometer  Gauging. 


The  diameters  of  the  annular  rings  are  usually  selected  with  a  view 
to  convenience  in  plotting.  By  multiplying  the  area  of  each  ring 
by  the  average  velocity  of  the  water  in  this  ring  and  adding  the  re- 
sults, we  obtain  the  total  discharge  of  the  pipe.  This  quantity  divided 
by  the  area  of  the  pipes  gives  the  mean  velocity.  For  velocities  that 
are  greater  than  1  ft.  per  second,  the  ratios  of  the  average  velocity 
to  the  center  velocity  is  found,  for  any  particular  case,  to  be  a  constant, 
which,  once  determined,  enables  us  subsequently  to  gauge  the  flow  in 
the  pipe  by  merely  observing  the  velocity  at  the  center  of  the  pipe. 

When  there  are  no  disturbing  influences,  it  is  sufficient  to  make 
one  traverse  of  a  pipe  on  a  vertical  diameter.  Near  bends,  specials, 
gate-valves,  etc.,  the  traverse  curves  become  much  distorted.  In 
such  cases  two  traverses  should  be  taken  on  diameters  at  right  angles 
to  each  other,  and  the  average  of  the  two  observations  should  be  used 
in  determining  the  mean  velocity.  Even  in  cases  of  marked  disturb- 
ance from  normal  flow,  the  ratio  of  mean  to  center  or  to  maximum 
velocity  is  found  to  remain  practically  constant. 
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Thus  far  we  have  assumed  the  discharge  of  a  pipe  to  remain  con- 
stant while  a  traverse  is  being  made.  Considerable  variations  may, 
however,  occur  while  the  pitometer  observations  are  being  made, 
on  account  of  changes  in  the  rate  of  consumption,  etc.  To  take  these 
into  account,  the  velocity  at  the  center  of  the  pipe  must  be  frequently 
taken  during  the  pitometer  observations.  If  variations  are  found  to 
occur,  only  those  observations  corresponding  to  the  same  center  ve- 
locity must  be  plotted  in  the  same  curve.  Thus,  a  number  of  differ- 
ent traverses  may  be  obtained  during  the  same  series  of  observations, 
on  account  of  variations  in  the  discharge  of  the  pipe.  When  obser- 
vations are  to  be  made  on  two  diameters  at  right  angles  to  each  other, 
an  auxiliary  rod-meter  may  be  kept  with  its  orifices  at  or  near  the 
center  of  one  diameter,  while  a  traverse  is  being  taken  on  the  other, 
the  variations  in  the  flow  at  the  center  of  the  pipe  being  frequently  noted. 

512.  The  office  work  in  connection  with  pitometer  measurements 
consists  in  computing  from  the  field  notes  the  pipe-coefficienty  which 
is  the  ratio  of  the  mean  velocity  in  the  pipe  to  the  center  velocity, 
and  in  developing  and  interpreting  the  photographic  record.  The 
field  notes  are  plotted  on  ordinary  cross-section  paper  and  give  the 
deflection  curve  from  which  the  corresponding  velocity  curve  (Fig. 
238)  can  be  obtained,  by  converting  the  deflections  noted  in  the  field 
into  velocity  heads  by  the  following  formulas: 

Let  V  =  velocity  in  feet  per  second; 
h  =  velocity  head  in  feet; 

g  =  acceleration  due  to  gravity  =  32.16  ft.  per  second; 
c  =  coeflBicient  based  upon  experiments  =  0.84; 

d  =  deflection  in  U-tube,  measured  in  inches  =  r^r  ft.; 

s  =  specific  gravity  of  liquid  in  U-tube. 

Taking  all  dimensions  in  feet  and  remembering  that  the  deflection 
is  measured  in  a  liquid  having  a  specific  gravity  of  s,  and  that  the 
deflection  is  partly  balanced  by  a  column  of  water  of  equal  height 
as  the  deflection  in  the  other  leg  of  the  U-tube,  formula  V  =  c  V2  gh 
derived  from  formula  (102)  becomes 


F  =  cy2g^  (s-l)  =  2.315  cVd(s-.l). 


(104) 


Taking  c  =  0.84,  the  value  usually  assmned,  and  s  =  1.25  and 
5  =  1.50,  the  two  specific  gravities  generally  used,  equation  (104) 
becomes  reduced  to: 

8  =  1.25,        V  =  0.972  Vd.  (105) 

a  =  1.50,        t;  =  1.375  Vd.  (106) 
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From  the  velocity  heads  obtained  by  the  above  formulas,  the  velocity 
curve  is  plotted.  It  is  rarely  found  to  be  a  regular  mathematical  figure, 
and  exact  methods  cannot,  therefore,  be  employed  in  obtaining  the 
mean  velocity.  The  following  approximate  method  is  suflBiciently  accu- 
rate for  all  practical  purposes. 

The  diameters  of  the  different  rings  A,  J5,  C,  etc.,  where  pitometer 
observations  were  made,  are  laid  oflf  on  the  diagram,  and  lines  are 
drawn  through  them  intersecting  the  velocity  curve.  The  mean 
velocity  in  the  upper  and  lower  half  of  each  ring  is  obtained  by  in- 
spection, and  the  average  of  these  two  numbers  is  taken  as  the  mean 
velocity  in  the  ring.  By  multiplying  the  mean  velocity  in  each  ring 
by  the  area  of  the  ring,  adding  these  products,  and  dividing  their 
sum  by  the  area  of  the  pipe,  the  mean  velocity  for  the  whole  pipe  is 
obtained.  This  mean  velocity  divided  by  the  center  velocity  gives 
the  pipe-coefficient.  If  the  different  rings  into  which  the  area  of  the 
pipe  is  divided  have  the  same  area,  the  work  of  finding  the  pipe  coeffi- 
cient is,  of  course,  simplified. 

When  two  traverses  have  been  taken  on  different  diameters,  the 
pipe-coefficient  is  determined  by  taking  the  average  of  the  pipe  coeffi- 
cients found  for  each  of  the  two  diameters  separately. 

513.  Interpretation  of  the  Photo-record.  —  The  photographic 
records  taken  in  the  field  are  developed  in  the  usual  manner.  The 
data  relating  to  the  record  are  either  written  on  its  book  or  on  a 
special  form  which  is  pasted  at  one  corner  on  the  face  of  the  chart. 

A  prism  photo-record  looks,  after  being  developed,  somewhat  like 
Fig.  289  and  has  neither  a  zero  line  nor  time  divisions  marked  on  it. 
When  both  legs  of  the  tube  are  photographed,  the  height  of  the  pitom- 
eter Uquid  in  the  high-pressure  leg  of  the  tube  is  represented  by  the 
line  dividing  the  light  and  the  medium  shaded  areas,  and  the  height 
of  the  liquid  in  the  low-pressure  leg  is  shown  by  the  line  dividing  the 
medium  and  dark  areas.  The  ordinate  between  these  lines  at  any 
point  represents  the  defection  in  the  U-tube  at  that  point. 

When  the  deflection  increases  beyond  the  range  of  the  prism,  so 
that  only  one  leg  of  the  U-tube,  viz.:  the  low-pressure  leg  can  be  photo- 
graphed —  a  condition  which  obtains  throughout  when  no  prism 
attachment  is  used  —  the  Une  of  zero  deflection  must  be  located  on 
the  record  before  the  deflection  at  any  point  can  be  determined.  The 
field  notes  accompanying  the  photo-record  usually  contain  sufficient 
data  for  determining  two  points  on  the  zero  Une,  and  the  remaining 
points  must  be  obtained  by  approximation.  When  the  line  of  zero 
deflection  has  been  fixed,  the  ordinate  between  this  line  and  the  de- 
flection curve  represents  one-half  of  the  actual  deflection. 
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The  horizonta!  lines  appearing  in  a  photographic  record  are  marked 
photographically  bj'  notches  in  the  shield,  spaced  to  eliminate  instru- 
mental errors.  These  lines  are  about  \  in.  apart,  and  each  division 
represents  §  in.  deflection  when  measuring  an  ordinate  from  the  zero 


Priam  Photo-record. 


line.  The  deflections  may  be  readily  read  from  the  zero  by  means  of 
a  paper  scale,  the  divisions  of  which  should  be  taken  directly  from  the 
chart. 

The  time  divisions  are  located  by  proportioning  the  interval  be- 
tween the  time  of  starting  and  stopping  the  record,  which  is  given  by 
the  field  notes.  The  time  scale  for  the  prii-ni  portion  of  a  record  ia 
in  advance  of  the  time  scale  alx)ve  it  by  an  amount  which  is  indi- 


INTERPRETATION  OF  THE  PHOTO-RECORD 


499 


cated  at  the  beginning  and  end  of  the  record.  This  is  due  to  the  fact 
that  for  the  prism  portion  of  the  record  the  slot  of  the  shield  is  placed 
midway  between  the  two  legs  of  the  U-tube,  while  the  slot  above  the 
prism  is  placed  directly  behind  one  leg  of  the  tube. 

After  the  zero  line  and  time  divisions  have  been  marked  on  the 
chart  (record),  the  deflection  at  any  point  may  be  ascertained,  but 
the  corresponding  rates  of  flow  are  still  to  be  determined. 

The  daily  rate  of  flow  in  any  pipe  is  given  by  the  formula 

Q  =  AV  X  7.48  X  86,400,  (107) 

where  Q  =  discharge  in  gallons  for. 24  hours; 

A  =  area  of  pipe  in  square  feet; 
V  =  mean  velocity  in  feet  per  second; 
7.48  =  gallons  in  a  cubic  foot; 
86,400  =  seconds  in  24  hours. 

The  value  of  V  is  obtained  by  the  general  pitometer  formula 
V  =  2.315  c  Vd{s  —  1)  (p.  496).  By  substituting  this  value  in  the 
above  equation  we  obtain 

Q  =  1,496,100  AcVd(s-  1).  (108) 

If  we  represent  all  the  constants  which  enter  into  the  above  equation 
by  Kj  the  equation  is  reduced  to  the  simple  form: 

Q  =  KcVd.  (109) 

The  computation  of  pitometer  measurements  are  much  facilitated 
by  tables  giving  the  values  of  Kc  for  different  diameters  of  pipe  and 
different  values  of  c.  They  may  be  made  by  the  following  simple  table 
by  multiplying  the  value  in  the  last  two  columns  by  the  traverse  coeflBicient. 

TABLE  LXVI.  —  VALUES  OF  K  FOR'  PITOMETER  FORMULAS 
(109),   WITH  TRAVERSE  COEFFICIENT  =  100 


Size  of  pipe 

Specific  gravity  of  liquid 

1.25 

1.50 

4 
6 
8 
10 
12 
14 
16 
18 
20 
24 
30 
36 
42 
48 

54.8 

123.0 

219.0 

343.0 

494.0 

672.0 

878.0 

1110.0 

1370.0 

1970.0 

3080.0 

4450.0 

6050.0 

7900.0 

77.6 

174.0 

310.0 

485.0 

698.0 

951.0 

1,240.0 

1,570.0 

1,940.0 

2,790.0 

4,360.0 

6,290.0 

8.560.0 

11,200.0 

500 
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When  several  records  are  to  be  taken  at  the  same  pitometer  station, 
it  is  convenient  to  prepare  a  rate-scale.  The  rates  of  flow  correspond- 
ing to  difEerent  deflections  are  marked  on  this  scale,  so  that  by  apply- 
ing the  zero  of  the  scale  to  the  zero  line  of  deflections,  the  rate  of  dis- 
charge at  any  given  time  can  be  read  directly  on  the  scale.     As  already 


Fia  290.  —  Lanham  Manograph. 

explained,  changes  in  temperature  affect  the  specific  gravity  of  the 
pitometfir  liquid  and  thus  cause  different  rate  values  for  given  deflec- 
tions and  corresponding  changes  in  the  elevation  of  the  zero-line. 

614.   The  Lanham  Manograph  •  (Fig.  290)  is  a  very  accurate  and 

simple  form  of  recording  instrument,  for  use  in  connection  with  pitot 

tubes,  for  measuring  flow  of  water  or  gases  through  mains  or  conduits. 

•  Manufactured  by  the  Water  Works  Equipmpnt  Co.,  New  York  City. 
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It  was  devised  a  few  years  ago  by  Paul  Lanham,  in  charge  of 
water  surveys  for  leakage  in  Washington,  D.  C,  for  use  in  connection 
with  his  work  in  that  city.  It  is  now  being  very  successfully  used  in 
Washington,  D.  C,  Baltimore,  Md.,  and  other  cities. 

The  great  difficulty  in  making  an  accurate  recorder,  which  is  to  be 
actuated  by  the  small  differential  pressures  that  have  to  be  measured 
in  Pitot  tube  work  on  mains  under  pressure,  is  that  a  stuffing-box,  or 
its  equivalent,  must  be  interposed  between  the  sensitive  column  of 
liquid,  diaphragm,  float,  or  other  device,  and  the  chart.  This  intro- 
duces in  the  chain  of  mechanism  a  variable  friction  of  high  value, 
producing  erratic  inaccurate  results.  In  the  manograph  this  diffi- 
culty is  entirely  overcome  by  using  electrical  means  to  furnish  the 
connecting  link  between  the  sensitive  mercury  column  and  the  pen 
mechanism,  and  by  actuating  aU  moving  parts  with  power  derived 
from  a  small  water  motor,  or  other  similar  device,  forming  an  integral 
part  of  the  recorder.  The  charts  produced  are  exact  records  to  a 
multiplied  scale  of  the  changes  in  level  of  the  mercury  in  the  special 
form  of  glass  U-tube  used.  The  instrmnent  is  provided  with  a  U-tube, 
filled  partly  with  mercury  and  partly  with  water.  The  top  of  each 
leg  of  the  U-tube  is  connected  by  a  small  tube  with  the  top  of  one 
of  the  tubes  of  a  pitometer,  which  has  been  inserted  into  a  water  main 
as  described  on  p.  489,  or  to  one  of  the  pressure  tubes  of  a  Venturi 
meter.  By  this  arrangement  the  mercury  in  the  U-tube  will  sink 
in  one  of  the  legs  and  rise  in  the  other,  whenever  the  water  in  the 
main  is  in  motion,  exactly  as  in  the  U-tube  of  a  pitometer.  A  rod 
having  a  fine  platinmn  contact  wire  at  its  lower  end  is  made,  by  suitable 
connection  with  the  motor,  mentioned  above,  to  reciprocate  up  and 
down  in  one  of  the  legs  of  the  U-tube.  This  rod  and  wire  form  part 
of  an  electrical  circuit  which  remains  closed  so  long  as  the  wire  is  in 
the  mercury,  but  is  broken  the  instant  the  wire  leaves  the  mercury. 
The  current  for  this  circuit  is  obtained  from  a  storage  battery.  By 
means  of  an  electro-magnet,  the  pen  is  kept  in  contact  with  the  re- 
cording sheet,  so  long  as  the  circuit  is  closed,  but  it  rises  from  this 
sheet  the  moment  the  circuit  becomes  open.  By  this  sensitive  arrange- 
ment the  exact  lengths  of  the  lines  (ordinates)  marked  on  the  sheet 
are  determined. 

The  level  of  the  mercury  column  is  visible,  permitting  a  check 
reading  to  be  taken  at  any  time,  to  determine  the  accuracy  of  the 
instrument,  thus  eliminating  any  uncertainty  as  to  the  proper  opera- 
tion. The  accuracy  is  permanent  throughout  the  life  of  the  instru- 
ment, as  there  are  no  calibrated  springs,  floats,  diaphragms,  etc.,  to 
deteriorate. 
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The  maui^T^pfa  hap  all  liie  advantupeF  of  the  fiimpLe  T-tube  ma- 
immeter.  tbe  pen  recording  feature  lieiug  added,  withouT  tiie  slightest 
Bactifioe  of  seoBitiveneBB  or  accurarr.  The  prineqale  of  operaliaD  is 
BvaAi  HxbA  sbscivLV^  no  work  k^  done  by  1^  small  difFeirentia]  pr^Bores 
under  measuremeut  beyond  'diat  required  to  halanoe  ihe  menrorr  in 
the  l"^tube. 

'Kie  instromentF  are  made  np  in  a  Tarietr  of  stries  to  suit  iJie 
eimditione  of  operauon.  Among  theae  are  lie  Txpe  "B,"  portabie 
iuBtrument.  weighing  anhr  six  pounds:  the  Type  ^'CJ^  stacian  instru- 
ment :  the  TVpe  **  A/'  ^lecial,  hi^dn^ieed  inatrument  for  water  surwr? 
and  tesiiF  of  ^lort  durstaon:  and  tiie  Type  '*S.''  miultgiie  tiiart  its 
eorder  for  measurements  k£  flow  Through  a  number  of  mains,  socii 
as  diwdiaTy  mains  irom  pun^iing  stations,  fiber  plants,  fiSiC 


CHAPTER  XXXI 

WATER  METERS 

516.  Classification  of  Water  Meters.  — Water  meters  are  mechani- 
cal contrivances  for  measuring  the  quantity  of  water  flowing  through 
an  aqueduct,  water  main,  or  service-pipe.  They  can  be  divided  into 
two  general  classes,  viz.:  1.  Positive  displacement  meters,  in  which 
the  volume  of  the  water  is  actually  measured;  2.  Inferential  meters, 
in  which  the  volume  of  the  water  is  inferred  from  the  velocity  of  the 
current,  from  difference  in  pressure  of  the  water  at  certain  points  of 
the  meter,  or  from  the*  area  of  an  automatically  adjustable  opening 
in  the  meter  through  which  the  water  must  flow. 

According  to  their  mechanical  construction,  meters  may,  also,  be 
divided  as  follows: 

A.    Positive  Displacement  Meters 

1.  Tilting  or  revolving  bucket  meters. 

2.  Reciprocating  piston  meters. 

3.  Rotary  piston  meters. 

4.  Oscillating  piston  meters. 

5.  Nutating  piston  meters  (disc  meters). 

B.    Inferential  Meters 

6.  Impact  current  meters. 

7.  Reaction  current  meters. 

8.  Differential  pressure  meters. 

9.  Variable  opening  meters. 

We  may,  also,  divide  meters  according  to  the  use  to  which  they 
are  applied: 

1.  Ordinary  service  or  house  meters. 

2.  Meters  for  measuring  the  flow  through  a  water  main  or  aqueduct. 
The  greatest  demand  for  water  meters  has  been  for  house  meters. 

Much  ingenuity,  and  a  large  expenditure  of  money,  have  been  required 
to  bring  these  meters  to  their  present  state  of  excellence. 

The  first  meter  of  which  we  have  any  record  was  invented  by  Samuel 
Crossley,  who  patented  in  England  in  1825  two  t3T)es  of  water  meters. 
In  the  first  (Fig.  291)  two  buckets  are  balanced  on  a  common  axle. 
Water  flows  into  one  of  the  buckets  until  it  is  nearly  filled,  when  the 
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weight  of  the  water  tilts  and  empties  the  bucket,  and  places  the  second 
bucket  in  position  to  be  filled.     Each  time  the  buckets  are  tilt«d,  a 


Fia.  291o.  —  Croedey  Meter  with  Bucket  Wheel. 

definite  quantity  of  water  is  delivered  by  the  meter.  In  the  type 
shown  in  Fig.  2Qla  the  moving  part  of  the  meter  consists  of  a  wheel 
having  three  buckets,  which  are  filled  and  discharged  in  succession, 
giving  a  rotary  motion  to  the  wheel.     For  each  revolution  of  the 
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wheel  a  definite  quantity  of  water  is  delivered.  By  a  suitable  arrange- 
ment of  gear-wheels,  each  of  the  types  described  above  records  the 
quantity  of  water  passing  through  the  meter. 

The  Crossley  meters  could  not  be  used  for  delivering  water  under 
pressure  and  were  soon  superseded  by  improved  types.  From  the  time 
Crossley  patented  his  meter  up  to  1912  more  than  1050  patents  for  water 
meters  have  been  issued  in  England  and  about  1000  in  the  United  States. 
Most  of  these  patents  were  granted  for  improvements  in  house  meters. 

The  construction  of  a  good  meter  for  this  service  is  by  no  means  easy. 
Such  a  meter  should  register  the  quantity  of  water  accurately  with  all 
flows,  from  its  smallest  dribble  to  full  flow,  under  all  possible  pressures. 
It  should  require  very  Uttle  effective  head  to  operate  it,  and  should  cause 
but  a  sUght  loss  of  pressure  in  delivering  water.  The  meter  should  be 
quiet  in  action,  at  all  speeds,  and  free  from  shocks  caused  by  water- 
hammer,  etc.  It  should  be  reUable  and  free  from  stoppages,  Ught  in 
weight,  simple  in  construction,  permitting  ready  access  to  the  work- 
ing parts.  The  register  should  be  easy  to  read  and  should  record 
flows  in  either  direction.  The  different  parts  of  the  meter  should  be 
made  of  materials  that  will  wear  well  and  which  will  not  infect  the 
water,  and,  finally,  the  meter  should  be  cheap  in  first  cost  and  main- 
tenance, and  should  have  a  long  life. 

It  is  evidently  impossible  to  make  a  meter  satisfy  all  of  the  above 
conditions  to  the  same  degree,  as  some  of  them  tend  in  opposite  direc- 
tions. Thus,  great  accuracy  may  cause  increased  cost.  In  selecting 
a  meter,  the  importance  of  the  different  conditions  for  any  given  case 
must  be  carefully  weighed.  If  the  water  supplied  is  costly,  it  may  be 
advisable  to  use  a  dear  type  of  meter,  on  account  of  its  accuracy, 
while  with  water  abundant  and  cheap,  some  simple  kind  of  meter, 
lacking  in  accuracy,  may  be  selected,  because  it  is  cheap. 

616.  Registers.  —  Two  different  types  of  registers  are  made  for 
most  meters,  viz.:  circular  and  straight  reading  registers.  They  are 
shown  in  Fig.  292.  In  the  circular  register,  the  hands  of  the  different 
dials  are  moved  by  a  simple  train  of  gears  in  constant  mesh,  each  gear- 
wheel having  ten  times  the  niunber  of  teeth  of  the  pinion  which  drives 
it.  In  the  straight  reading  registers,  the  motion  of  the  disc  is  transmitted 
through  the  intermediate  gears  to  a  shaft  provided  with  a  worm  gear, 
which  revolves  a  horizontal  shaft  on  which  mutilated  gears  are  placed. 
Each  of  these  gears  has  only  enough  teeth  to  make  one-tenth  of  a  revolu- 
tion, while  the  gear  on  its  right  side  makes  a  complete  revolution.  These 
gears  are,  therefore,  in  intermittent  mesh.  While  it  is  easier  to  read 
the  straight  reading  thgin  the  circular  register,  mistakes  may  occur  in 
reading  the  former  by  some  of  the  figures  becoming  partly  discolored 
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or  dirty.  With  the  circular  registers  the  correct  figure  to  read  in 
any  dial  is  indicated  by  the  position  of  the  register  hand.  As  the 
train  of  gears  of  a  circular  register  becomes  worn,  it  may  happen  that 
the  hand  of  a  dial  may  be  slightly  behind  the  position  in  which  it 
should  be,  owing  to  lost  motion.    The  correct  number  to  read  in  such 
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a  case  is  indicated  by  the  position  of  the  hand  of  the  n^;  lower  dial. 
If  this  hand  has  passed  the  zero  point,  the  hand  of  the  next  higher 
dial  should  be  on  a  niunber  of  its  dial  or  shghtly  beyond  it.  For  this 
reason  it  is  always  advisable  to  read  the  dials  of  a  circular  register 
from  the  smallest  to  the  highest,.  The  dial  giving  fractions  of  a  unit 
is  only  used  for  testing  purposes  and  is  disregarded  in  the  r^ular 
reading.  In  the  next  dial,  marked  10,  one  revolution  of  the  hand 
indicates  10  units  (gallons,  cubic  feet,  etc.).  In  the  circle  marked 
100  one  revolution  of  the  hand  indicates  100  units  and  so  on  for  the 
other  circles;  the  number  of  each  denotes  the  units  flowing  through 
the  meter  for  each  revolution  of  the  hand. 

The  registers  of  water  meters  are  made  to  indicate  TJ.  S,  gallons, 
imperial  gallons,  cubic  feet,  or  many  other  units  of  measurement  that 
may  be  ordered.  In  commercial  practice  one  cubic  foot  of  water  is 
taken  to  be  equal  to  7,5  U.  S.  gallons. 

To  avoid  errors  being  made  by  inexperienced  or  careless  employees 
in  reading  water  meters,  a  special  meter-book  is  made  by  the  Pittsburgh 
Meter  Company,  in  which  the  x>erson  readii^  the  meter  marks  the 
position  of  each  of  the  hands  of  the  dials.  Tliis  makes  it  possible  to 
check  the  reading  when  it  is  handed  in. 

6168.  Dial  Extensions.  —  When  water  meters  are  set  in  sidewalks, 
boxes,  or  walk,  where  they  cannot  be  easily  read  from  the  surface,  a 
dial  extension,  like  that  shown  in  Fig.  293,  is  used.  It  is  made  in 
standard  lengths  of  3  ft.  of  wrought  iron  pipe  provided  with  an  iron 
base  and  top,  all  thoroughly  galvanized.  Inside  of  this  casing  a  phos- 
phor bronze  spindle,  when  attached,  acts  as  an.  extension  to  the  main 
driving  spindle  of  the  meter. 
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617.  Setting  Water  Meters.  —  All  water  meters  should  be  set  in 
places  where  they  are  accessible  for  inspection  or  repairs,  and  where 
freezing  cannot  occur.  They 
should  not  be  set  more  than  34  ft. 
above  the  floor  and  should  be  pro- 
vided with  suitable  couplings  to 
make  it  easy  to  disconnect  them 
from  the  service-pipes.  A  stop- 
cock should  be  placed  on  each 
side  of  the  meter.  Meters,  1  in. 
or  more  in  diameter,  which  may 
be  tested  on  the  premises,  should 
have  a  test-tee  and  check-valveon 
the  outlet  side  of  the  meter,  be- 
tween the  meter  and  the  stop- 
cock, and  it  is,  also,  advisable  to 
place  a  relief-valve  on  the  outlet 
side  of  the  meter. 

No  red  or  white  lead  should  be 
used  in  making  the  joints,  as  some 
of  it  might  get  into  the  meter.  In 
starting  the  meter,  the  water 
should  be  turned  on  very  slowly 
until  the  working  parts  are  in  equi- 
librium and  the  air  has  been  ex- 
hausted from  the  meter. 

517a.  Fish-traps.— When  the 
water  carries  much  sand,  or  or- 


Fio.  293.  —  ExtenBion  Dial.  Fio.  293u, —Trident  Fish-trap. 

ganic  matter  or  other  materials  that  may  clog  the  meter,  it  is  advisable  to 
insert  a  fish-trap  in  the  service-pipe.     Fig.  293a  shows  such  a  trap  made 
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by  the  Neptune  Meter  Company.  It  consists  of  a  large  cast  iron 
chamber  provided  with  heavy  cast  iron  strainers.  The  sediment,  etc., 
coming  through  the  service-pipe  is  intercepted  by  the  trap  and  must 
be  periodically  removed. 

518.  Description  of  Water  Meters.  —  More  ingenuity  has  been 
spent  in  inventing  and  improving  water  meters  than  has  been  devoted 
to  any  other  device  connected  with  water  works.  For  measuring 
water  within  a  limit  of  about  2  per  cent,  plus  or  minus,  some  type  of 
piston  meter  must  be  used;  but  where  water  is  cheap  and  an  error 
of  registering  of  5  per  cent,  plus  or  minus  can  be  permitted,  preference 
is  given  to  current  meters,  on  account  of  their  cheapness.  In  the 
following  pages  we  shall  describe  the  principal  water  meters  used  in 
America  and  in  Europe. 

American  Water  Meters 

619.  Piston  Meters.  —  The  first  type  of  water  meter  that  was  put 
into  actual  use  is  the  reciprocating  piston  meter.  It  consists  of  a 
water-tight  piston  which  is  moved  up  and  down  in  a  cylinder  by  the 
water  flowing  through  the  meter.  For  each  stroke  a  fixed  quantity 
of  water  flows  through  the  meter.  The  motion  of  the  piston  actuates 
a  suitable  registering  mechanism.  Instead  of  one  cylinder,  two  or 
more  may  be  used.  While  accurate,  piston  meters  are  costly,  heavy, 
and  diflScult  to  keep  water-tight.  They  are  used  largely  in  England, 
Belgium,  and  France,  but  have  been  almost  entirely  replaced  in  America 
for  ordinary  service  by  rotary-piston,  disc-piston,  and  current  meters. 
We  describe  below  the  only  reciprocating  piston  meter  manufactured 
in  the  United  States,  and,  also,  the  principal  kinds  of  rotary  and  disc 
meters. 

620.  The  Worthington  Duplex  Piston  Meter.  —  Henry  Worthington, 
of  New  York,  and  his  successors  have  manufactured  piston  meters 
for  over  fifty  years.  The  latest  form  of  these  meters  is  the  duplex 
piston  meter  (Fig.  294)  which  is  similar  to  the  duplex  pump  made 
by  the  same  manufacturers.  The  design  of  the  latter  was  really  based 
upon  the  construction  of  the  former.  In  the  duplex  meter,  two  hori- 
zontal cylinders  are  placed  side  by  side.  Each  has '  a  plunger  which 
moves  forward  and  backward  through  bronze  linings,  carrying  a  slide- 
valve  over  ports  in  the  bottom  of  the  meter.  Through  these  ports, 
the  cylinder  on  each  side  of  the  plunger  is  alternately  connected  with 
the  inlet  and  outlet  of  the  meter.  The  register  is  operated  by  a  lever, 
which  receives  a  reciprocating  motion  from  one  of  the  plungers  and 
actuates  a  spindle  and  ratchet.  By  this  arrangement  the  dial  pointers 
of  the  register  are  moved  once  for  every  four  strokes  of  the  plungers. 
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As  all  water  pasning  through  the  meter  must  enter  one  of  the  cylinilers 
and  lie  displaced  b}-  the  plunger,  the  register  records  accurately  the 
quantity  of  water  flowing  through  the  meter.     An  over-r^ietration  ib 
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not  possible,  liecause  the  plungers  cannot   move  without  displacu^ 
the  water  in  the  cylindere. 

The  cyhnders,  bottom,  cap,  and  heads  are  made  of  cast  iron.  The 
other  parts  of  the  meter  are  made  of  a  special  brass  composition.  Xo 
intermediate  train  is  required  for  this  meter,  owing  to  the  lai^e  volume 
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of  water  displaced  for  each  movement  of  the  lever  that  operates  the 
r^lister. 

This  meter  is  especially  adapted  for  large  and  heavy  waterworks 
service,  and  is  made  for  pressures  up  to  175  lbs.  per  square  inch.  It 
is  not  affected  by  hot  water,  which  sometimes  backs  up  in  service- 
pipes. 

621.  The  Crown  Meter  *  (Figs.  295  and  296),  invented  and  patented 
by  Lewis  H.  Nash  in  1879,  is  the  first  rotary  piston  displacement  meter 
manufactured  for  measuring  water.  A  gear-wheel  with  internal  teeth, 
called  the  crown,  is  fitted  closely  in  a  casing,  having  an  inlet  and  an 
outlet  spud.  The  rotary  piston  is  provided  with  teeth  and  acts  as 
an  internal  gear  in  the  crown.  A  top-head  and  a  bottom-head  fit  water- 
tight upon  the  piston.  The  space 
between  the  two  heads  forms  the 
measuring  chamber.  It  is  divided 
into  a  receiving  and  a  discharging 
chamber  by  the  piston,  which  fits 
so  closely  in  the  crown  as  to  form 
practically  a  water-tight  partition 
between  the  two  divisions  of  the 
measuring  chamber.  As  the  piston 
is  revolved  by  the  water  flowing 
through  the  meter,  the  positions  of 
the  receiving  and  the  discharging 
cfiambers  are  constantly  changing. 

The  water,  after  passing  tfirough 
a  screen,  placed  in  the  bottom 
of  the  casing,  flows  through  a  central  hole  in  the  bottom  head  into- 
the  measuring  chamber  and,  after  revolving  the  piston  is  discharged 
from  the  measuring  chamber  through  a  central  hole  m  the  top-head. 
Both  heads  have  a  number  of  passages  or  ports,  each  of  which  begins 
with  a  small  opening  near  the  central  hole  of  the  head  and  terminates 
in  a  segmental  hole  between  two  consecutive  teeth  of  the  crown.  The 
number  of  these  ports  in  each  head  is  one  less  than  the  number  of  teeth 
in  the  crown.  Each  port  serves,  alternately,  to  let  water  into  and  out 
of  the  measuring  chamber.  The  top  and  the  bottom  of  the  piston 
act  as  rotary  slide-valves,  respectively,  for  the  ports  in  the  top-  and  the 
bottom-heads,  connecting  each  port,  alternately,  with  the  inlet  and 
outlet  of  the  measuring  chamber.  To  enable  the  piston  to  act  in  this 
manner,  a  central  and,  also,  an  annular  recess,  are  cut  both  in  the  top 
and  the  bottom  of  the  piston.  Each  of  the  central  recesses  is  connected 
*  Manufactured  by  National  Meter  Co.,  New  York. 
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have  one  tooth  less  than  the  crown.  This  causes  a  constant  change  of 
the  teeth  which  engage  with  each  other  and  produces  a  uniform  wear. 
The  Hersey  Manufacturing  Company,  of  Boston,  Mass.,  makes  a 
crown  meter,  not  called,  however,  by  that  name,  which  differs  from  the 
one  described  above  in  the  form  of  the  tooth,  and  in  the  fact  that  the 


Portions  of  Piston  of  Empire  Water  Meter. 


piston  and  crown  are  given  the  same  number  of  teeth.  With  this 
arrangement  each  point  of  the  piston  follows  a  circular  path,  which 
remains  constant. 

622.    The  Empire  Meter  *  was  invented  and  patented  by  Lewis  H. 

Nash  in  1884.    It  belongs  to  the  class  of  positive  displacement  meters. 

The  manner  in  which  it  acts  will  readily  be  understood  from  Figs.  297 

and  298.     In  a  cylindrical  casing  A,  a  piston  consisting  of  a  split  ring 

*  Manufactured  by  National  Meter  Co.,  New  York. 
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of  cylindrical  form  is  placed.  A  diaphragm  attached  to  the  inside  of 
the  casing  fits  into  the  slot  of  the  piston.  At  the  center  of  the  casing, 
the  hollow  cylindrical  abutment  B  is  placed,  and  is  provided  at  its 
center  with  a  roller  revolving  on  a  pin.  A  pin  is  fastened  to  the 
piston  at  its  axis,  and  fits  closely  between  the  inside  of  the  abutment 
and  the  roller.  This  pin  guides  the  piston  in  its  motion,  and  prevents 
it  from  bearing  hard  against  the  casing.  The  path  this  pin  describes 
is  circular,  but  the  motion  of  the  piston  itself  consists  of  oscillations 
from  one  side  of  the  casing  to  the  other,  forwards  and  backwards. 
Suitable  heads  close  the  top  and  bottom  of  the  casing  and  fit  water- 
tight upon  the  piston.  The  inlet  and  outlet  ports  are  placed  in  the 
two  heads,  the  inlet  ports  of  the  two  heads  being  connected  bv  a  passage 
in  the  casing. 

The  water  enters  by  port  D  and  leaves  by  port  E,  The  piston  and 
the  diaphragm  divide  the  space  between  the  two  heads  of  the  casing 
into  two  receiving  and  two  discharging  chambers,  which  are  constantly 
changing  in  size  as  the  piston  oscillates.  Two  of  these  chambers  are 
inside  and  the  others  outside  of  the  pistons.  The  water  flows  in  a 
steady  stream  through  the  measuring  chamber,  causing  the  piston  to 
oscillate  as  described  above.  For  each  complete  oscillation,  a  definite 
quantity  of  water  is  measured.  The  motion  of  the  piston  is  com- 
municated in  the  usual  way,  through  an  intermediate  gear-train  to 
the  registering  device. 

The  casing  with  its  piston  is  placed  in  a  suitable  casting,  the  cover 
of  which  has  the  inlet-  and  the  outlet-spuds.  A  screen  is  provided  at 
the  bottom  of  the  casing,  to  interrupt  sediment,  etc.  The  main  casting, 
the  casing,  and  its  covers  are  made  of  bronze,  but  the  piston  is  made  of 
hard  rubber,  to  obtain  as  much  lightness  as  possible.  Half-way  be- 
tween its  ends,  a  perforated  web,  to  which  the  guide  pin  is  attached, 
is  placed.  The  abutment  is  cast  in  the  two  heads  and  fits  water-tight 
on  the  web  of  the  piston.  Each  head  is  provided  with  inlet-  and  outlet- 
ports. 

The  Empire  Meter  is  exceedingly  sensitive.  It  is  simple  in  con- 
struction, and  any  wearing  of  the  ends  of  the  piston  can  be  remedied 
by  grinding  down  the  casing.  If  the  surface  of  the  piston  has  been 
worn  off,  the  substitution  of  a  slightly  larger  roller  pin  makes  the  piston 
again  water-tight. 

523.  Disc  Meters.  —  In  1830  the  brothers  Dakeye,  of  England,  in- 
vented a  new  type  of  steam  engine,  in  which  they  substituted  for  the 
usual  steam  piston  a  circular  disc,  supported  on  a  spherical  bearing. 

Frank  Lambert  patented  in  the  United  States  in  1884  a  typewriter 
in  which  the  disc  action  is  used  as  a  multiple  key.      In  1887  James 
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Davies,  of  England,  invented  the  first  disc  water  meter,  which  was 
similar  in  many  respects  to  the  disc  steam  engine.  Two  years  later 
Davies  patented  this  device  in  the  United  States.  This  meter  proved 
to  be  a  failure,  mainly  because  it  had  only  one  casing,  which  was  sub- 
jected to  the  full  pressure  of  the  water.  Any  distortion  of  this  casing 
stopped  the  disc  from  oscillation. 

Lewis  H.  Nash  designed  the  first  disc  meter  in  the  United  States, 
and  obtained  a  patent  for  this  invention  on  March  20,  1888.  John 
Thomson  and  the  above-mentioned  Frank  Lambert  invented  jointly 
certain  improvements  in  oscillating  disc  water  meters,  for  which  they 
obtained  a  United  States  patent,  soon  after  Mr.  Nash  obtained  his 
patent.  The  most  important  of  these  improvements  consisted  in 
providing  a  special,  inner  casing,  or  measuring  chamber,  for  the  disc. 
The  manufacture  of  these  meters,  called  the  Thomson  meter,  was 
begun  in  January,  1889,  by  the  Water  Waste  Prevention  Company. 
This  concern  was  reorganized  as  the  Thomson  Meter  Company,  and 
is  still  extensively  engaged  in  the  manufacture  and  sale  of  disc  meters. 
With  the  improvements  made,  the  meter  now  manufactured  by  this 
company  is  known  as  the  Lambert  Meter,  In  this  meter  the  disc 
is  made  flat,  while  in  the  design  patented  by  Lewis  H.  Nash  it  is 
conically  shaped. 

On  accoimt  of  the  simplicity  of  its  construction,  its  durability, 
cheapness,  and  the  small  loss  of  head  it  occasions,  the  disc  meter  was 
soon  favorably  received,  and  it  is  now  iKK)re  extensively  used  in  America 
for  services  of  §  to  6  ins.  than  any  o^&:  type  of  meter. 

624.  The  Lambert  Disc  Meter  *  (Fig.  299)  consists  of  the  following 
principal  parts:  (1)  The  main  casting,  having  the  inlet-  and  outlet- 
spuds;  (2)  an  inner  casing,  forming  the  measuring  chamber;  (3)  the 
disc-piston,  which  is  placed  in  the  inner  casing;  (4)  the  intermediate 
gear-train;  and  (5)  the  registering  device. 

The  main  casting  and  the  casing  are  made  of  bronze,  in  halves  which 
are  bolted  together.  The  casing  fits  closely  in  the  main  casting.  This 
clearance  serves  the  purpose  of  a  screen,  and  permits  only  very  small 
particles  of  sediment,  etc.,  to  get  into  the  measuring  chamber.  The 
volume  which  the  disc  generates  by  its  oscillation  forms  the  inside 
of  the  casing.  It  consists  of  a  spherical  socket  at  the  center;  two 
frustums  of  cones,  with  their  small  ends  towards  each  other;  and  a 
spherical  zone  at  the  perimeter  of  the  casing.  The  disc  remains  always 
in  contact  with  the  top  and  bottom  cones,  and  its  edge  clears  the 
spherical  zone  by  only  about  jx^^  of  an  inch,  so  as  to  make  a  practi- 
cally water-tight  joint.  Two  inlet-ports  and  one  outlet-port  let  the 
*  Manufactured  by  Thomson  Meter  Co.,  Brooklyn,  N.  Y. 
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water,  respectively,  into  and  out  of  the  measuring  chamber,  both  from 
above  and  below  the  disc.  A  radial  diaphragm  placed  between  the  inlet- 
and  outlet-ports,  together  with  tho  disc,  which  is  provided  with  a  slot 
that  fits  over  the  diaphragm,  divides  the  inside  of  the  casing  into  two 
chambers  above  and  two  below  the  disc.     Those  to  the  right  of  the 


Fig.  299.  —  Lambert  Disc  Meter. 


disc  receive  the  water,  whQe  the  other  two  discharge  it.  At  one  par- 
ticular position  of  the  disc  the  two  lower  chambers  merge  into  one  and 
the  same  occurs  for  another  position  with  the  two  top  chambers. 

The  disc  is  made  of  hard  rubber  and  is  reinforced  by  an  inner,  per- 
forated steel  plate  {Fig.  300)  to  prevent  it  from  breaking.  This  plate 
is  held  firmly  in  the  disc  by  the  rubber  filling  the  perforations,  which 
becomes  hard  by  the  vulcanizing.  The  central  ball-bearing  of  the 
disc  (Fig.  301)  is  made  in  halves  which  are  bolted  together  by  the 
spindle  of  the  disc. 
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A  conical  rubber  roller  is  attached  to  the  top  of  the  disc-spindle. 
It  bears  against  a  conical  tube,  which  forms  the  journal  of  the  first 
spindle  of  the  intermediate  gear.  The  latter  spindle  has,  attached  to 
its  lower  end,  a  two-arm  lever,  which  is  turned  by  the  roller  of  the 
disc-spindle,  as  the  disc  oscillates. 

The  intermediate  gear-train  consists  of  four  pinions  and  four  gear 


FiQ.  300.  — Disc. 


Fia.  301.  — Central  Ball-bearing. 


wheels.  The  former  are  made  of  the  hardest  grade  of  phosphor  bronze, 
and  the  latter  of  semi-hard  bronze  composition.  All  of  the  spindles  of 
this  train  are  made  of  the  hardest  wire-drawn  phosphor  bronze,  and 
turn  freely  in  composition  bearings. 

The  register  records,  by  a  suitable  arrangement  of  pinions,  gear 
wheels,  etc.,  the  quantity  of  water  flowing  through  the  meter  either 
on  a  number  of  dials  or  by  a  self-reading  counter  (p.  506).  In  the 
former  case  the  hands  of  all  dials  are  made  to  turn  in  the  same  direction 
as  those  of  a  clock,  so  as  to  avoid  errors  in  reading  the  meter. 

The  inlet-  and  outlet-spuds  of  the  |-,  i-,  and  1-in.  meters  have  male 
threads;  those  of  the  IJ-,  1^-,  and  2-inch  sizes  have  female  threads. 
All  meters  above  the  2-in.  size  are  connected  to  the  service-pipes  by 
flanges  and  bolts. 

62B.  The  Trident  Disc  Meter  *  (Fig.  302)  consists  of  four  self- 
contained  units  which  can  be  easily  assranbled:  The  main  casting  —  or 
housing — -having  the  inlet-  and  outlet-spuds;  the  measuring  chamber, 
containing  the  disc  piston;  the  gear-train,  and  the  raster. 

For  localities  where  freezing  may  occur,  the  housing  is  a  heavy, 

hollow  bronze  casting  made  in  one  piece,  the  bottom  being  closed  by 

*  ManuTactured  by  Neptune  Meter  Co.,  New  York. 
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a  cast  iron,  brass-lined  cap,  and  the  top  being  covered  by  the  r 
casing.  The  bottom  cap  has  four  arras  which  are  slotted  out  to  facili- 
tate the  placing  of  the  bolts  which  attach  its  cap  to  the  housing.  These 
bolts  have  T  heads  which  fit  closely  to  the  main  casting  and  prevent 


Fio.  302.  —Trident  Disc  Meter. 

the  bolts  from  turning.  The  arms  of  the  bottom  cap  are  calculated 
to  break  under  a  pressure  of  about  400  lbs.  per  square  inch.  By  this 
simple  arrangement,  the  damage  resulting  from  freezing  is  limited  to 
the  breaking  of  the  bottom  cap,  which 
can  be  replaced  at  a  trifling  cost.  Where 
there  is  no  danger  of  freezing,  the  break- 
able bottom  is  omitted  and  the  housing 
made  in  two  parts,  forming  what  ia 
known  as  a  split  case. 

By  removing  four  bolts,  the  upper  part 
of  the  casing,  and  all  the  moving  parts  of 
the  meter,  can  be  removed  without  dis- 
connecting the  meter  from  the  service- 

T..     -,nn       T^-      T^-    ,  ji    pipe-  The  lower  part  of  the  casing  can  be 

Fig.  303.  —  Disc,  Diaphragm,  and      ,        .,  ,  , 

Antifriction  Roller  R.  '^^^^  by  a  cap  and  service  can  be  con- 

tinued while  the  meter  is  being  repaired. 
The  measuring  chamber  of  the  meter  is  made  of  bronze  in  two  halves, 
which  are  pressed  together  after  the  piston  has  been  inserted  and  are 
then  placed  in  the  casing.  The  disc-piston  and  its  spherical  center 
are  made  of  hard  rubber.  The  wear  of  the  edge  of  the  disc  is  prevented 
by  setting  in  the  disc  an  anti-friction  roller  (Fig.  303)  which  rotates 
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in  a  recess  in  the  wall  of  the  measuring  chamber,  the  wearing  surface 
being  liberally  proportioned  to  sustain  the  pressure. 

The  gear-train,  complete  in  itself,  is  held  in  the  casing  by  a  single 
unit.  The  pinions  and  gears  are  made  of  compositions  that  resist  the 
chemical  action  of  the  hardest  water,  and  are  cut  accurately  by  auto- 
matic machinery.  The  train  contains  only  eight  parts,  each  of  which 
can  be  duplicated. 

The  register  is  made  of  non-corrosive  materials  and  the  number  of 
stock  parts  has  been  reduced  to  about  a  minimum.  The  top  and 
bottom  plates  are  fitted  with  hard  rubber  bushings  for  all  the  spindles. 
A  bearing  is  thus  provided  which  is  non-corrosive,  and  which  reduces 
friction  to  a  minimum.  The  registers  are  made  circular,  or  straight 
reading,  as  desired.  The  testing  hand  revolves  in  a  circle,  having 
almost  the  diameter  of  the  dial  plate.  This  facilitates  close  reading 
during  tests. 

526.  Manufacturers  of  Disc  Meters.  —  Almost  every  manufac- 
turer of  water  meters  in  the  United  States  makes  at  least  one  style 
of  disc  meter.  While  based  upon  the  same  general  principle,  the 
different  makes  of  disc  meters  vary  in  the  details  of  construction  and 
materials. 

The  greatest  trouble  experienced  with  the  early  disc  meters  was 
the  breaking  of  the  disc  —  which  is  made  of  vulcanized  rubber,  to  give 
it  lightness  —  under  continuous  high  speed.  Various  expedients  have 
been  adopted  to  remedy  this  defect. 

The  names  of  the  manufacturers  of  disc  meters  in  the  United  States 
and  the  trade  names  of  the  meters  are  given  in  the  following  table: 

TABLE  LXVIII.  —  AMERICAN  DISC  METERS 


Trade  name  of  meter 

Manufacturer 

Lambert 

Thomson  Meter  Co.,  Brooklyn,  N.  Y. 

Trident 

Neptune  Meter  Co.,  New  York 

Keystone 

Pittsburgh  Meter  Co.,  Pittsburgh,  Pa. 

Worthington 

Henry  R.  Worthington 

Nash  disc 

National  Meter  Co.,  New  York 

Hersey 

Hersey  Meter  Co.,  Boston,  Mass. 

King 

Union  Meter  Co.,  Worcester,  Mass. 

Watch  dog 

Gannon  Meter  Co.,  Newark,  N.  J. 

Badger 

Badger  Meter  Co.,  Milwaukee,  Wis. 

American  * 

Buffalo  Meter  Co.,  Buffalo,  N.  Y. 

Niagara  * 

Buffalo  Meter  Co.,  Buffalo,  N.  Y. 

*  The  American  and  Niagara  meters  are  made  acoording  to  the  same  model,  and  differ  only  in  the 
metal  used  for  the  outer  casing. 

527.   Current    meters  belong  to  the  class  of  inferential  metefs. 
They  indicate  the  volume  of  water  flowing  through  them  by  measuring 


52U 


WATER  METKRS 


its  velocity.  Good  meters  of  this  type  will  measure  the  volume  of 
water  correctly  within  2  to  5  per  cent,  according  to  circumstaDces. 
Owing  to  their  cheapness,  these  meters  are  used  where  the  cost  of 
watCT  is  low.  Some  of  the  principal  American  current  met^s  are 
described  below. 

628.  The  Gem  Meter  *  (Tig.  304),  introduced  in  1870,  has  a  hard 
rubber  spiral  propeller  which  is  placed  in  a  case-chamber  having  a 
slightly  larger  diameter.     The  propeller  in  mounted  on  spindles,  the 


Fio.  304. —Gem  W 


thrust  of  which  is  taken  by  hardened  steel  points,  which  are  placed 
in  the  end  of  bearings,  where  no  injury  from  water  is  possible.  The 
water,  after  passing  through  a  screen,  flows  upward  through  the 
chamber  of  the  propeller,  revolving  the  latter,  in  proportion  to  the 
pitch  of  its  blades.  The  meter  thus  indicates  the  velocity  of  the  wat^, 
from  which  the  quantities  passing  through  the  propeller  chamber  can 
be  inferred.  The  revolutions  of  the  propeller  are  transmitted  to  the 
dial  by  suitable  mechanism. 

■  Manufactured  by  National  Met«r  Co.,  New  York. 
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529.  The  Nilo  Meter  *  (Fig.  305)  measures  the  flow  of  the  water  by 
means  of  a  hard  rubber  piston  revolving  at  a  speed  proportional  to  the 
velocity  of  the  flow.  The  piston  has  two  sections,  the  upper  one  hav- 
ing right-hand,  and  the  lower  one,  left-hand  helical  vanes.  A  deflector- 
plate  separates  the  two 
halves  of  the  piston,  and  in- 
sures  equal    discharges   of 

water  from  both  halves  of  (^"^^i^B^BI'i^-i ^^B  "^ 

the  piston,  and  maintains  an 
equality  of  thrust.  Thevanes 
are  encased  in  a  rabber  shell 
which  protects  them  against 
breakage.  The  piston  is 
mounted  on  a  bronze  shaft 
which  has  a  jewelled  bearing. 

The  motion  of  the  piston 
is  transmitted  through  an  in- 
termediate gear-train  to  the  „      b,.       ,,.,   „,  .     „  . 

^  .      .  FiQ.  305.  —  N[lo  Water  Meter. 

register,     ihe  gear-train  is 

placed  in  a  dome,  which  can  be  turned  around  so  as  to  facilitate  the  reading 
of  the  register.  A  screen  of  the  bar  type  is  placed  at  the  inlet.  The 
water,  as  it  enters  the  meter,  is  divided  into  two  equal  streams,  and  flows 
respectively  downward  and  upward  through  the  piston  chamber,  and  is 
deflected  to  the  outlet  by  the  deflector  mentioned  above. 

530.  The  Trident  Crest  Meter  j  (Figs.  306  and  307)  consists  of  a 
main  casting  having  an  inletr  and  an  outlet-spud,  the  measuring  device, 
the  gear-train  and  the  register.  The  main  casting  has,  at  the  bottom, 
a  blow-off  opening  provided  with  a  cap,  and  is  closed  at  the  top  by  a 
bronze  cover  to  which  the  gear-train  and  register  are  attached. 

The  measuring  device  consists  of  two  hard  rubber  propellers,  one 
a  right-hand  and  the  other  a  left-hand  helix,  mounted  on  a  vertical 
spindle  of  phosphor  bronze  in  a  bronze  casing,  which  rests  on  an  accu- 
rately machined  seat  in  the  main  casting.  Each  propeller  is  placed  in 
a  water-tight,  hollow  chamber  in  the  casing,  and  is  protected  by  a  cage 
that  serves  as  a  strainer.  The  spindle  is  carried  on  an  E^ate  bearing, 
and  revolves  in  hard  rubber  bushings,  which  keep  the  propellers  con- 
centric with  their  housing.  It  is  connected  loosely,  but  positively,  with 
the  driving  pinion  of  the  gear-train,  which  is  placed  in  a  recess  in  the 
bottom  of  the  bronze  cover  of  the  main  casting.  The  register  is  at- 
tached to  the  top  of  this  cover. 

*  Manufactured  by  UnioD  Water  Meter  Co.,  Worcester,  Mass. 
t  Manufactured  by  Neptune  Meter  Co.,  New  York. 
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As  the  water  enters  the  meter,  it  is  divided  by  a  projection  in  the 
main  casting  into  two  equal  streams,  which  flow  with  the  same  velocity 
through  the  two  propellers,  revolving  them.  The  two  streams  of 
water  react  upon  each  other,  radiate  in  all  directions,  and  flow,  at  right 
angles  to  the  line  of  impact,  through  ports  to  a  large  chamber,  just 
back  of  the  outlet-spud.     As  the  weight  of  the  propellers  with  their 


Fig.  307. 

Trident  Crest  Meter. 

spindle  is  but  slightly  greater  than  the  .water  they  displace,  and  as 
the  action  of  one  propeller  balances  that  of  the  other,  there  is  practi- 
cally no  weight  or  thrust  upon  the  agate  bearing.  Friction,  and  con- 
sequently wear,  is  thus  reduced  to  a  minimum. 

The  water  passages  and  chambers  are  all  made  of  ample  dimensions 
so  as  to  avoid  loss  of  head.  The  restriction  caused  by  the  propeller 
spaees  can  be  increased  or  diminished,  according  to  the  desired  degree 
of  sensibility.  All  the  moving  parts  of  the  meter  can  readily  be  taken 
out  through  the  opening  at  the  top  of  the  main  casting,  without  dis- 
connecting the  meter  from  the  service-pipe.  For  high  duty  service,  the 
crest  meter  is  made  extra  strong. 

Placed  in  a  housing  especially  adapted  for  the  purpose,  the  Trident 
crest  meter  is  used  as  a  stand-pipe  and  water  cart  meter.  For  this 
purpose  it  is  made  in  two  sizes  (Ij  and  2  ins.).  The  inlet  opening  is 
made  at  the  bottom  and  the  delivery  at  one  side.  The  water  cart 
meter  is  provided  with  lugs  for  bolting  it  directly  to  the  wood  work 
of  the  tank. 

631.  The  turbine  Meter  *  (Fig.  308)  is  a  development  of  the  well- 
known  Worthington  turbine  pump.  It  measures  the  velocity  of  the 
•  Manufactured  by  Henry  R.  Worthington,  New  York. 
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water  passing  through  the  meter  by  means  of  a  double  turbine  wheel, 
having  two  sets  of  vanes,  one  right-hand  and  the  other  left-hand.  This 
wheel  is  placed  in  the  main  casting  of  the  meter  in  a  chamber  of  the 
volute  pattern,  which  provides  at  all  points  of  the  circumference  the 
exact  cross-sectional  area  required  to  pass  the  volume  of  water  dis- 
charged by  the  wheel,   without  reducing  the  velocity  of  the  water 


Fia.  308.  —  Turbine  Water  Meter. 


column.  The  turbine  wheel  is  made  of  hard  rubber,  so  as  to  weigh 
but  a  trifle  more  than  the  same  volume  of  water.  It  is  mounted  on  a 
vertical  shaft  of  bronze,  having  a  jeweled  bearing  at  its  lower  end. 

The  water  entering  the  meter  passes  first  through  a  sliding  screen, 
and  is  then  divided  by  the  wheel  chamber  into  two  equal  streams, 
one  of  which  flows  downward  through  the  turbine,  while  the  other 
flows  upward.  By  this  arrangement  the  pressure  on  the  turbine  wheel 
is  balanced  and  friction  is  reduced  to  a  minimum. 

The  motion  of  the  wheel  is  communicated  through  an  intermediate 
gear  to  the  register.  The  meter  is  provided  with  two  hand  holes, 
closed  by  suitable  caps.  Through  one  the  screen  can  be  removed, 
while  the  turbine  wheel  with  its  shaft  can  be  taken  out  through  the 
other.  The  meter  can,  therefore,  be  easily  repaired  without  discon- 
necting it  from  the  service-pipe. 

Turbine  meters  are  made  in  sizes  of  2  to  12  ins.  While  principally 
designed  for  measuring  lai^e  flows  of  water  with  a  minimum  loss  of 
pressure,  they  are,  also,  sensitive  to  small  flows. 
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632.  The  Eureka  Meier  *  (Fig.  309)  measures  the  velocity  of  the 
water  by  means  of  a  wing-wheel.  The  wafer  entering  the  mel«r  flows 
first  through  a  strainer,  and  then  through  ports,  located  diametrically 
opposite  to  each  other,  into  a  compartment  that  suirounds  the  meas- 
uring chamber.  Prom  this  compartment  it  passes  through  tangential 
porta,  spaced  equally  around  the  walls  of  the  chamber,  into  the  meas- 
uring chambers,  where  its  impact  rotates  the  vanes  of  the  wing-wheel 
in  a  horizontal  plane  at  a  spec<l  that  is  proportional  to  the  velocitj' 
of  the  water.     The  motion  of  the  wheel  is  communicated  throi^b  a 


Fig.  309.  -  Eureka  Water  Meter. 


crank  on  the  top  of  the  wheel  to  an  intermediate  gear,  and  from  this 
to  the  roister  placed  on  top  of  the  meter.  After  its  contact  with 
the  vanes  of  the  wheel,  the  water  divides  into  two  equal  streams  which 
leave  the  measuring  chamber  through  outlet-ports  provided  in  the  top 
and  bottom  plates  of  the  measuring  chamber,  and  thus  reaches  the 
outlet  passage  of  the  meter. 

The  wing-wheel  is  made  of  hard  rubber  and  is  mounted  on  bearings 
which  are  designed  to  minimize  the  friction.  The  inlet-ports  to  the 
measuring  chamber  direct  the  inflowing  water  against  the  blades  of 
the  wheel  in  a  manner  which  increases  the  meter's  sensibiUty. 

The  strainer  is  placed  sufficiently  far  from  the  inlet  of  the  met^ 
to  form  a  fish-trap  for  intercepting  foreign  matter  carried  by  the 
water. 

•  Manufactured  by  Pitt«bui^  Meter  Co.,  East  PittAburgb,  Pa. 
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633.  The  Ttyrrent  Meter*  (Fig.  310).  — The  velocity  of  the  water 
passing  through  the  meter  is  measured  by  a  horizontal  piston  with 
curved  vanes,  shaped  Uke  a  water  wheel,  which  is  revolved  by  the 
impact  of  the  water.  This  piston  is  made  of  vulcanized  hard  rubber, 
and  is  mounted  on  a  spindle  of  phosphor  bronze,  with  a  vulcanized 
hard  rubber,  removable  bearing.  It  is  placed  in  a  bronze  measuring 
chamber,  which  can  be  removed  from  the  outer  casing,  which  is  made 
of  galvanized  cast  iron.     This  casing  is  provided  at  the  inlet  opening 


Fig.  310.  —  Hersey  Torrent  Meter 


with  a  Strainer  or  fish-trap,  which  can  be  cleaned,  without  disturbing 
the  working  parts  of  the  meter. 

The  water  entering  the  meter  passes  first  through  the  strainer,  and 
then  flows  upwards  into  the  wheel,  where  a  deflector  turns  it  into  a 
horizontal  direction  to  the  outlet-ports,  thus  avoiding  a  vertical  thrust 
through  the  moving  parts.  The  motion  of  the  piston  is  transmitted 
to  the  register  by  an  intermediate  train. 

634.  Proportional  Meters.  —  In  this  class  of  meters,  a  large  volume 
of  water,  flowing  at  a  relatively  high  velocity,  is  measured  by  a  disc 
meter  placed  in  a  by-pass.  Within  certain  practical  limits,  the  flow  of 
water  through  the  by-pass  will  be  a  fixed  percentage  of  that  through 
the  main  pipe.  By  a  suitable  arrangement  of  gearing,  the  register  of 
the  disc  meter  is  made  to  indicate  the  quantity  of  water  fiowing  through 
the  main  pipe. 

636.    The  Hersey  Proportional  Meter  *  (Fig.  311)  is  the  only  meter 

of  this  class  that  is  manufactured.     Model  PM  meter  consists  of  a 

*  Made  by  the  Hersey  Mfg.  Co.,  South  Boston,  Meisb. 
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637.  The  Hersey  Detector  Meter  *  (Fig.  312)  is  especially  designed  for 
fire  service,  or  for  combined  manufacturing  and  fire  services,  in  which 
the  meter  must  register  low  rates  of  flow  for  general  use,  and  high  rates 
of  flow  in  case  of  fires,  without  obstructing  the  flow  or  causing  much 
loss  of  pressure.  The  meter  is  a  combination  of  model  P  proportional 
meter  with  a  disc  meter,  placed  in  a  horizontal  by-pass  at  one  side  of 
the  main  pipe,  and  has,  in  addition,  an  automatic  check-valve,  which 
opens  only  for  large  flows.  For  ordinary  use,  this  valve  remains  closed, 
and  the  water  flows  through  the  horizontal  by-pass,  and  is  roistered  by 
its  disc  meter.  For  large  flows,  the  check-valve  opens  automatically, 
as  described  below,  and  the  water  has  practically  an  unobstructed 
passage  through  the  main  pipe,  except  at  the  frictioriHing,  which  causes 


FiQ.  312.  —  Heracy  Detector  Meter. 


a  certain  proportion  of  the  flow  to  pass  upward  through  a  second  by- 
pass, provided  on  top  of  the  main  pipe,  in  front  of  the  friction  ring. 
A  disc  meter,  placed  in  this  by-pass,  has  its  register  arranged  to  indi- 
cate the  total  flow  of  water  passing  through  the  main  pipe.  As  soon 
as  the  flow  is  sufficiently  reduced,  the  check-valve  closes  automatically, 
and  the  water  passes  again  through  the  horizontal  by-pass.  The  com- 
bined readings  of  the  two  disc  meters  gives  the  total  quantity  of  water 
passing  through  the  meter. 

The  check-valve  which  controls  the  flow  through  the  main  pipe  has 

a  grooved  seat   which  is  open  to  the  atmosphere,  thus  creating  an 

initial   resistance  or  back  pressure  equal  to  about  six  per  cent  of  the 

static   pressure.     Leak^e   through  the  atmospheric   opening  is  pre- 

■  Made  by  the  Hereey  Mtg.  Co.,  South  Boston,  Masa. 
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vented  by  a  small  auxiliary-  valve,  whieli  is  located  in  the  grooved 
seat,  and  which  is  operated  by  the  automatic  check-valve,  su  as  to  be 
(q)en  when  the  check-valve  is  closed  and  vice  versa. 

When  the  flow  through  the  horizontal  by-pass  is  sufficiently  large 
to  reduce  the  pressure  on  the  outlet  side  of  the  check-valve  six  per 
cent,  this  valve  opens  automatically.  A  hollow  brass  ball,  weighted 
with  shot,  and  attached  to  the  check-valve,  makes  this  valve  close 
quickly,  when  the  flow  through  the  meter  has  been  sufficiently  re- 
duced. 

The  manufactiirers  claim  that  this  meter  is  accurate  within  5  per 
cent  for  all  flows,  and  that  it  has  a  very  low  friction  loss,  which  amounts 
in  a  6-in.  meter  to  only  1  lb.  for  a  flow  of  1000  gals,  per  minute. 

638.  The  Trident  Proleclus  Meter  *  (Fig.  313)  consists  of  three 
units:  a  pipe  with  a  scnsiti^■c  check-valve,  which  opens  for  large  flows 


Fic.  313. —  Trident  Prot«ctus  Meter. 

of  water,  an^l  closes  for  small  flows;  a  by-pass  on  one  side  of  the  pipe, 
for  the  passage  of  small  flows;  and  a  by-pass  on  the  other  side  of  the 
pipe,  which  forms  with  the  main  pipe  a  proportional  meter.  The 
first-mentioned  by-pa«8  is  provided  with  a  Trident  disc  meter  for 
measuring  small  flows,  while  the  other  by-pass  has  a  Trident  Crest 
Meter  for  measuring  the  proportion  of  a  large  stream  of  water  which 
passes  through  the  meter. 

The  check-valve  is  adjusted  to  open  quickly  when  the  flow  reaches 
a  fixed  rate  of  discharge  and  to  close  the  moment  the  rate  of  flow 
becomes  less. 

B39.  Compound  meters  consist  of  combinations  of  current  meters 
with  positive  displacement  meters,  the  former  measuring  large  flows, 
while  the  latter  indicate  the  small  flows.  The  positive  displacement 
meter,  which  is  usually  of  the  disc  type,  is  placed  in  a  by-pass.     A  con- 

•  ManuTactured  by  the  Xeptune  Met^'  Co.,  Sew  York. 
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troUing-valve  is  installed  in  the  main  pipe,  and  is  so  constructed  that 
it  remains  closed  for  small  flows  and  opens  automatically  for  large 
flows.  The  efficiency  of  a  compound  meter  depends  enfcirdy  upon  the 
controlling-valve. 


Fio.  314.  —  Hersey  Compound  Meter. 


The  Hersey  Compound  Meter*  (Fig.  314)  is  a  combination  of  the 
Hersey  torrent  and  disc  meters.  The  controlling-valve  is  of  the  sliding 
check,  differential  type.  The  by- 
pass is  provided  with  suitable  valves 
which  permit  its  removal  for  repairs 
or  test,  without  shutting  off  the  main 
supply. 

The  Trident  Compound  Meter  t 
(Fig.  315)  is  a  combination  of  the 
Trident  crest  and  disc  meters,  which 
are  so  connected  that  the  former 
measures  the  large  flows  while  small 
flows  are  indicated  by  the  latter. 
The  change  from  one  meter  to  the 
other  is  made  automatically.  The  Fiq.  315 —Trident  Compound  Meter. 
sum    of    the    readings    of   the   two 

meters  gives  the  total  quantity  of  water  that  has  passed  through  the 
main  pipe. 

*  The  Hersey  Mfg.  Co.,  South  BosUin,  Mass. 

t  Manufactured  by  Neptune  Meter  Co.,  New  Yoric. 
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The  Empire  Compound  Meter*  is  a  combination  of  the  Gem  and 

Empire  inctcni,  the  latter  being  placed  on  a  by-pass  to  measure  small 

Hr>wH,  while  the  former  is  used  to   measure  large  flows.     The   flow 

thrrfUgh  the  (Jeiii  meter  is  controlled   by  a  valve  of  peculiar  form, 

arraiiK^d  lil«'  a  pup-valve.     When  this  valve  once  lift«,  it  is  held  open 

by  a  pnswure  much  less  than  that  required  to  lift  it  from  its  seat.     The 

flow  through  the  CJem  meter  is,  therefore,  obstructed  only  in  a  very 

^^^^  small  measure  by  the  valve,  which  has  a  cushioned 

^^^H      n      efTcct  in  seating  which  makes  it  assume  its  closed 

^^^V      H      position  without  a  shock. 

^^^^^   ^L         The  Union  Water  Meter  Co.  makes  a  compound 
^^^^^^ft  ^P     meter  in  which  the  disc  met^r  is  used  for  small 
J^^^^^^^^H      streams  and  the  Nilo  meter  for  large  flows. 
^^^^^■Bl        640.  Meters    for  Vertical  Pipes.  ~  A   meter 
^^^^^^^J     has  sometimes  to  be  connected  with   a   vertical 
"      service-pipe.     The   Union    Meter    Company    has 
Fid.  316.  —  Verticiil    modified  the   King  disc   meter,   by  bringing   the 
KinK  DiHc  Mrwr.      j^^j^^  ^^j  ^^^j^^  connections  into  vertical   align- 
ment to  make  it  pofwible  to  connect  them  easily  with  a  vertical  service- 
pipe  (Fig.  316).     The  mechanism  in  this  meter  remains  in  its  normal 


^W") — r^ 


.  317.  —  Side  View. 


Fici.  318,  —  Section,  Vcnturi  Water  Met«r. 

l")Ofiition.  These  meters  arc  made  in  sizes  from  |  to  1  in.,  inclusive. 
They  can  be  placed  at  a  convenient  height  for  reading. 

641.  The  Venturi  Water  Meterf  (Figs.  317  and  318t),  invented 
by  Clemens  Hei-schel,  M.  Am.  Soc.  C.  E.,  in  1886,  consists  of  two  units; 
the  meter-tube,  and  the  indicating,  recording  or  registering  instrument. 
The  former  is  essentially  formed  by  two  conica    pipes,  joined  at  thar 

*  Manufactured  by  the  National  Meter  Co.,  New  York. 

t  Trans.  Am,  Soc.  C,  E.,  1887,  XVII,  p.  228;  The  Engineer.  LonJon.  AuRuat  27, 
1887;  Casaier's  Maganne,  March,  1899. 

i  Manufactured  l)y  Builders  Iron  Foundry,  Providence,  R  I. 
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smaller  ends  by  a  short  cylindrical  pipe  of  the  same  diameter,  called 
the  throat.  The  conical  pipes  are  made  of  any  kind  of  convenient 
material,  usually  of  cast  iron,  and  have  the  same  diameter  at  their 
two  outer  ends  as  the  pipe,  the  discharge  of  which  is  to  be  measured. 
When  the  flow  of  water  is  always  in  one  direction,  the  conical  pipe  at 
the  inlet  into  the  meter  is  made  shorter  than  the  one  at  the  outlet, 
but  when  the  flow  has  to  be  measured  in  either  direction,  both  pipes 
are  made  alike.  The  throat  is  usually 
made  of,  or  lined  with,  bronze  or  brass. 
An  annular  passage,  called  a  pressure- 
chamber,  is  provided  both  at  the  inlet 
and  at  the  throat.  Four  or  more  small 
openings  connect  this  chamber  with 
the  inside  of  the  pipe.  Openings  for 
pipe-connections  to  the  instrument 
are  provided  at  the  inlet  and  throat 
pressure-chamber  of  the  meter-tube. 
The  meter-tube  forms  part  of  the 
pipe-line  the  discharge  of  which  is  to  be 
measured.  Its  action  is  based  upon  the 
principle,  first  observed  by  the  Italian 
philosopher  Venturi,  about  1791,  that 
water  flowing  through  a  converging 
pipe  loses  pressure  as  it  gains  velocity, 
and,  conversely,  that  in  passing 
through  a  diverging  pipe  it  gains  pres- 
sure as  it  loses  velocity.  If  the  joints 
made  by  the  converging  and  diverging 
pipes  with  the  throat  are  rounded  off, 
so  as  to  offer  the  least  possible  resist- 
ance to  the  flow  of  the  water,  the  head 
lost  from  the  inlet  to  the  throat  will  be 
almost  entirely  recovered  at  the  outlet, 

the  only  loss  being  that  caused  by  the  .  „    . 

,  -  . .     '^.     ..     „  7      ,    .  Fig.  319. —Vpntun  Register. 

friction  in  the  meter-tube. 

By  placing  piezometer  pipes  at  the  inlet  and  the  throat,  the  change  of 
pressure  of  the  water  while  passing  through  the  meter  is  clearly  seen. 
In  practice,  small  tubes  are  connected  to  the  meter,  instead  of  piezom- 
eter pipes,  at  the  two  points  mentioned  above,  and  are  led  to  an  instru- 
ment where  the  quantity  of  water  flowing  through  the  meter  is  recorded 
by  means  of  the  difference  of  pressure  in  the  tubes  at  the  inlet  and 
throat.  This  instrument  (Fig.  319),  called  the  register,  may  be  placed 
at  any  convenient  place  within  500  ft.  of  the  meter. 
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At  the  back  of  the  register  there  are  two  large  vertical  wells,  con- 
nected at  the  bottom  by  a  small  pipe.  One  of  these  wells  is  con- 
nected to  the  inlet  pressure-chamber,  and  the  other  to  the  throat 
pressure-chamber,  by  two  small  pipes.  In  each  well  there  is  a  heavy 
float,  resting  upon  mercury,  a  part  of  which  flows  from  one  well  to 
the  other,  in  direct  proportion  to  the  difference  in  the  two  pressures. 
This  causes  one  float  to  rise  and  the  other  to  descend,  the  movement 
being  transmitted  through  substantial  rack  and  spur  gearing  to  the 
indicator  dial-hand  shaft,  A  cam  on  this  shaft  controls  the  position 
of  the  pen  on  the  chart,  and,  also,  the  amount  of  the  movement  of 
the  counter  dial  figures. 

The  instrument  is  provided  with  three  dials.  The  indicator  dial 
shows  the  exact  rate  of  flow  in  pounds  per  hour,  gallons  per  day,  etc. 
It  is  over  30  inches  in  circumference,  and  can  be  read  within  an 
accuracy  of  1|  per  cent.     It  is  of  great  value  in  making  short  tests. 

The  counter  dial  shows  the  total  quantity  of  water  passing  through 
the  meter,  expressed  in  gallons,  cubic  feet,  pounds,  etc.  When  flow 
occurs  through  the  meter  tube,  a  movement  of  the  long  dial  hand  — 
which  is  the  most  rapidly  moving  hand  —  is  readily  perceptible. 
Inside  of  the  graduations  of  the  large  dial,  there  are  four  smaller 
dials,  which  show  the  graduations  for  smaller  periods.  All  of  the 
dial-hands  revolve  in  a  clockwise  direction,  rendering  the  counter- 
totals  easy  to  read,  and  the  movement  is  continuous. 

The  chart  recorder  dial  contains  a  large  circular  chart,  12  inches  in 
diameter,  which  gives  a  continuous  autographic  record  of  the  rate  of 
flow  through  the  meter  tube.  This  record  is  completely  visible  at 
all  times. 

In  general  practice,  Venturi  meters  are  ordinarily  used  to  measure 
water  flowing  in  one  direction  only.  When  they  were  introduced  in 
London,  which  was,  at  that  time,  supplied  by  eight  different  water 
companies,  it  became  necessary  to  make  the  meters  register  water 
flowing  in  either  direction  so  that  the  water  furnished  by  either  of  two 
adjoining  companies  to  the  other  might  be  ascertained.  To  accom- 
plish this  purpose,  both  conical  pipes  were  made  alike,  and  each  was 
furnished  with  a  pressure-chamber  like  that  provided  for  the  throat. 
By  means  of  a  system  of  cocks,  the  pressure-chambers  of  the  conical 
pipes  were  so  connected  with  the  recording  apparatus  that  •  either 
might  be  used  or  shut  off. 

The  velocity  of  the  water  at  the  throat  may  be  foimd  by  the  fol- 
lowing formulas,  and  by  multiplying  the  area  of  the  throat  by  the 
velocity  the  total  discharge  is  obtained.  This  computation  is  not 
necessary  when  a  register  is  used. 
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Let   P  =  static  pressure  at  meter  in  feet  of  water  (water  at  rest)  ; 
Pi  =  pressure  at  inlet  in  feet  of  water  (water  flowing) ; 
P2  =  pressure  at  throat  in  feet  of  water  (water  flowing) ; 
Hv  =  Pi  —  P2  =  the  Venturi  head; 

Vi  =  velocity  at  inlet  in  feet  per  second; 

V2  =  velocity  at  throat  in  feet  per  second. 

Assuming  the  area  of  the  throat  to  be  J  of  the  area  of  the  pipe;  we 
have  V2  =  9  Vi.     The  heads  producing  the  velocity  at  the  inlet  and  at 

the  throat  will  be  respectively  pr-  and  jz — 

2g  2g 

P   -  P  _  ^. 

p  _p  _  vl_  vl  _    80z;2^    __ 
^'         '"2g      2g"81  X2g~^''* 

Velocity  at  throat  =  Vfi  ^2gHl  =  1.0062  V2 gH,.       (110) 

Experiments  with  Venturi  meters  12,  48,  and  108  ins.  in  diameter 
give  V  =  0.90  to  1.02  V2  gHv  for  extreme  values  within  the  limits  in 
which  these  meters  can  be  used.  For  more  than  three-quarters  of  the 
extreme  range  of  capacity  of  the  meter,  the  coefficient  for  the  three 
meters  mentioned  above  is  only  0.94  to  1.00.  After  a  meter  has  been 
properly  rated,  it  will  record  the  flow  within  a  small  fraction  of  one 
per  cent. 

The  loss  of  head  due  to  friction  in  these  meters  may  usually  be  kept 
at  less  than  one  foot  of  water  pressure.  Venturi  meters  installed  by 
the  East  Jersey  Water  Co.  (p.  337)  in  a  48-in.  pipe-line  lost  only  4  Ins. 
head  in  passing  25,000,000  gals,  per  day.  A  meter  of  the  same  size, 
used  by  the  East  London  Water  Co.,  passes  37,000,000  gals,  per  day 
with  a  loss  of  1  ft.  head,  and  60,000,000  gals,  with  a  loss  of  2|  ft.  head. 

The  great  advantage  possessed  by  the  Venturi  tube  is  that  it  has 
no  inner  parts  that  might  get  out  of  order.  It  will  pass  fish  and  any 
object  that  can  float  through  the  throat,  and  may  be  used  for  sewage, 
hot  brine,  etc.  The  meter  will  measure  the  discharge  of  any  pipe 
from  J  in.  to  20  ft.  or  more  in  diameter,*  the  only  objection  to  its  use 
in  the  small  pipes  (say  6  ins.  or  less  in  diameter)  being  the  fact  that  the 
cost  of  the  register  is  independent  of  the  size  of  the  pipe,  and  is  the 
same  for  any  size  of  pipe. 

*  Venturi  meters  17.5  ft.  in  diameter  have  been  placed  in  the  Catskill  aqueduct 
(p.  312). 
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642.  First  Venturi  Meters.  —  The  East  Jersey  Water  Co.,  which 
supplies  Newark  and  several  other  towns  in  New  Jersey  with  water, 
measures  the  total  quantity  of  water  received  through  its  two  48-in. 
riveted  steel  pipes  by  two  48-in.  Venturi  meters  and  the  water  sold  to 
the  consumers  by  ten  similar  meters,  12  to  48  ins.  in  diameter.  The 
quantity  registered  by  these  ten  dehvery  meters  agrees  usually  within 
J  to  1  per  cent  of  that  recorded  by  the  two  receiving  meters. 

The  Venturi  meters  installed  by  this  company  in  1890  were  the 
first  of  this  type  to  be  put  into  actual  use,  and  are  still  in  service  in 
good  condition.  Since  then  Venturi  meters  have  been  introduced  ex- 
tensively in  water  works  in  different  parts  of  the  world. 

643.  Venturi  Meter  Waste-detector  (Fig.  320).  —  The  Venturi 
meter  has,  also,  been  used  as   a   waste-detector.     For  this  purpose, 


Fig.  320.  —  Venturi  Waste-detector. 


two  small  Venturi  tubes  of  different,  but  overlapping,  eapafiity  ranges 
are  mounted  on  the  same  stand,  and  connected  by  suitable  pressure- 
pipes  and  valves  to  a  manometer  with  two  scales,  one  for  each  of  the 
meter  tubes.  The  manometer  is  of  the  barometric  type.  Its  base 
is  a  well,  connected  to  the  inlet  end  of  each  tube,  and  the  top  interior 
of  the  glass  tube  communicates  with  the  throat  chamber.  By  means 
of  suitable  valves,  either  one  of  the  Venturi  tubes  can  be  connected,  at 
a  time,  with  the  manometer. 

In  using  this  waste-detector,  the  district  to  be  investigated  is  cut 
off  after  midnight  from  the  rest  of  the  distribution  system,  and  tho 
waste-detector  is  connected  by  a  hose  to  a  hydrant  outside  of  the  dis- 
trict, and  to  one  inside.  The  meters  are  then  used  to  obtain  the  flow 
of  water  into  the  district.     The  larger  Venturi  tul>e  is  first  used,  and 
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if  the  flow  is  too  small  to  be  measured  satisfactorily  with  this  tube, 
the  smaller  Venturi  tube  is  used.  Knowing  what  would  be  a  reason- 
able consumption  at  night  in  the  district  in  question,  the  detector  will 
indicate  the  waste  of  water,  if  any  exists. 

The  larger  Venturi  tube  has  a  3-in.  inlet  and  a  Ij-in.  throat.  The 
inlet  and  throat  of  the  smaller  meter  are,  respectively,  2  ins.  and  f  in. 
The  base  of  the  detector  measures  l?^  by  80  ins.  The  instrument 
measures  96  ins.  over  all,  has  a  height  of  20  ins.,  and  weighs  about 
800  lbs.  This  waste-detector  was  first  used  in  1915  in  St.  John's, 
Newfoundland.* 

644.  The  Premier  Meter  f  (Fig.  321),  invented  by  Arthur  S.  Tuttle, 
M.  Am.  Soc.  C.  E.  in  about  1901,  and  manufactured  by  the  National 


Fig.  321.  —  Premier  Meter. 

Meter  Company  of  New  York,  is  a  proportional  meter  for  u3e  on 
large  mains  in  which  the  discharge  is  determined  by  the  actual  meas- 
urement of  the  flow  through  a  by-pass,  this  bearing  a  certain  definite 
relation  to  that  through  the  main.  It  consists  of  two  Venturi  tubes, 
one  of  which  is  inserted  in  the  main  and  the  other  in  the  by-pass, 
which  are  joined  together  at  their  throats,  the  down-stream  cone  of 
the  main  tube  being  common  to  both  tubes.  The  flow  through  the 
by-pass  is  kept  within  such  limits  as  to  permit  of  its  measurement  by 
an  ordinary  displacement  meter,  the  Empire  piston  type  meter  being 
generally  used  for  this  purpose.  By  this  simple  arrangement,  the  quan- 
tity of  water  passing  through  a  water  main  at  ordinary  velocities  can 
be  accurately  measured.  The  register  of  the  positive  displacement 
meter  is  of  the  straight  reading  type,  and  is  arranged  to  indicate  the 
discharge  of  the  main  pipe.  It  should  be  enclosed  in  a  manhole 
chamber  large  enough  to  permit  access  for  inspection. 

The  throats  of  the  main  and  auxiliary  Venturi  tubes  are  made  of 
brass,  and  are  encased  in  a  cast  iron  chamber,  to  protect  them  from 

■  Eng.  News,  June  15,  1916,  p.  1160;  Engineering  and  Contracting,  June  21,  1916, 
p.  555. 

t  Eng.  Nem,  May  19,  1904,  p.  472;  Eng.  Record,  May  21, 1904,  p.  662. 
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injury.  The  remainder  of  the  meter,  with  the  exception  of  the  regis- 
tering apparatus,  is  built  of  cast  iron.  The  main  tube  is  made  with 
flanged,  hub,  or  spigot  ends,  as  may  be  desired.  The  meter  is  equipped 
with  a  gate  on  each  side  of  the  registering  device,  to  make  it  possible 
to  remove  and  test  the  latter,  without  interrupting  the  flow  through  the 
main  pipe.  The  registering  apparatus  is  provided  with  a  fish-screen 
and  a  hand-hole  for  the  removal  of  foreign  matter. 

The  operation  of  the  meter  is  based  upon  the  well  established 
principle  that  the  temporary  loss  of  head  at  the  throat  of  Venturi 
tubes  of  similar  design,  but  of  different  sizes,  is  the  same  in  each  for 
any  given  throat  velocity.  It  follows,  therefore,  that  when  the  same 
temporary  losses  of  head  exist  at  the  throats  of  each  of  two  similar 
tubes  of  this  character,  the  velocity  in  each  main  must  be  the  same, 
and  that  the  flow  through  the  tubes  must  be  in  direct  proportion  to 
their  respective  areas.  In  order  to  overcome  the  slight  friction  of  the 
recording  apparatus,  some  special  features  are  introduced  in  the  meter, 
to  make  the  velocity  in  the  by-pass  somewhat  less  than  in  the  main  pipe. 
This  removes,  also,  the  danger  of  floating  bodies  entering  the  by-pass. 
The  accuracy  of  the  Premier  meter  has  been  proved  by  many  experi- 
ments* and  service  records  show  that  it  is  maintained  in  long  continued 
uses. 

While  the  establishment  of  the  proportional  flow  through  the  by- 
pass is  controlled  by  the  design  of  the  meter  and  can  be  determined 
by  the  application  of  hydrauHc  laws,  in  order  that  this  may  be  un- 
questionably established,  each  meter  is  invariably  subjected  to  tests 
before  leaving  the  factory,  the  tests  consisting  of  weir  measure- 
ment for  the  larger  meters  and  of  tank  measurement  for  the  smaller 
sizes. 

545.  Simplex  Water  Meter.  —  The  Simplex  Valve'  and  Meter 
Company,  of  Philadelphia,  Pa.,  devised  in  1904,  and  finally  perfected 
in  1909,  a  register  which  indicates  the  rate  of  flow,  and  records  the 
quantity  of  discharge,  of  water  passing  through  a  Venturi  tube,  pipe, 
conduit,  canal,  or  over  a  weir.  The  great  advantage  of  this  device  is 
that  it  will  measure  with  equal  accuracy  flows  varying  in  velocity,  from 
as  low  a  rate  as  half  a  foot  per  second  to  the  highest  velocity. 

The  essential  part  of  this  device  consists  of  a  register  (Fig.  322) 
which  has  suitable  pipe  connections  with  a  Venturi  tube,  Pitot  tubes, 
an  orifice,  a  rectangular  or  V  notch  weir.  The  basic  principle  is  a  mer- 
cury vessel  on  which  rests  a  float,  so  shaped  that  its  vertical  position 
is  in  direct  ratio  to  the  flow  of  water  through  the  Venturi  tube,  orifice, 

*  Proc.  Amer.  Water  Works  Assoc,  1908,  p.  247.  Efig.  Record,  June  18,  1904, 
p.  777;  Eng.  News,  June  16,  1904,  p.  569. 
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Fig.  322. —Simplex  Meter. 

weir,  etc.  The  design  of  this  float  involves  a  beautiful  principle  of 
higher  mathematics  and  is  in  every  case  entirely  rational.  In  the  case 
of  the  \'enturi  tube,  orifice,  or  Pitot  tubes,  the  float  is  hollow,  and  the 
tiiiuation  of  the  section  of  its  inner  surface  of  revolution  is: 


(I  +  6)i 
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In  the  case  of  the  rectan|i^lar  weir: 


.u  +  « 


In  the  ease  of  the  triangular  notch  weir: 


y  =    /  — i (111) 


y  =  -y -■  (112) 


V 


T  +  ' 

X^ 


In  all  of  these  equations, 

X  =  the  abscissa; 

y  =  the  ordinate  of  the  section  of  the  float; 

a,  6.  and  c  are  constants. 

The  development  of  these  three  equations  constitutes  as  ingenious 
a  work  in  appUed  calculus  to  general  geometry  as  are  those  classical 
curves  of  antiquity'  known  as  the  Cissoid,  Conchoid  and  the  Witch 
of  Agnesi. 

It  is  stated  by  the  designer  that  in  every  case  where  the  float  was 
made  strictly  according  to  the  cur\'e  plotted  from  the  equation,  that 
the  actual  practical  results  were  correct  within  the  ordinary  limits  of 
observation.  In  the  case  of  the  Venturi  tubes  and  orifices,  however, 
it  was  found  that  the  flow  was  not  proportional  to  the  square  root 
of  the  Venturi  head  for  low  velocities,  and  therefore  the  float,  mathe- 
matically designed,  was  modified  to  suit  these  varying  coefficients 
from  a  throat  velocity  of  4  ft.  per  second  down  to  zero.  Above  4  ft. 
per  second,  however,  the  actual  velocity  curve  follows  the  mathemat- 
ical curve.  By  means  of  this  achievement,  the  necessity  of  cams  and 
other  limiting  and  friction  causing  devices  is  eliminated. 

The  movement  of  the  float  actuates  a  revolving  shaft,  to  which  is 
attached  a  hand  pointing  to  a  fixed  dial  with  uniform  graduations. 
A  pen  is  attached  to  the  shaft  and  moves  in  proportion  to  the  angular 
deflections  thereof.  It  is  in  contact  with  a  rectangular  chart,  which  is 
wn^ped  on  a  revolving  cylinder.  A  traction  wheel  is,  also,  attached 
to  the  shaft,  and  is  geared  to  a  train  of  wheels  operating  a  series  of 
small  dials,  similar  to  those  of  other  water  meters.  This  traction  wheel 
passes  over  the  face  of  a  revolving  disc.  This  disc,  and  also  the  cylin- 
der to  which  the  chart  is  attached,  are  operated  by  an  eight-day  marine 
clock. 
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Fio.  323.  —  Details  of  Venturi  Tube  and  Simplex  Meter  Renter. 
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The  entire  periphery  of  the  traction  wheel  is  made  up  of  a  Hcries  of 
rollers  which  eliminate  rubbing  friction,  while  in  contact  with  the 
face  of  the  disc.  The  pen  is  capable  of  operating  for  months  with  a 
single  charge  of  ink,  without  blotting,  flooding,  or  failing  to  mark.  A 
delicate  spiral  spring,  whose  tension  is  easily  adjusted,  keeps  the  pen  in 
contact  with  the  chart  (Fig.  323),  which  is  uniformly  graduated,  the 
abscissas  representing  hours  and  the  ordinates  the  rate  of  flow.  The 
area  comprised  between  the  datum  line  and  the  line  described  on  the 
chart  by  the  pen  is  in  direct  ratio  of  the  total  flow.  It  can  readily  be 
measured,  and  by  multiplying  it  by  the  proper  coefficient,  the  total  dis- 
charge per  24  hours  is  obtained  in  gallons,  cubic  feet,  or  any  other  de8ire{l 
unit.  The  planimeter  may,  however,  be  set  so  that  its  reading  corre- 
sponds to  some  multiple  of  ten  times  the  unit  of  the  chart  and  all 
calculations  are  thus  obviated. 

A  glass  dome,  weighing  less  than  six  pounds  and  resting  on  a  felt 
gasket,  covers  the  rate  of  flow  dial,  chart  recorder  and  total  flow  register 


Fig-  324.  —  Battery  of  Water  Mflt«r8. 

and  protects  them  from  dust.     By  this  arrangement  the  whole  mecha- 
nism is  at  all  times  exposed  to  view.     A  neat  metal  cover  is  supplied  when 


The  Simplex  register  described  above  can,  also,  be  well  used  in  con- 
nection with  a  Venturi  tube  or  with  Pitot  tubef. 

646.  The  Battery  System  of  Water  Meters.  —  Small  flows  of  water 
are  measured  more  accurately  by  small  water  meters  than  by  large 
ones.  For  this  reason,  greater  accuracy  is  attained  by  using  a  bat^ 
tery  of  two  or  more  small  meters  instead  of  a  large  meter  (Fig.  324), 
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In  1910  such  an  arrangement  was  installed  at  Bay  City,  Mich.,  for 
measuring  the  discharge  of  an  8-in.  water  main  by  means  of  two  6-in. 
Lambert  disc  meters.  The  8-in.  main  is  continued  for  a  short  dis- 
tance by  two  6-in.  branch  pipes,  each  provided  with  a  disc  meter,  and 
these  pipes  are  joined  again  to  the  8-in.  main.  A  gate-valve  is  placed 
on  each  side  of  each  meter. 

The  advantages  claimed  for  this  arrangement,  known  as  the  battery 
system,  are;  (1)  Great  accuracy  by  the  use  of  small  meters,  which 
can  be  easily  tested  before  leav- 
ing the  factory;  (2)  ease  in 
handling  and  setting,  the  bulk 
being  divided;  (3)  the  advan- 
tage of  being  able  to  shut  off 
and  repair  either  meter,  with- 
out stopping  the  supply.  For 
a  10-in.  line,  three  6-in.  disc 
meters  would  be  needed  and  for 
a  12-in.  line,  four  6-in.  disc 
meters  would  be  required. 

The  use  of  a  number  of  meters, 
each  placed  in  a  branch  pipe 
and  provided  with  gates,  in- 
creases the  cost,  and  in  such 
cases  it  is  preferable  to  use  either 
a  Venturi  meter  or  some  good 
type  of  current  meter. 

European  Water  Meters 
647.  The  Deacon  Meter* 
(Fig.  325),  invented  about  1875 
by  George  F.  Deacon,  Borough 
and  Water  Engineer  of  Liver- 
pool, is  placed  directly  in  the  line  of  a  water  mafn,  or  on  a  by-pass,  for 
ascertaining  the  quantity  of  water  flowing  through  the  main.  It  consists 
of  a  cast  iron  body  having  either  flanges  or  hubs  at  its  ends,  for  con- 
necting it  with  the  water  main.  Inside  of  the  meter,  a  conical,  brass 
gauge-tube  is  placed,  with  its  larger  end  at  the  bottom.  A  horizontal 
disc,  having  the  diameter  of  the  smaller  end  of  the  gauge  tube,  is  sus- 
pended in  this  tube.  It  is  attached  to  a  counterweight,  as  described 
below,  and  closes  the  gauge-tube,  when  no  water  is  passing  through 
the  meter.  When  water  flows  through  the  meter  it  forces  the  disc 
•  Manufactured  by  Palatine  Engineering  Co.,  Ijverpool,  England. 
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down,  and  passes  through  the  annular  space  between  the  disc  and  the 
gauge-tube.  As  the  flow  increases,  the  disc  is  moved  farther  down  by 
the  water,  and  thus  provides  a  larger  opening  for  the  water  to  escape. 

The  disc  is  attached  to  a  stem  which  is  kept  vertical  by  a  guide 
tube.  A  fine  wire  is  fastened  to  the  upper  end  of  the  stem.  This 
wire  passes  through  a  practically  water-tight  packing-gland  in  the 
upper  part  of  the  body  of  the  meter,  and  is  then  connected  to  a  car- 
riage, holding  a  metallic  pencil,  which  marks  the  motions  of  the  disc. 
To  the  other  side  of  the  carriage  is  fastened  a  rope  which  passes  over 
a  pulley  and  is  then  attached  to  the  counterweight,  made  just 
heavy  enough  to  draw  the  disc  to  the  top  of  the  gauge-tube,  when 
no  water  is  flowing.  The  movements  of  the  pencil  are  recorded  on 
diagram  paper  placed  on  a  cylindrical  drum,  which  is  revolved  by 
clockwork.  By  changing  the  gears,  the  drum  can  be  made  to  revolve 
once  in  six  hours,  twenty-four  hours  or  seven  days,  as  may  be  desired. 

The  difference  in  pressure  between  the  water  on  the  two  sides  of 
the  disc  is  just  sufficient  to  balance  the  weight  of  the  disc  with  the 
stem  and  the  pencil  carriage,  and  equals  about  six  inches  of  water. 
As  this  difference  remains  constant,  the  flow  through  the  meter  is 
nearly  proportional  to  the  area  of  the  annular  opening  between  the 
disc  and  the  gauge  tube.  The  exact  quantity  of  water  passing  through 
the  meter  for  each  position  of  the  disc  is  determined  empirically,  and 
the  diagram  paper  is  divided  accordingly  and  graduated  to  read  the 
rate  of  flow  in  gallons  per  hour. 

As  the  drum  revolves,  the  pencil  records  automatically  the  rate  of 
flow  at  a  given  time  and  the  total  quantity  of  water  flowing  during  a 
given  period  can  be  obtained  by  averaging  the  rates  of  flow  per  hour 
and  multiplying  this  average  by  the  number  of  hours  in  the  given 
period.  The  total  quantity  of  water  passing  through  the  meter  can, 
also,  be  obtained  by  means  of  an  integrating  mechanism,  attached  to 
the  meter. 

Deacon  meters  are  manufactured  in  sizes  of  3  to  36  ins.  diameter, 
the  largest  size  having  a  capacity  of  passing  about  16,000,000  gals, 
per  day.  They  have  been  used  extensively  in  Great  Britain  and  to 
some  extent  in  America  in  connection  with  detection  of  waste  of  water. 

548.  Reciprocating  Piston  Meters.  —  The  Kennedy  piston  water 
meter  *  (Fig.  326)  has  long  been  favorably  known,  and  is  used  ex- 
tensively in  Great  Britain  and  on  the  continent.  It  consists  of  a 
vertical  cylinder  of  metal,  in  which  a  piston  of  vulcanite  a  is  moved 
alternately  up  and  down.  By  means  of  a  ring  of  pure  Para  rubber, 
which  rolls  between  the  body  of  the  piston  and  the  internal  surface 
*  Manufactured  by  the  Kennedy  Patent  Water  Meter  Co.,  Kilmangock,  Scotland. 
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of  the  cylinder,  the  piston  is  given  a  practically  water-tight  joint, 
which  causes  scarcely  any  friction.  At  each  end  of  the  cylinder,  an 
India  rubber  seat  b  ia  placed,  on  which  the  piston  forms  a  water- 
tight joint,  in  case  it  should  be  forced  by  back  pressure  to  either  end 
of  the  cylinder.  This  prevents 
undue  pressure  being  thrown  on 
the  piston  roller 

The  piston-rod,  after  passing 
through  a  stuffing-box  in  the 
cylinder  cover,  is  attached  to  a 
rack  c,  which  gears  into  a  pinion, 
fixed  on  the  shaft  This  shaft  is 
turned,  altemateh  in  opposite 
directions  by  the  upward  and 
the  downward  stroke  of  the 
piston.  The  rack  is  kept  in  gear 
and  guided  in  a  vertical  line  by 
an  anti-friction  roller  which  is 
carried  by  a  stud  proiecting 
from  one  of  the  shaft-bearing 
brackets. 

The  water  is  directed  through 
suitable  water  passages  k  alter- 
nately, above  and  below  the  piston 
by  the  cock-key  d,  placed  in  the 
same  axial  Une  on  the  shaft  and 
is  fitted  with  a  duplex  lever 
which  is  actuated  b\  a  weighed 
lever  e,  carried  looselj  on  the 
shaft,  and  caused  to  fall  alter- 
nately, on  each  arm  of  the  duplex 
lever.  After  reversing  the  cock, 
the  weighted  lever  falls  on  a 
buffer,  faced  with  India  rubber, 
which,  yielding  before  it  and 
traveling  in  the  same  curve, 
gradually  brings  it  to  rest. 

The  reciprocating  motion  of  the  pinion  shaft  is  converted  into  a 
circular  motion  in  one  direction  by  means  of  a  ratchet,  which  is 
interposed  between  the  pinion  and  the  registering  gear,  and 
arranged  to  indicate  the  quantity  of  water  that  passes  through  the 
meters. 


FiQ.  326.  —  Kennedy  Water  Meter 
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549.  The  Frager  piston  meter  is  shown  in  Fig.  327.  It  consists  of 
two  vertical  cylinders  G  and  of  a  top  piece  in  which  the  water  passives 
are  placed,  through  which  the  water  flows  into  each  cybnder,  alter- 
nately, above  and  below  a  water-Hght  piston  K  which  is  moved  by 
the  water  pressure  up  and  down  in  the  cylinder.  By  means  of  the 
piston-rod  k,  the  motion  of  each  piston  is  transmitted  to  a  vertical 


Fig.  327.  —  Frazer  Water  Meter. 


slide-valve  S,  which  regulates  the  flow  into  the  adjoining  cylinder. 
.■Va  the  motion  of  the  piston  is  greater  than  that  of  its  slide-valve, 
the  piston-rod  is  placed  in  a  tube  attached  to  the  piston,  in  which  it 
remains  idle,  except  near  the  end  of  the  stroke  of  the  piston,  when 
it  is  shoved  up  or  drawn  down  by  the  ends  of  the  tube,  as  the  case 
may  be.  The  reciprocating  motion  of  one  of  the  piston-rods  is  trans- 
mitted by  a  suitable  arrangement  of  a  ratchet  and  gear  wheels  to  the 
train  of  the  register  L,  which  is  placed  near  the  top  of  one  of  the 
cylindera. 

This  type  of  meter  is  used  extensively  in  Paris,  France.  In  1909 
more  than  30,000  of  these  meters  were  in  service  in  that  city  and, 
also,  about  45,000  of  an  earlier  type  of  this  meter  in  which  the  cylin- 
ders were  placed  horizontally. 
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660.  The  Frost-Tavenet  water  meter  *  (Fig,  328)  has  one  vertical 
cylinder,  in  which  a  piston  having  a  leather  packing  moves  up  and 
down.  The  meter  consists  of  three  parts.  The  double-acting  pis- 
ton K  moves  in  the  bottom  part  U;  the  middle  part  M  contains  the 
slide-valve,  water  passages,  etc.,  by  means  of  which  the  up  and  down 
motion  of  the  piston  is  controlled;  and  the  top  part  0  forms  the 
cover  of  the  meter.     The  water  is  admitted,  alternately,  below  and 


Frost-Tavenet  Water  Meter. 


above  the  piston,  by  the  shifting  of  the  horizontal  slide-valve  F, 
which  is  actuated  by  a  small,  auxiliary  piston  H.  This  piston  itself 
is  moved  by  a  vertical  slide-valve  having  a  cam  N  on  its  back.  The 
shde-valve  is  moved  up  and  down  by  the  projections  aa  on  the  rod 
K  of  the  main  piston.  Two  other  projections  Kn,  attached  to  the 
rod  of  the  main  piston,  move  the  lever  k  forwards  and  backwards. 
This  lever  moves  the  pawl  of  a  ratchet-wheel  and  thus  changes  the 
reciprocating  motion  of  the  piston  into  a  circular  motion  which  is 
communicated  to  the  train  of  the  register  L.  The  inlet  and  outlet 
of  the  water  are,  respectively,  on  the  front  and  back  of  the  middle 
piece  M  of  the  meter. 

•  Manufactured  by  Michel  &  Company. 
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661.  Current  Meters.  —  The  Everett  turbiTie  water  meter  (Fig. 
329).  The  water  flows  through  the  meter  in  the  direction  indicated 
by  the  arrows  and  moves  the  cylindrical  drum  C,  in  whose  outer 
surface  spiral  grooves  are  cut,  as  in  axial  turbines.  On  the  spindle 
of  this  drum  there  is  a  worm-gear  which  communicates  the  motion 
through  a  train  of  gear-wheels  to  the  register. 

662.  The  Michel  turbine  water  meter  (Fig.  330)  is  made  by  the 
Compagnie  Michel  of  France.     After  passing  through  a  screen,  the 


-  Everett  Water  Meter. 


Michel  Turbine  Water 
Meter. 


water  flows  through  the  guide  wheel  b  to  the  runrter  a  which  is  made 
of  hard  rubber.  After  leaving  this  wheel,  the  water  flows  out  in  an 
axial  direction.  The  motion  of  the  wheel  is  transmitted  by  a  worm- 
gear  to  the  wheel-train  of  the  register. 

663.  The  Andrae  mng-wkeel  water  meter  (Fig.  331)  has  an  equal 
number  of  symmetrical  tangential  inlet-  and  outlet-ports,  by  means 
of  which  the  water  is  admitted  and  dischai^ed  uniformly  over  the 
whole  wheel.  The  motion  of  the  wheel  is  communicated  by  a  train 
of  gears  to  the  register. 

The  outlet-ports  are  placed  opposite  the  inlet-ports,  but  at  a  higher 
level.  The  ports  are  bored  in  a  housing  in  which  the  wheel  is  placed. 
They  all  have  the  same  diameter,  and  are  on  the  same  tangential 
angle,  but  that  of  the  outlet-ports  is  in  the  opposite  direction  of  the 
angle  of  the  iniet^ports.     The  symmetrical  arrangement  of  the  ports 
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prevents  all  one-sided  reaction  of  the  wheel,  in  whatever  direction 
the  water  flows.  In  case  of  back  pressure,  the  ports  change  their 
functions,  the  outlet^ports  becoming  the  inlet-ports,  and  tnce  versa. 
In  this  case,  the  register  is,  also,  worked  backwards,  the  quantity  of 
water  flowing  from  a  house  being  thus  deducted  from  the  total  quan- 
tity that  had  been  previously  recorded  as  being  dehvered. 


Fig.  331.  —  Andrae  Water  Meter  (with  Wet  Register). 

For  small  meters  up  to  40  mm.  in  diameter  (about  1^  ins.),  the 
casing  is  made  of  bronze;  but  for  larger  meters  good  cast  iron,  suit- 
ably protected  against  corrosion,  is  used.  The  gearing  of  the  register 
is  made  either  ivet  or  dry,  as  desired. 

This  meter,  which  is  the  first  one  in  which  the  register  was  arranged 
to  work  forwards  or  backwards,  was  first  introduced  in  1896.  It  is 
very  accurate  and  is  largely  used  in  Germany. 

664.  The  Von  Schinzel  water  meier  (Fig.  332)  is  manufactured  in 
Vienna  and  is  used  extensively  in  Austria.  It  is  made  largely  of  hard 
rubber,  which  is  used  for  the  register  case,  the  sides  and  bottom  of 
the  measuring  chamber  of  the  wheel,  and  the  gear-wheels.  The 
pinions,  the  spindles,  and  the  wheels  are  made  of  delta  metal.* 

*  This  composition  is  made  of  copper  and  zinc,  with  about  three  per  cent  of  iron. 
It  ahinea  like  gold,  is  as  hard  as  steel,  and  does  not  mat  nor  become  coated  with  verdigris. 
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The  covering  of  the  measuring  chamber  has  radiating  riba,  which 
prevent  all  eddies.  The  meter  has  no  regulating  device.  For  water 
carrying  deposits,  the  meter  is  provided  with  a  sand-pot  at  the  bot- 
tom. 

The  meter  shown  in  Fig.  332  has  a  dry  register,  but  this  meter  is, 
also,  made  with  a  wet  register.  In  the  latter  case  the  measuring 
chamber  is  made  of  hard  rubber,  and  the  casing  of  the  register  of 
tinned  bronze. 

666.  Siemens  &  Halske  Water  Meiers.  —  The  firm  of  Siemens  & 
Halake,  of  Berlin,  Prussia,  has  been  engaged  in  the  manufacture  of 
water  meters  since  1858,  and  has  developed  a  number  of  types  of 
these  devices.  The  earlier  meters,  made  by  this  firm,  were  made 
with  dry  registers,  but  the  later  models  have  all  wet  registers. 


Fig.  332.  — Schinzel  Water  Meter. 


Fig.  333.  —  SiemetiB-Halske  Water  Meter, 


Fig.  333  shows  a  current  meter  made  by  the  above-mentioned 
firm,  according  to  one  of  its  models.  The  water  enters  at  the  bot- 
tom of  the  meter,  and  it  passes  through  a  horizontal  strainer 
depositing  all  solid  matter  in  a  sedimentation  box,  without  clogging 
the  strainer.  The  water  then  flows  through  a  number  of  equally 
distributed  tangential  ports  into  the  measuring  chamber,  where  it 
turns  the  runner,  which  is  a  wheel  having  straight  blades. 

The  spindle  of  this  runner  rests  on  an  agate  bearing.  Above  the 
runner  there  are  baffle-plates,  which  revolve  on  horizontal  axes. 
They  serve  to  check  the  rotation  of  the  runner,  when  the  water 
supply  is  shut  off,  and,  also,  to  regulate  the  meter.  This  regulation 
does  not  reduce  the  capacity  of  the  meter. 

B56,  Siemens  and  Halske's  Compound  Water  Meters.  —  In  this  meter 
large  flows  pass  through  the  main  pipe,  and  are  measured  by  a  current 
meter,  placed  in  this  pipe,  while  small  flows  are  turned  into  a  by- 
pass, which  is  provided  with  a  meter  capable  of  measuring  small 
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quantities  of  water.  By  adding  the  readings  of  tiie  two  meters,  tiie 
total  quantity  of  the  water  flowing  through  the  pipe,  in  a  given  time, 
is  obtained. 

In  the  American  compound  water  meters  (p.  528),  the  change  of 
flow  from  the  main  pipe  to  the  by-pass,  and  vice  versa,  is  effected  by 
an  automatic  valve,  which  closes  quickly,  when  the  flow  has  been 
reduced  to  a  certain  quantity.  If  this  valve  does  not  open  wide 
enough,  at  the  proper  time,  or  should  open  and  close  a  number  of 
times,  when  the  pressures  on  it  are  in  equilibrium,  a  certain  quan- 
tity of  water,  too  small  to  be  measured 
by  the  main  meter,  m^ht  flow  through 
the  pipe,  without  being  registered. 
Siemens  and  Halske  have  avoided  this 
diflaculty  in  their  compound  meter  by 
using  two  automatic  valves,  one  placed 
in  the  main  pipe  and  the  other  in  the 
by-pass.  By  a  suitable  arrangement, 
one  of  these  valves  is  always  closed, 
when  the  other  is  open,  and  thus  the 
whole  flow  must  either  pass  through 
the  main  pipe  or  through  the  by-pass. 
In  order  to  make  the  automatic  valves 
open  and  close  quickly,  the  weight  of  Fi7334.-Woltm8nn  Current  M^. 
eachvalveislargelyreduced,  as  it  starts 

to  open,  and  correspondingly  increased  as  it  is  about  to  close.  This 
makes  the  valves  very  sensitive  and  insures  a  quick  opening  and  closing.* 

567.  WoUmann  Water  Meter. — The  application  of  the  Woltmann 
current  meter  to  a  water  meter  was  first  made  by  A,  Thiem,  of  Leipzig, 
Germany,  in  1897,  in  connection  with  the  water  works  of  Naunhof, 
Germany,  where  lai^e  quantities  of  water  had  to  be  measured  with  a 
minimum  loss  of  pressure. f  This  meter  was  manufactured  by  H. 
Meinecke,  of  Breslau,  Prussia,  now  a  stock  company  under  the  name 
of  "  Die  Breslauer  Metallgiesserei,"  and  an  extensive  series  of  tests 
of  different  sizes  of  this  meter  were  made  by  Herr  Rother,  of  Leipzig, 
Germany.  J 

Figure  334  shows  a  Woltmann  water  meter.  It  consists  of  a  piece 
of  flanged  pipe,  which  is  made  of  bronze  for  the  smaller  sizes  of  meters, 

*  For  a  Cull  description  of  these  valves  see  Otto  Lueger,  "Die  Wasserverso^ung 
der  Stadte,"  Band  2,  S.  415,  Leipzig,  1908. 

t  A.  Thiem,  "Der  Woltmann  Fltigel  als  WassermesBpr,"  Journal  filr  Gasbe- 
l(~uchtung  und  Waseerversorgung,  1898,  S.  260. 

t  Rother,  "Ueber  Fortachritte  in  der  Vervendunf;  Woltmannscher  Flflge!  zui 
Wassermeesung,"    Journal  filr  Gasbeleuchtui^  und  Wasaerversorgung,  1900,  S.  725. 
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and  of  cast  iron  for  the  larger  sizes.  One  of  the  well-known  Wolt- 
mann  current  meters  is  placed  in  the  center  of  this  pipe,  the  journals 
of  its  spindle  being  supported  by  suitable  frames.  A  worm  on  this 
spindle  transmits  the  motion  of  the  wheel  to  an  intermediate  gear, 
placed  on  top  of  the  pipe,  and  this,  in  turn,  moves  the  wheel  train  of 
the  register,  which  is  kept  dry,  and  is  separated  from  the  interme- 
diate gear  by  proper  packing.  The  wheel  itself,  with  the  exception 
of  its  metal  spindle,  is  made  of  celluloid  and  is  hollow.  Its  specific 
gravity  is  practically  the  same  as  that  of  water,  and  the  shape  of  the 
wheel  is  such  that  the  number  of  revolutions  it  makes  corresponds 
almost  exactly  to  the  quantity  of  water  flowing  through  the  pipe. 
This  relation  is  given  mathematically  by  the  formula: 

Q  =  hXaXr  =  cubic  feet  per  second,  (113) 

where 

h  =  pitch  of  screw; 

a  =  area  of  pipe  in  square  feet,  less  the  area  of  a  cross-section  of 

the  wheel; 
r  =  revolutions  per  second. 

One  of  the  advantages  of  this  type  of  water  meter  is  its  extreme 
sensitiveness,  which  enables  it  to  record  very  small  flows  of  water. 
Its  superiority,  in  this  respect,  over  an  ordinary  current  meter  is 
shown  by  the  following  comparison  of  these  meters  given  by  Lueger, 
in  "  Die  Wasserversorgung  Der  Stadte,''  Band  2,  S.  417,  Leipzig. 


COMPARISON  OF  WATER  METERS 


Type  of  water  meter 

Diameter  in 
millimeters 

Capacity  with  loss 

of  10  meters  in 

head.    Cubic 

meters  per  hour 

Limit  of  accuracy 

registry  =  2% 
Liters  per  second 

Woltmann  * 

100 
250 

500-600 
500-600 

0.75 

Ordinary  current  meter 

1.7-1.9 

♦  Known  also  as  the  Meinecke  meter. 

From  the  above  table  it  appears  that  a  Woltmann  water  meter  of 
100  mm.  (3.67  ins.)  diameter  passed  the  same  quantity  of  water  as 
an  ordinary  current  meter  of  250  mm.  (9.14  ins.)  and  showed  much 
greater  accuracy  in  registering  both  small  and  large  flows.  The 
former  meter  is  much  cheaper  than  the  latter.  These  advantages 
are  also  found  in  the  larger  sizes  of  the  Woltmann  water  meter. 

Strainers  and  fish-traps  or  sediment  boxes  are  not  generally  needed 
for  these  meters,  as  any  ordinary  amount  of  sediment,  etc.,  can  pass 
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through  the  meter  without  causing  damage.  When  these  meters 
are  used  for  measuring  water  carrying  a  large  quantity  of  foreign 
matter  —  such  as  that  coming  from  newly  driven  wells,  etc.  —  the 
work  attached  to  the  main  spindle  of  the  meter,  and  the  gear-wheel 
it  drives,  are  protected  by  a  proper  box. 

The  Woltmann  meter  cannot  be  used  to  advantage  for  smaller 
diameters  than  50  mm.  (1.83  ins.).  It  is  manufactured  in  various, 
sizes  from  50  to  500  mm.  (1.83  to  18.3  ins.)  in  diameter,  the  weights 
of  these  two  extreme  sizes  being  respectively  7.5  and  200  kilograms 
(16.53  to  441  lbs.). 

This  meter  is  well  adapted  for  measuring  large  quantities  of  water 
going  to  different  districts  of  a  water  supply  system,  to  large  fac- 
tories, etc.,  and,  also,  for  testing  the  capacity  of  pipnps.  It  can  be 
made  either  of  the  sanje  diameters  of  the  main  in  which  it  is  to  be 
placed,  or  it  can  be  given  a  smaller  diameter,  and  form  the  throat  of 
a  Venturi  meter.  With  this  arrangement  there  shoi|ld  be  a  straight 
piece  of  pipe,  about  1.5  to  3.5  ft.  long,  back  of  the  meter,  and  a  similar 
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piece  of  pipe,  about/ 10  to  20  ft.  long,  in  front  of  the  meter,  in  order  to 
insure  as  regular  a  flow  at  the  meter  as  possible. 

Experiments  have  shown  that  this  type  of  the  meter  can  be  placed, 
also,  in  a  vertical  pipe-line,  without  impairing  appreciably  its  accuracy. 

By  means  of  an  electrical  contact,  made  in  its  register,  the  Wolt- 
mann meter  can  be  made  to  record,  on  graduated  paper,  mounted 
on  a  drum,  the  variations  in  the  quantity  of  water  flowing  through  a 
water  main,  and  the  total  quantity  per  day.  The  drum  is  made  by 
clockwork  to  revolve  uniformly  once  in  twenty-four  hours.  The  hori- 
zontal lines  on  the  paper  denote  the  rates  of  flow,  while  the  vertical 
lines  mark  the  different  hours. 

For  larger  mains,  having  a  diameter  of  more  than  8  ins.,  the  flow 
may  be  measured  accurately  by  passing  the  water  through  two 
smaller  pipes,  each  provided  with  a  meter.  Further  on  these  pipes 
are  joined  again  (Fig.  335).  By  this  arrangement,  a  greater  sensi- 
tiveness for  small  flows  can  be  obtained  than  would  be  secured  by 
using  one  large  meter.  Gate-valves  should  be  placed  on  each  side  of 
the  meters,  and,  also,  a  fish-trap  (sediment  box)  on  the  up-stream  side. 
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668.  Meter  Boxes.  —  Water  meters  are  usually  placed  in  the 
basements  of  buildinga,  but  occasionally  they  are  set  outside  of  a 
building,  and  protected  by  a  suitable  box.  There  are  some  advan- 
tages in  adopting  the  latter  plan.  It  makes  the  meters  always  acces- 
sible to  the  officials  of  the  water  works,  and  prevents  tampering  with 
them.  It  also  protects  the  meters  from  injury  when  fires  occur. 
Meters  placed  in  ordinary  cellars  are  apt  to  freeze  in  very  cold  weather. 
This  does  not  occur  when  the 
meter  is  placed  in  a  good  box 
outside  of  the  building. 

The  Ford  Meter  Box  Com- 
pany, of  Wabash,  Ind.,  manu- 
facture the  meter  box,  shown 
in  Fig,  336,  which  is  provided 
in  cold  latitudes  with  a  double 
cover.  It  is  known  as  the 
Wabash  box.  The  meter  is 
attached  to  the  water  pipe 
without  any  threaded  fittings, 
the  joint  between  the  meter 
spuds  and  the  inlet  and  outlet 
fittings  being  made  by  com- 
pression. A  patented  yoke 
serves  to  hold  the  meter  se- 
curely in  position,  and  can  be 
removed  in  one  minute's  time, 
without  the  use  of  tools.  This 
box  protects  the  meter  pipes 
and  fittings  securely  against  freezing,  fire,  and  tampering.  The  lid  can 
be  removed  by  turning  a  special  bolt  provided  with  a  pentagonal  head. 
The  Clark  Meter  Box,  manufactured  by  the  H.  W.  Clark  Company 
of  Mattoo,  111.,  is  shown  in  Fig,  337.  On  account  of  its  roomy  con- 
struction, all  sorts  of  necessary  appliances  can  be  installed  in  this 
box,  and  the  large  volume  of  air  about  the  meter  gives  perfect  pro- 
tection against  frost.  This  object  is  also  assisted  by  the  small  area 
of  cover  exposed  to  the  air.  These  boxes  are  made  in  over  a  hundred 
different  types,  to  fit  all  climatic  conditions. 

The  Jersey  Meter  Box  •  {Fig.  338)  consists  of  a  cast  iron  top  which 
is  set  on  a  concrete  or  tile  housing  in  which  the  meter  is  placed. 
It  is  provided  with  a  locking  device  consisting  of  a  lever  which  en- 
gages beneath  a  horizontal  lug.      When  released,  it  rides  up  on  an 
•  Manufactured  by  the  S.  E.  T.  Valve  and  Hydrant  Co.,  New  York. 
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inclined  plane  or  lug  which  helps  to  push  out  the  cover  against  frost 
resistance. 
669.  Testing  Water   Meters.  —  In   selecting   water  meters,    the 

different  types  of  meters  should  be  compared  as  regards  sensitiveness, 


*<. 


Fig.  337.  —  Clark  Meter  Box. 


accuracy  of  registration,  loss  of  pressure  between  the  inlet  and  outlet, 
and  endurance.  The  simplicity  of  construction  and  facility  of  making 
repairs  should,  also,  be  considered. 

In  testing  fourteen  different  types  of  meters,  J.  W.  Hill,  M.  Am. 
Soc.  C.  E.,  found  that  several  of  the  |-in,  meters  would  register  a  flow 
of  10  to  12  gals,  per  hour  with  less  than  10  per  cent  error.  *  For  a  flow 
of  10  gala,  per  minute  the  loss  of  pressure  was  6  to  8  lbs.  per  square 
inch  in  disc  meters,  and  7  to  13  lbs.  in  piston  meters.     For  a  flow  of 

•  Trana.  Am.  Soc.  C.  E.,  189S,  XLI,  p.  326. 


554  WATER  METERS 

5  gals,  per  minute  these  losses  of  pressure  were  reduced  respectively 
to  2  to  2^  and  2  to  3  lbs. 

J.  Waldo  Smith,  M.  Am.  Soc.  C.   E.,  obtained,  in  testing  seven 

|-in.  meters,  a  registration  of  95  per  cent  of  the  flow  with  rates  of 

3  to  24  gals,  per  hour.*     These  experi- 

Amcnts  showed,  also,  that  after  deliver- 
ing quantities  of  water  corresponding  to 
a  service  of  35  to  45  years,  the  best 
meters  bad  lost  little  of  their  sensitive- 
ness or  accuracy  of  registration.  The  loss 
of  pressure  in  the  |-in.  meters  [tested 
by  .Mr.  Smith  varied  from  3  to  12  lbs. 
per  square  inch  for  a  rate  of  flow  of  10 
gals,  per  minute.  For  a  flow  of  5  gals. 
Fia  338. -^e  Jersey  Meter    ^^^  ^^^^^  ^^^  j^^  ^j  j^^^  ^^^^  ^^^ 

"■  1  to  3  lbs. 

Otto  Poetsch  tested  in  1911  in  Milwaukee,  Wis.,  a  large  number 
of  house  meters,  averaging  about  f  in.  in  sizcf  He  found  the 
average  slip  for  3431  piston  meters  to  be  3.15  per  cent,  and 
the  average  for  1955  disc  meters  to  be  0.6  per  cent.  The  piston 
meters  had  been  in  service  from  15  to  23  years,  prior  to  the  tests 
being  made,  while  the  disc  meter  had  been  in  use  for  about  10 
years. 

Tests  made  by  J.  A,  Cole  in  Des  Moines,  Iowa,  on  1064  meters, 
which  had  been  in  service  for  1  to  15  years,  showed  a  loss  of  only 
Ij  per  cent  in  accuracy  of  registration.  J 

In  tests  of  water  meters  made  in  East  Orange,  N.  J,,  in  1908  and 
1909,  two  |-in.  Trident  disc  meters  and  two  |-in.  Empire  meters  ran 
constantly  under  full  pressure  for  10^  months,  without  failure  or 
loss  in  accuracy  of  registration.  The  quantities  of  water  discharged 
by  the  meters  were  equivalen  to  what  would  be  used  by  a  family  of 
5  persons  in  about  95  years. § 

All  water  meters  should  be  carefully  tested  before  being  installed, 
and  a  card  index  should  be  kept  giving  the  history  of  each  meter, 
and  the  results  of  tests  made.  After  being  in  service  for  a  certain 
number  of  years,  or  after  having  passed  a  quantity  of  water  exceeding 
the  average  consumption  equivalent  to  such  a  number  of  years' 
service,  a  meter  should  be  reteated.     The  minimum  frequency  with 

•  Trana.  Am.  Soc.  C.  E.,  1899,  XU,  p.  359. 

t  Eng.  Record,  Jan.  13,  1912,  p.  34. 

t  Technology  Quarterly,  June,  1907. 

I  Report  of  Board  of  Water  GommisaionerB  of  E^t  Orange,  N.  J.,  1909. 
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which  such  periodical  tests  should  be  made,  as  regards  either  the 
years  of  service,  or  the  quantities  of  water  discharged,  is  given  in  the 
following  table: 

TABLE  LXVIII.  —  PERIODICAL  TESTS  OF  WATER  METERS 


Water  discharged  or  years  of  service  before  a  meter 
should  be  retested 

Size  of  meter  in  ins. 

Water  discharged  in  cu.  ft. 

Years  of  service 

i 

200,000 

6 

1 

200,000 

6 

4 

300,000 

5 

1 

400,000 

4 

li 

1,000,000 

3 

2 

1,000,000 

3 

3 

2,000,000 

2 

4 

3,000,000 

1 

6  or  larger 

5,000,000 

1 

In  testing  meters,  care  must  be  taken  to  distingui^  errors  due  to 
faulty  testing  apparatus  from  those  due  to  the  meter  itself.  For 
volumetric  tests,  the  tank  that  receives  the  water  discharged  by  the 
meter  should  be  accurately  calibrated.  If  the  water  in  the  tank  is 
to  be  weighed,  the  tester  must  make  sure  that  the  scales  are  correct 
and  sensitive  within  a  pound.  In  weighing  one  cubic  foot  of  water, 
an  error  of  one-half  pound  would  cause  an  error  of  nearly  1  per  cent 
in  the  results. 

If  possible,  enough  water  should  be  discharged  through  the  meter 
to  make  the  hand  of  the  test  dial  make  one  or  more  complete  revo- 
lutions, so  as  to  eliminate  inaccuracies  in  the  subdivisions  of  the 
dial,  which  sometimes  exist,  and  may  introduce  an  error  as  high  as 
20  per  cent  in  the  registration. 

The  temperature  of  the  water  must  be  considered  in  testing  hot 
water  meters,  but  may  be  neglected  when  only  cold  water  is  passed 
through  the  meter. 

If  a  meter  does  not  register  correctly,  the  error  may  be  due  to 
two  causes:  faulty  construction  of  the  meter,  or  improper  gear  re- 
duction. In  all  types  of  positive  displacement  meters,  there  is  a 
certain  amount  of  piston  clearance.  Although  this  clearance  is  usu- 
ally only  about  0.002  in.,  it  will  permit,  even  in  small  size  meters,  a 
rate  of  flow  of  about  100  gals,  per  day  to  pass  through  the  meter 
without  moving  the  piston.  If  the  flow  of  water  is  just  sufficient  to 
move  the  piston,  about  80  per  cent  of  the  flow  may  leak  past  the  piston. 
As  the  rate  of  flow  increases,  the  leakage  becomes  less  until  a  flow  is 
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utii'ltiHl  At  nItU-lt  tlu'  U'tiktiRt^  ix  a  tninitnum.  If  the  flow  becomes 
Mlill  Rnvtti^r.  tlio  It^ttknicc  will  increase  slightly  again,  until  the  capacity 
'if  the  tywXvr  »  tviw\\n\. 

On  noitniitl  v4  \\x\»  vtiriiiblo  piston  leakage  for  different  rates  of 
fl'iw,  it  in  cvult*ltll,v  iui|HtHHiI>lo  to  put  in  a  meter  Bpur<^earing  which 
will  ImitMtut  to  tl«'  n'RisliT  Ki'ar-train  correct  indications  for  all  rates 
«rf  fitiw,  'nu*  K|mr-|ii'i)r)iig  iiiuHt,  therefore,  be  selected  to  give  the 
'iMirtil  iii'inirnoy  irf  n'K)'<(<ii(i<>ii  'it  average  rates  of  flow. 

¥it.  XW  nhiiWK  nit  nviTiigt'  accuracy  curve  for  new  f-in.  disc  meters. 
.4M*inliliK  t^i  tliio  riirvi'.  mrUfrs  of  this  size  and  type  will  register 
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nf  -wf  <!HXtt  M  the  total  amount  of  water  passing  through 

WF  ■  -swrfiue  i«wn  about  0.07-2,6  cu.  ft.  per  minute. 

,■1-  -'w>  -TCUTs  service,  the  registration  will  increase,  in  most 

-.■v  t!  '««■  wr««nt,  as  fine  particles  of  suspended  matter 

,   -f-Mnsi   0JW1  ti*  d"*"  """^  '^'^'^  chamber,  thus  reducing 

Ke  and  causing  the  piston  to  make  a 

r^««uw»-^  per  unit  quantity  discharged.    After 

.•nimarr  service,  wear  of  the  moving  members 

,.^t  ..it  .-rtfeet  tcpon  the  accuracy  of  the  registration, 

.^.u'w«Nt  1»>  rhe^  littwer  curve  in  Fig.  339. 
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the  meter  may  be  made  to  pass  the  required  test.  For  this  reason  a 
water  company  should  always  keep  on  hand  a  number  of  changes  of 
spur-gearing  for  the  different  types  of  meters  which  it  installs. 

The  loss  of  pressure  varies  greatly  in  different  makes  of  meters. 
At  flows  equal  to  their  nominal  capacities,  |-in.  disc  metei"s,  made 
by  different  manufacturers,  lose  about  8  to  30  lbs.  pressure  per  square 
inch.  In  general,  the  pressure  loss  in  any  meter  should  not  be  much 
greater  than  15  lbs.  per  square  inch  with  a  flow  corresponding  to 
the  nominal  capacity  of  the  meter. 

The  practical  tests  required  in  different  water  works  as  regards  accu- 
racy of  registration  vary  somewhat.  In  the  following  table  we  give  the 
standard  tests  for  water  meters  required  by  the  Department  of  Water 
Works,  Gas  and  Electricity  of  the  city  of  New  York. 


TABLE  LXIX.  —  TESTS  OF  WATER  METERS  REQUIRED  BY  THE 

CITY  OF  NEW  YORK 


Diam. 

Diam. 
of 

Water 
used  in 

of 

meters 

orifice 

test, 

in  IDS. 

in  ins. 

cu.  ft. 

5 

1 

1 

8 

16 

1 

1 

1 

10 

3 

4 

A 

1 

i 

1 

i 

1 

f 

10 

1 

i 

1 

i 

1 

1 

10 

14 

i 

1 

i 

1 

i 

10 

1 

■     •     ■     « 

li 

10 

2 

i 

1 

i 

1 

1 

1 

2 

10 

3 

i 

1 

i 

10 

1 

10 

3 

100 

4 

i 

10 

2 

100 

4 

100 

6 

i 

10 

2 

100 

6 

100 

Per  cent  registration  required  at  the  meter 
testing  station 


Positive  meters 


New 


9^102 


98-102 
98-102 


98-102 
98-102 


98-102 
98-102 


98-102 
98-102 


98-102 
98-102 


98-102 
98-102 
98-102 
98-102 
98-102 
98-102 
98-102 
98-102 


Used  or 
repaired 


95 


98-102 
95 


98-102 
95 

98^162 
95 


98-102 
95 


98-102 
95 

98^162 
98-102 
95-105 
98-102 
98^102 
95-105 
98-102 
98-102 


Current  meters 


New 


98-102 

98^162 

98^162 

98^i62 

98^162 
98-102 
98^102 
98-102 
98-102 
98-102 
98-102 
98-102 
98-102 


Used  or 
repaired 


9&-105 


98-102 
9&^i65 
98^162 


95-105 
98-102 
98-102 
95-105 
98-102 
98-102 
95-105 
98-102 
98-102 


Hot  water  meter 


Tested 

on  the 

premises. 

All  types 

of  meters 


New 


85 
98-102 


85 
98^162 


85 
98-102 


Used  or 
repaired 


85 
98-102 


85 
98^162 


85 
98-102 


80 
95-105 


80 
9&-105 


80 
95-105 


95-105 
95-105 
95-105 


95-105 
95-105 


95-105 
95-105 
95-105 
95-105 
95-105 
95-105 
95-105 
95-105 
95-105 


Note.  —  The  water  pressure  at  the  di£ferent  meter  testing  stations  varies  from  about  35  to  40  lbs.  per 
square  inch. 
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In  the  city  of  Cleveland,  Ohio,  where  great  attention  has  been  given 
to  the  subject  of  water  meters,  the  following  accuracy  of  registration 
is  required : 

TABLE  LXX.  —  TESTS  OF  WATER  METERS  REQUIRED  IN 

CLEVELAND,  OHIO 


Size  of  meter,  ins. 

Diameter  of  orifice 

llate  of  flow  approx.,  cu.  ft. 
per  minute 

Per  cent  registration 
required 

5 
'8 

5 

8 

3 

0.111 

0.042 

9^101 

98 
90 

1 

1 

I  or  over 

9 

1 .  25  or  over 

0.111 

0.042 

98-101 
99 
98 

85 

li  and  2 

li  and  2 
i  or  over 

i 

14  and  25 
1 .  25  or  over 
0.312 
0.111 

98-101 
99 
98 
97 

3 

3 
J  or  over 

4 
A 

40 
1 .  25  or  over 
0.312 
0.111 

98-101 
99 
97 
09 

4 

4 

2  or  over 

1 

4 
i 

80 

98-101 
99 

1.25 
0.312 

95 
80 

6 

6 

2  or  over 

1 

4 

i 

1.40 

98-101 
99 

i.25 
0.312 

95 
70 

In  Rochester,  N.  Y.,  f-in.  rate  meters  are  required  to  register 
between  99  and  101  per  cent  of  the  quantities  discharged,  when 
working  under  a  static  pressure  of  50  lbs.  per  square  inch,  both  for 
full  discharge  and  a  flow  through  a  |-in.  orifice. 

For  a  flow  of  0.02  cu.  ft.  per  minute,  the  meters  must  register  within 
98  to  102  per  cent  of  the  correct  discharge. 

Special  machines  are  made  for  testing  water  meters.  Some  of  these 
meter  testers  are  described  below. 

Meters  can  also  be  tested  on  the  premises  by  means  of  a  test  meter 
which  is  connected  to  the  meter  whose  accuracy  of  registration  is  to 
be  ascertained.  In  such  tests  the  same  quantity  of  water  is  passed 
through  the  two  meters  and  the  quantities  of  flow  indicated  by  their 
registers  are  compared.  An  apparatus  for  testing  meters  in  this  man- 
ner is  described  on  page  566. 


A  WATER  METER  TESTER 


559 


660.  A  water  meter  tester,  manufactured  by  the  H.  Mueller  Manu- 
facturing Company,  of  Decatur,  111.,  is  shown  in  Fig.  340,  It  consists 
of  an  iron  base,  suitably  mounted.  The  meter  to  be  tested  is  placed 
on  the  adjustable  meter-rest  with  the  outlet  toward  the  tank.  Reduc- 
ing bushings  are  provided  so  that  any  size  of  meter  up  to  two  inches 
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can  be  accommodated.  On  the  table  is  also  mounted  the  head-block 
which  brings  the  inlet-pipe  into  position  and  the  flow  is  controlled  by 
the  inletr-valve.  Upon  the  table  is  also  mounted  the  spindle-bracket 
provided  with  the  spindle-wheel,  which  adjusts  the  spindle  to  the 
meter.  The  outlet-pipe  is  taken  from  the  spindle-bracket  and  dis- 
chai^es  into  the  tank.     In  order  that  the  meter  may  be  tested  conven- 
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iently  with  various  flows,  the  outlet-pipe  is  provided  with  a  revolving 
disk  multiple-cock,  which  controls  the  size  of  the  stream  passing 
through  the  meter  and  may  be  regulated  from  one-thirty-second  of  an 
inch  to  two  inches  in  size.  The  receiving  tank  is  provided  with  an 
outlet,  so  that,  when  the  test  is  completed,  the  water  may  be  readily 
drained.  This  receiving  tank  rests  on  scales  which  are  of  standard 
design,  equipped  ordinarily  for  this  work  with  a  special  double-bar 


Fio.  342.  —  Trident  Meter  Teeter. 

scale-beam,  graduated  in  pounds,  cubic  feet,  and  gallons,  and  with  an 
auxiliary  per  cent  bar  which  gives  the  percentage  error  in  the  meter 
readings  without  any  calculations. 

Figure  341  shows  the  method  of  testing  meters  which  are  more  than 
two  inches  in  diameter  with  this  same  size  of  tester.  In  this  case 
the  meter  is  mounted  upon  a  truck  as  shown,  and  the  branch  connec- 
tion is  placed  in  the  meter  tester  in  position  the  same  as  the  meter 
would  be  placed.  With  this  arrangement  meters  as  large  as  twelve 
inches  can  be  accurately  tested. 
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661,  The  Trident  Meter  Tester*  consists  of  a  test-bench  tor  sup- 
porting one  to  six  small  meters  in  series,  and  of  a  calibrated  tank, 
provided  with  a  graduated  gauge,  in  which  the  water  is  measured  by 
volume.  The  bench  is  joined  to  a  water  main  and  to  the  tank,  which 
has  usually  a  capacity  of  one  or  ten  cubic  feet,  by  suitable  connec- 
tions. Quick-acting  wedge-and-lever  stop-gates  placed  on  the  inlet- 
and  the  outlet-pipe  control  the  flow,  and  are  used  in  starting  and 
stopping  the  test. 

The  rate  of  flow  is  regulated  by  means  of  different  size  orifices, 
varying  from  3*5  in.  diameter  to  the  full  size  of  the  service-pipe,  which 
are  placed  in  the  discharge  pipes  ahead  of  the  quick-acting  valve. 


Fio.  343. —  Clark  Meter  Tester. 


For  testing  only  one  meter  at  a  time,  the  tester  is  made  as  shown 
in  Fig.  342.     Two  sizes  of  this  tester  arc  made,  one  for  meters  f  to 

1  in.  in  diameter,  and  the  other  for  meters  having  diameters  of  f  to 

2  ins.  With  these  testers  the  tank  is  placed  on  a  sensitive  scale,  and 
the  discharge  is  measured  by  weight.  The  scale  is  fitted  with  a 
special  percentage-beam  for  testing  water  meters,  the  per  cent  of  error 
being  indicated  directly  on  this  beam,  without  any  computation. 

662.    The   Clark  Meter  Tester  +    (Fig.   343)   is   a   solid,   efficient 
machine,  which  is  made  in  the  following  sizes: 

•  Manufactured  by  the  Neptune  Meter  Co,,  New  York, 
t  Manufactured  by  the  H.  W.  Clark  Co.,  Matttxiii,  III. 
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Size 

Capacity,  number  and  size  of 

Clark  special  test  valves,  number 

Water  used 

Capacity  of 

tank  in 
cubic  feet 

number 

meters 

and  size  of  openings 

in  tests, 
cubic  feet 

0 

One,  1",  f "  or  1" 

Three,  A",  A",  i" 

1 

3.75 

1 

One,  f ",  1"  or  1" 

Three,  A",  A",  i" 

1 

3.75 

2 

Three,  f " 
Two,  i"  or  1" 

Three,  A",  A",  i" 

10 

15.75 

3 

Three,  f " 
Two,  f "  or  1" 
One,  li"  or  2" 

Four,  A",  A",  i",  i" 

10 

15.75 

4 

Six,  f " 
Five,  f " 
Four,  1" 

Three,  A",  A",  i" 

10 

15.75 

5 

Six,  1" 
Five,  f " 
Four,  1" 
Two,  li"  or  2" 

Four,  A",  A",  i",  i" 

10 

.15.75 

6 

One,  3",  4",  6",  or  8" 

Four,  I",  1",  i",  f" 

100 

160.00 

The  testers  are  provided  with  slow  opening  inlet-valves  and  with 
quick  opening  outlet-valves.  The  outlet-valve  is  of  the  Clark  frac- 
tional flow  type,  fitted  with  indicating  quadrant,  which  facilitates 
testing  meters  for  all  fractional  flows. 

Each  machine  is  provided  with  Clark  Special  Non-clogging  Sensi-- 
bility  Test  Cocks  and  has  gauges  to  show  the  initial  pressure  and  fric- 
tional  loss. 

The  scale  has  three  beams  graduated  in  cubic  feet,  gallons  and  pounds 
avoirdupois,  with  separate  percentage-beam  graduated  for  24  per  cent 
each  way. 

663.  The  Ford  Meter  Tester  *  is  made  in  different  sizes.  The 
No.  1  tester  is  an  inexpensive  machine  in  which  only  one  meter  can 
be  tested  at  a  time.  Fig.  344  shows  a  larger  machine  with  a  Fair- 
banks special  meter  testing  scale.  For  larger  cities  a  special  testing 
machine  is  made. 

663a.  The  National  Meter  Company,  of  New  York,  manufactures 
a  very  compact  and  convenient  apparatus  for  testing  water  meters 
(Fig.  344a).  It  is  arranged  as  a  stand,  with  clamping  devices  to 
hold  from  §  to  1  in.  meters,  the  clamping  of  the  meter  being  accom- 
plished with  a  hand-operated  nut  which  clamps  a  bronze  screw, 
containing  the  outlet-pipe  of  the  meter.  To  this  outlet  is  attached 
a  pipe  with  a  full-size  1  in.  outlet-cock  and  with  additional  outlets  in 
sizes  of  i  in.,  J  in.,  ^  in.  and  ^V  iii-  This  pipe  discharges  into  a  tank 
of  approximately  twelve  gallons  capacity,  which  is  arranged  on  the 

*  Manufactured  by  the  Ford  Meter  Box  Co.,  Wabash,  Ind. 


Ii"io.  344o.  —  Testing  Apparatus  of  National  Mctpr  Ciim|>any. 
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Fio.  Mill.  —  Portable  Meter  Testing  Apparatus  (Neptune  Meter  Co.) 
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platform  of  a  sensitive  scale  by  means  of  trunnions  which  allow  the 
tank  to  be  dumped  into  an  enlarged  funnel  or  hopper  that  is  incor- 
porated in  the  stand  on  which  the  meter  is  set.  The  funnel  or  hopper 
is  attached  to  a  sewer  connection  for  disposing  of  the  surplus  water. 
The  scale  is  arranged  with  a  percentage-beam,  and  is  provided  with 
weights  for  either  gallons  or  cubic  feet,  as  may  be  desired. 

This  testing  plant  is  particularly  adapted  for  water  works  of  aver- 
age size.  Larger  meters  can  be  tested  by  means  of  a  smaller  test 
meter  which  has  been  carefully  caUbrated  on  the  testing  apparatus. 

663b.  Testing  Meters  on  the  Premises.  —  Instead  of  testing  a 
meter  in  a  special  machine,  Uke  those  described  above,  it  may  be 
tested  on  the  premises  by  comparing  its  discharges  for  different  size 
openings  with  those  of  an  accurate  test  meter.  This  method  saves 
much  expense  and  inconvenience. 

The  Neptune  Meter  Company  makes  a  portable  testing  apparatus 
(Fig.  3446)  for  testing  meters  on  the  premises.  In  using  it,  the 
outlet-spud  of  the  house  meter  is  connected  by  means  of  a  hose  with 
a  test  meter  of  the  Trident  disc  type,  whose  accuracy  has  been  deter- 
mined in  a  testing  machine.  The  outlet  of  the  test  meter  is  connected 
with  a  piece  of  hose  of  sufficient  length  to  discharge  the  flow  into  a 
sewer,  gutter,  etc.  A  quick-acting  valve  is  attached  to  the  outlet- 
spud  of  the  test  meter.  The  outlet  side  of  the  test  meter  is  provided 
with  a  short  goose-neck,  near  the  end  of  which  is  placed  an  orifice  of 
the  size  required  for  the  test.  The  flow  is  controlled  by  the  quick- 
acting  valve. 

For  large  size  meters  which  are  to  be  tested  on  the  premises,  it  is 
convenient  to  place  a  test  tee  followed  by  a  stop-cock  in  the  service- 
pipe  on  the  outlet  side  of  the  house  meter,  in  order  to  avoid  discon- 
necting the  meter  when  it  is  to  be  tested. 
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664.  Various  devices  have  been  invented  for  recording  the  height 
of  the  water  surface  in  a  stand-pipe,  tank,  or  reservoir.  The  simplest 
contrivance  which  may  be  used  for  a  stand-pipe  or  tank  is  a  float 
attached  to  a  rope  which  passes  over  a  pulley  and  has,  at  its  free 
end,  a  pointer  for  indicating  the  position  of  the  water  surface.  This 
simple  apparatus  has  been  used  extensively  for  water  tanks  of  rail- 
roads, but  occasionally  gets  out  of  order. 

Some  of  the  improved  devices  which  have  been  introduced  of  late 
are  described  in  the  following  pages. 

666.  BristoPs  recording  water  level  gauges  are  used  extensively 
for  recording  automatically  and  continuously  the  depth  or  levels  of 
water  in  rivers,  reservoirs,  water  towers,  etc.,  and,  also,  for  recording 
the  rate  of  flow  of  water  over  weirs.  These  gauges  may  be  used  when 
the  recording  station  is  above  or  below  the  water  surface,  whose 
fluctuations  in  level  are  to  be  charted. 

The  complete  outfit  (Fig.  345)  consists  of  a  bulb-casting  of  bronze, 
having  some  perforations  on  the  lower  side,  a  suitable  length  of  flexible 
connecting  tube,  and  a  recording  instrument.  A  flexible  diaphragm 
of  thin  rubber  convex  downward  is  placed  between  the  flanges  of 
the  upper  and  lower  parts  of  the  bronze  casting,  and  is  firmly  held, 
enclosing  the  proper  amount  of  air  for  the  operation  of  the  instru- 
ment. The  casting  is  supported  by  a  special  bracket  and  chain.  The 
flexible  tube  is  furnished  with  or  without  steel,  lead,  or  copper  armor. 

When  the  bulb  casting  has  been  properly  installed  so  that  its 
outer  diaphragm  is  only  exposed  to  atmospheric  pressure  on  the 
inside  and  outside,  when  the  water  is  at  its  lowest  level,  a  rise  of  the 
water  level  will  cause  a  corresponding  increase  of  pressure  on  the 
bulb  diaphragm,  which  increase  of  pressure  will  be  transmitted 
through  the  flexible  connecting  tube  to  the  pressure  tube  of  the 
recording  instrument,  and  will  thus  cause  the  recording  pen  arm  to 
be  deflected  on  the  surface  of  a  chart.  The  variations  in  the  elevation 
of  the  surface  of  the  water  are  thus  transmitted  directly  to  the  pen- 
arm,  without  the  intervention  of  multiplying  devices,  gears,  links, 
levers,  or  other  complicated  mechanism.  The  Bristol  gauges  are 
independent  of  freezing  temperatures  as  they  act  through  air  columns. 
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A  great  variety  of  forms  of  helical  and  diaphragm  pressure  tubes 
are   used  with  these  gauges.     They  have   been   developed  to   suit 


Fig.  345.  —  Bristol's  Recording  Water  Gauge. 


particular  ranges  and  are  the  result  of  many  years'  experience.     For 
ranges  of  leas  than  12  ft.  of  water,  the  diaphragm  form  of  pressure 


tube  (Fig.  346)  is  usually  employed,  while  the  helical  form  (Fig.  347) 
is  used  for  higher  ranges. 

The  bulb  casting,  which  is  of  strong  construction,  may  be  placed, 
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as  an  extra  protection,  inside  of  a  perforated  barrel  or  keg.  '  If  desired, 
the  connecting  tube  may  be  put,  for  additional  safety,  in  an  iron  pipe 
conduit. 

When  the  recorder  is  placed  outdoors,  it  is  protected  by  a  moisture- 


FiG.  348.  —  Moisture-proof  Cast  Iron  Case, 

proof  cast  iron  caae   (Fig.  348)  in  which  the  interior  parts  of  the 
recording  instrument  are  mounted  on  a  skeleton  back.     For  weekly 


Long-distar 


records,  the  chart  is  marked  as  shown  in  Fig.  345,  the  dark  portions 
being  used  for  the  records  made  at  night. 

Bristol's  Long-distance  Electric  Transmitting  and  Recording 
-  When  equipped  with  an  electric  transmitting  system 
(Fig.  349),  the  Bristol  gauges  make  continuous  automatic  records  of 
variations  in  water  level,  etc.,  at  long  distances.     The  transmitting 
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jind  recording  instruments  are  connected  by  three  wires.  Witti  a  110- 
volt  60-cycle  fdteraating  current  circuit,  and  No.  14  copper  wires, 
ttie  recorder  may  be  installed  3  miles  from  the  transmitter,  and  with 
No.  12  wire,  this  distance  can  be  increased  to  5  miles.  When  direct 
current  circuits  are  used,  a 
small  motor  generator  set  is 
required,  in  connection  with 
the  transmitting. 

667.  The  Cole  Recorder 
(Fig.  350)  is  a  sensitive  station 
meter  which  records  on  a  chart, 
by  means  of  a  pen,  the  fluctu- 
ations in  the  delivery  of  a  water 
pipe.  In  installing  this  meter, 
a  careful  traverse  of  the  pipe 
is  made  with  a  rod-meter 
(p.  489)  to  ascertain  the  ratio 
of  the  average  velocity  of  flow 
in  the  pipe  to  the  center 
velocity.  The  rod-meter  is 
then  set  permanently  with  its 
orifices  at  the  center  (rf  the 
pipe,  and  its  Pitot  tubes  are 
connected  with  the  recorder 
by  small  pressure  pipes,  pro- 
vided with  stop-cocks.  These 
pipes  and  a  waste-pipe  for  ex- 
pelling air  are  attached  to  a 
3-way  cock  which  controls  the 
iidmission  of  water  to  the 
recorder.  A  multiple  dia- 
phragm of  ten  sections,  placed 
in  the  recorder,  is  rigidly  at- 
tached to  the  inletrhead  of  the 
case.  When  water  from  the 
pressure  pipe  of  the  up  stream  Pitot  tube  is  admitted,  it  expands  the 
diaphragm,  the  amount  of  expansion  depending  upon  the  velocity  of 
the  water  in  the  pipe.  By  a  suitable  arrangement  of  magnets  and 
links,  the  diaphrc^m  rotates  a  spiral  or  cam  which  revolves  freely  on 
pivots,  without  doing  any  work.  The  spiral  simply  limits  the  move- 
ment of  the  pen-arm  which  is  lifted  and  lowered  at  one-minute  inter- 
vals, and  thus  made  to  mark  on  a  chart  revolved  by  clockwork  the 


Fig.  360.  —  The  Cole  Recorder. 
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fluctuation  in  the  rate  of  flow.  The  charts  are  usually  laid  out  for 
gallons  per  24  hours,  but  any  other  unit  may  be  adopted.  The 
spiral  is  determined  by  actual  calibration  to  give  pen  ordinates  directly 
proportional  to  the  flow. 

S68.  The  Hydro-chronograph*  (Fig.  351)  gives  a,  complete  graphic 
record  of  the  varying  head  of  streams,  reservoirs,  or  other  bodies  of 
water.  It  is  operated  by  a  glass  float,  attached  to  a  brass  linkrchain, 
which  passes  over  a  sprocket-wheel  on 
the  left-hand  side  of  the  upper  frame 
of  the  instrument,  the  other  end  of  the 
chain  being  connected  to  an  iron  counter- 
weight, balancing  the  dead  weight  of  the 
float,  when  it  is  partially  immersed  in 
water.  As  the  float  rises  or  falls  with 
the  water,  the  sprocket-wheel  revolves, 
raising  or  lowering  the  recording  pencils 
by  means  of  small  bevel-gears,  acting 
on  a  vertical  worm  and  nut.  As  the 
drum  is  revolved  by  clockwork,  the 
pencil  traces  a  curve  on  the  chart,  each 
point  of  which  corresponds  to  the  time 
as  laid  off  on  the  chart. 

The  instrument  is  made  entirely  of 
brass,  all  finished  surfaces  being 
burnished  and  the  remainder  black- 
lacquered.  Each  instrument  is  pro- 
vided with  a  weather-proof  teakwood 
case. 

In  installing  the  apparatus,  the  instrument  i) 
form  at  a  point  above  the  surface  of  the  water.  A  3-in.  pipe,  in  which 
the  glass  float  travels,  is  set  vertically  beneath  the  instrument.  This 
pipe  must  extend  from  a  point  below  the  lowest  water  line  to  a  point 
above  the  highest.  Holes  are  drilled  in  it  below  the  water  lines,  for 
free  admission  of  the  water. 

The  hydro-chronograph  has  no  springs,  diaphragms,  or  other  deli- 
cate parts,  to  get  out  of  order.  The  glass  float  cannot  become  cor- 
roded or  affected  by  temperature  or  chemical  action.  The  record 
chart,  which  is  larger  than  that  of  other  similar  instru'ments,  is  rec- 
tangular, making  the  divisions  regular  for  all  heights  of  water  and  for 
all  periods  of  time. 


-  Hydro-chronogrftph. 
s  set  on  a  shelf  or  plat- 


*  Made  by  Hydro  Mfg.  Co.,  Philadelphia,  Pa. 
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669.  Friez's  automatic  water  stage  register  *  (Fig.  352)  connected 
with  a  float  makes  automatically  an  accurate  graphic  record  of  changes 
in  the  elevation  of  the  water  in  a  river,  reservoir,  tank,  etc.,  on  a 
suitably  ruled  record  sheet,  which  can  be  removed  for  filing. 

The  register  consists  of  a  metal  base,  on  which  is  mounted  a  power 
clock  for  propelling,  by  means  of  a  feed-screw,  a  recording  pen-car- 
riage, a  revolvable  record  drum  around  which  the  record  sheet  is 
placed,  and  one  or  more  sprocket-wheels  to  rotate  the  drum.      A 


Fla.  352.  —  Friez's  Automatic  Water  Stage  Register. 


non-corrosive,  peri'orated,  flexible  metal  band  connects  a  float  resting 
on  the  water  surface  with  a  suitable  counterweight.  This  band  passes 
over  a  sprocket-wheel,  and  its  perforations  engage  accurately  spaced 
pins  thereon,  any  motion  of  the  float  up  or  down  being  thereby  posi- 
tively transmitted  to  the  recording  mechanism. 

The  record  drum  extends  lengthwise  of  the  register,  and  can  be 
removed  at  will,  for  special  examination  of  the  record,  or  for  putting 
on  new  sheets.  The  clock  is  placed  at  the  left-hand  end  of  the  reg- 
ister, and,  by  means  of  the  feed-screw,  propels  the  pen-carriage  and 
its  recording  pen  lengthwise  of  the  drum,  at  a  fixed  and  uniform  rate 
of  speed,  and  in  a  perfectly  straight  line.  The  time  rate  provided 
is  for  daily  and  weekly  records,  or  cither  alone.  The  pen-carriage 
can  be  started  or  stopped  at  will,  or  shifted  from  one  position  to 
another  without  stopping  or  disturbing  the  clock.  The  clock  is, 
*  Manufactured  by  Julien  P.  Friez  and  Sona,  Baltimore,  Md. 
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also,  provided  with  a  dial  having  hour,  minute,  and  second  hands, 
plainly  visible,  and  its  cover  can  be  removed  and  the  entire  mech- 
anism exposed,  without  disturbing  any  of  the  working  parts  of  the 
register  or  the  clock,  or  even  the  hands. 

By  changing  the  arrangement  of  the  sprocket,  the  ratio  of  one 
revolution  of  the  wheel  to  a  foot  rise  or  fall  of  the  water  can  be  varied 
from  1  :  1  to  1  :  15  or  1  :  20. 

The  register  is  fitted  with  a  glass  cover,  provided  with  lock  and 
key,  thus  protecting  the  parts  from  dust  and  dirt,  without  interfer- 
ii^  with  the  visibility  of  the  records  or  operating  mechanisms.  Fric- 
tion is  reduced  to  a  minimum,  and  the  register  is  sensitive  to  and 
records  the  sUghtest  changes  or  fiuctuations  of  water  level. 

670.  Stevens  continuous  water  stage  recorder  *  (Fig.  353)  is  an 
instrument  designed  to  record  accurately  fluctuations  of  water' level 
in  reservoirs,  tanks,  sewers,  etc.     It  acts  as  follows: 

A  roll  of  suitably  ruled  record  paper  is  moved  forward,  at  a  unifoirm 
rate,  by  a  power  weight  and  a  clock,  while  a  pencil  point  or  ink  pen 


Fro.  353.  ^Stevens  Continuous  Water  Stage  Recorder. 

is  moved  laterally  by  means  of  a  float,  according  to  the  fluctuations 
of  the  water  level.  The  combined  effect  of  these  two  motions  pro- 
duces the  record. 

The  paper  on  which  the  record  is  made  is  wound  accurately  on  a 
brass  cylinder,  called  the  supply-drum,  from  which  it  passes  over 
the  recording  drum,  and  then  into  a  suitable  receptacle.  The  record- 
ing drum  is  driven  at  a  uniform  rate  by  the  power  weight  through  the 
chain  over  the  sprocket-wheel  and  is  released  by  the  clock. 

The  pencil  or  pen  is  fixed  to  the  carriage,  which  moves  laterally 

on  the  track.     It  is  driven  by  the  tape-pin  fixed  to  the  endless  per- 

*  Maautactured  by  Leopold,  Voelpel  &  Co.,  Portland,  Ore. 
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forated  ribbon  which  runs  over  the  spine-wheels.  The  left  spine- 
wheel  is  fixed  to  the  same  shaft  as  the  float  pulley,  which  is  driven 
by  the  float  through  a  cable  and  counterpoise.  The  instrument  is 
made  with  such  accuracy  that  no  lost  motion  occurs  between  the  float 
and  the  pencil. 

The  recorder  is  provided  with  a  special  device  which  causes  all 
fluctuations  to  be  automatically  recorded,  even  if  they  should  exceed 
the  limit  for  which  the  instrument  is  installed.  This  is  effected  by 
causing  the  pencil  to  reverse  its  direction  suddenly,  whenever  it 
reaches  the  margin  of  the  record  paper. 
After  the  reversal,  the  record  continues 
as  before. 

The  reversal  of  the  motion  of  the 
pencil  is  accomplished  in  a  simple  me- 
chanical manner,  and  takes  place  at  both 
margins  of  the  paper  without  lost  motion, 
so  that  a  complete  record  of  all  fluctua- 
tions to  the  same  scale  is  insured. 

The  recorder  should  be  placed  on  top 
of  a  stiUing-box,  which  stops  all  wave 
action.  The  clock  will  run  as  long  as 
there  is  space  to  permit  the  power  weight 
to  move.  This  weight  falls  at  a  rate  of 
7  ft,  per  month. 

671.  Stevens  eight-day  recording  water 
gauge  (Fig.  354)  has  a  vertical  drum  for 
carrying  the  record  paper,  which  is  re- 
volved by  means  of  a  float  that  drives 
through  a  cable  and  a  counterpoise,  a 
Fia.  354.  —  Stevens  Eight-day  puHey  connected  to  the  recorder,  to  corre- 
Recording  Water  Gauge.  ^^^^^  ^^  ^^^  changes  in  water  level.     A 

clock  is  mounted  to  run  downward  on  a  track  parallel  with  the  drum. 
It  carries  with  it  a  pencil  or  ink  pen  that  traverses  the  length  of  the 
drum  in  8  days.  The  combined  motion  of  the  pencil  and  the  turning 
of  the  drum  produces  a  graphical  record  of  the  changes  in  water  level. 
The  clock  simply  serves  to  regulate  the  rate  of  travel  of  the  pencil 
or  pen  along  the  drum.  Attached  to  the  shaft  of  the  clock  that 
carries  the  main  spring  is  a  small  gear-wheel  that  meshes  with  a 
vertical  rack.  As  the  spring  unwinds,  the  gear  turns,  allowing  the 
clock  to  travel  downward  at  a  speed  of  Ij  ins.  per  day.  The  weight 
of  the  clock  and  the  pencil  carriage  assist  the  spring  in  driving  the 
clock. 
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672,  Stevens  long-distance  water  stage  recorder  (Fig.  355)  makes  a 
record  of  the  fluctuations  in  water  level  at  any  distance  to  which 
wires  can  be  strung.  The  changes  of  water  level  are  communicated 
electrically  to  a  Stevens  continuous  water  stage  recorder  by  means  of  a 
sender  and  a  receiver,  which  are  suitably  connected  by  a  wire,  which 
receives  electric  current  from  batteries. 

The  sender  is  mounted,  approximately  level,  on  top  of  a  stilling- 
well  in  which  a  float  moves  up  and  down  with  the  rise  and  fall  of  the 


Fig.  355.  — Stevens  Long-diatanee  Water  Stage  Recordi 


water.  The  receiver  and  tlie  recorder  are  placed  in  any  convenient 
place  in  an  office,  power-house,  etc.  The  sender  and  recover  are 
connected  by  a  single  wire,  the  ground  being  used  for  the  return 
current.  Whenever  the  float  in  the  stilling-well  moves  up  or  down, 
the  electric  circuit  is  closed  by  an  ingenious  device  whereby  a  con- 
tact of  nearly  a  second's  duration  is  secured,  such  a  contact  being  essen- 
tial for  the  operation  of  the  receiver.  Except  during  the  one  second 
in  which  the  water  stage  completes  its  change  interval,  the  electric 
circuit  is  open.  Hence  the  required  electric  current  can  be  obtained 
from  ordinary  dry  cells,  such  as  are  used  for  door  bells  and  other 
kinds  of  intermittent  electrical  service. 

The  motion  which  the  sender  receives  from  the  float  is  communi- 
cated by  electricity  to  the  receiver  and  actuates  the  recorder. 
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S73.  The  Sanborn  Recorder*  (Fig.  356)  consists  of  a  recording, 
device,  the  compensator  or  inlet  tubing,  and  the  connecting  tubing.  No 
well,  float,  or  rubber  diaphragm  is  required.  The  instrument  ia  oper- 
ated by  air  confined  in  the  tubing,  which  is  compressed  as  the  water 
rises,  and  exerts  a  pressure  on  a  set  of  corrugated  non-corrosive  dia- 
phragms, which  have  high  tensile  strength  and  elasticity.  The  move- 
ment of  the  diaphragms  is  transmitted  to  a  recording  pen-arm,  by  a 
simple  mechanism,  consisting  of  two  levers  and  an  axis. 

The  recorder  is  placed  at  any  convenient  distance  above  the  water 


Fig.  35G.  —  Sanl)or!i  Recordi 


surface,  whose  fluctuations  in  level  are  to  be  recorded.  After  the  inlet 
tubing  has  been  lowered  to  the  proper  position,  the  water  tries  to  enter 
the  open  end  of  the  cylindrical  tubing,  which  is  full  of  air.  In  entering 
the  tubing,  the  water  produces  a  plunger  effect  and  exerte  a  pressure  that 
moves  the  pen-arm  of  the  recoj-der,  which  marks  on  a  chart,  turned  by 
clockwork,  the  variations  in  water  level. 

For  a  range  of  10  feet  in  fluctuations  of  water  level,  the  recorder  reads 
directly  to  the  nearest  tenth  of  a  foot,  and  half-tenths  can  be  readily 
*  Manufactured  by  the  Sanborn  Co.,  Boston,  Maaa. 
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estimated.  For  a  range  of  20  feet,  the  instrument  reads  to  two-tenths, 
etc.     It  can  be  depended  on  to  be  accurate  within  2  or  3  per  cent. 

This  recorder  has  been  used  very  successfully  in  the  sewers  of  Boston 
and  of  other  cities,  for  recording  variations  in  the  level  of  the  water. 
On  account  of  its  construction,  it  is  neither  obstructed  nor  corroded  by 
sewage.  It  is  also  suitable  for  gauging  silty  rivers,  the  run-off  of  drain- 
^e  areas,  etc. 

574.  The  Lea  V-notch  Recording  Meter  *  records  graphically  the 
flow  of  water  over  a  V-notch  weir,  and  is  used  for  measuring  the  quan- 
tity of  feed-water  dehvered  to  boilers,  the  discharge  of  the  condensers, 
or  the  delivery  of  a  stream,  canal,  sewer,  etc. 

Fig.  357  shows  the  construction  of  this  meter  where  the  flow  fluctuates 
considerably.     If  the  flow  remains  practically  constant,  a  simpler  type 


Fig.  357.  —  Lea  V-notch  Recording  Meter. 


of  the  meter  is  used.  The  V-notch  is  placed  in  a  closed  tank.  A  large 
still-water  chamber  is  provided  above  the  weir,  and  a  still  lai^er  space 
for  storage  extends  under  the  still-water  weir-chamber.  The  inletr-valve 
is  controlled  from  the  large  storage  surface  below  the  weir,  and  hence 
the  rate  of  change  of  head  on  the  weir  is  very  much  reduced,  under 
varying  conditions. 

The  head  of  water  flowing  over  the  V-notch  is  measured  by  means  of 

a  seamless  float,  operating  in  the  still-water  chamber,  out  of  the  path 

of  the  flow.     A  spindle,  rigidly  attached  to  the  float,  passes  through  the 

upper  part  of  the  tank  and  through  an  anti-vapor  gland  in  the  bottom 

*  Mtuiulactured  by  the  Yamall-Waring  Co.,  Philadelphia,  Penn. 
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of  the  Lea  Recorder.  The  upper  end  of  this  spindle  is  formed  as  a  pointer, 
which  indicates  on  a  graduated  scale,  as  the  float  rises  and  falls,  the 
exact  flow  over  the  V-notch  in  inches.  A  rack  on  the  spindle  gears  into 
a  small  pinion,  located  upon  the  axis  of  a  drum.  Upon  the  drum  there 
is  a  screw-thread,  the  contour  of  which  is  the  curve  of  flow  for  the  V-notch 
weir.  Into  this  thread  fits  one  end  of  a  sUder-bar,  supported  on  pivoted 
rollers.  The  other  end  is  fitted  with  a  pencil-point  or  pen,  in  contact 
with  a  paper  chart,  mounted  on  a  clock-driven  drum,  which  revolves 
once  in  24  hours. 

By  the  arrangement  described  above,  the  actual  depth  of  water  in  the 
notch  can  be  observed  at  any  time  on  a  vertical  scale;  the  rate  of  flow 
at  any  moment  can  be  seen  with  a  high  degree  of  accuracy  by  glancing 
at  the  graduations  on  the  drum;  and  a  diagram,  the  area  of  which  gives 
the  total  discharge  for  any  period,  is  drawn  on  the  chart  attached  to  the 
drum.  This  area  can  be  determined  by  means  of  a  planimeter,  but  this 
work  may  be  omitted,  if  a  special  integrating  attachment  is  used,  by 
means  of  which  the  total  quantity  of  water  delivered  can  be  read  on 
counter-dials  at  a  glance. 

Note.  —  The  discharge  of  a  V-notch  meter  was  first  investigated  by  Prof.  James 
Thompson*  in  1858  to  1863.  Compared  with  a  rectangular  weir,  the  V-notch  has 
the  advantage  that  even  with  small  flows  the  depth  of  the  water  is  sufficiently  large 
to  be  accurately  measured.  Moreover,  as  the  ratio  of  depth  to  width  is  always 
constant  in  a  V-notch  weir,  the  coefficient  of  discharge  remains  practically  constant. 

Dr.  James  Barr  made  a  very  extended  series  of  experiments  upon  the  flow  of 
V-notch  weirs.t  According  to  these  experiments,  the  discharge  of  a  V-notch  weir 
is  given  by  the  formula: 

Q  =  cif  *, 
where  Q  —  discharge  in  cubic  feet, 

H  =  head  in  inches, 
c  =  coefficient. 

For  a  90-degree  V-notch,  the  heads  varying  from  2  to  10  inches,  Dr.  Barr  found 
c  to  vary  from  0.3104  to  0.2995. 

In  1905  James  E.  Lea  utilized  the  advantages  of  the  V-notch  weir  by  making  it 
part  of  a  recording  instrument  for  boiler-feed  and  condensate  measurements. 

575.  The  Winslow  apparatus  t  for  indicating  and  recording  the 
depth  of  water  in  reservoirs,  stand-pipes,  pump-wells,  etc.,  consists  of 
a  transmitting  and  an  indicating  device  (Fig.  573a).  The  transmitter 
is  inclosed  in  an  iron  case,  to  protect  it  from  dust  and  injury.     A  grooved 

*  Professor  of  Civil  Engineering  at  Queen's  College,  Belfast,  and  at  Glasgow 
1  University. 

t  Engineering,  London,  April  8  and  15,  1910. 

t  Patented  and  manufactured  by  Greorge  E.  Winslow,  Waltham,  Mass. 


THE  WINSLOW  RECORDING  APPARATUS 


579 


pulley,  on  which  the  float-line  is  placed,  is  attached  to  the  front  of  the 
caee.  A  float,  which  rises  and  falls  with  the  variation  of  the  water 
elevation,  is  attached  to  one  end  of  the  float-hne,  and  a  balancing 
weight  to  the  other.  A  pipe,  at  least  2  inches  lai^er  in  diameter  than 
the  'float,  should  be  placed  to  protect  the  float,  to  prevent  it  from  being 
influenced  by  surges,  currents,  etc.     The  bottom  of  the  pipe  should  be 


W 


-e 

INDICATOR  TRANSMITTER 

Fia.  357a.  —  Winslow  Trananittii^  and  Indioatii^  Apparatus. 

sealed,  and  a  non-corroaive  inlet,  about  §  in.  in  diameter,  should  be 
placed  about  6  ins.  above  the  bottom  of  the  pipe.  Oil  may  be  put  in 
this  pipe,  to  keep  the  water  below  the  depth  at  which  ice  might  form, 
thus  insuring  the  movement  of  the  float.  The  motion  of  the  float 
revolves  the  grooved  pulley,  which  is  in  communication  with  the  tTidi- 
cator  through  electric  wires. 

The  indicator,  which  can  be  placed  in  any  convenient  office,  shows 
the  height  of  the  water  surface.  It  is  provided  with  a  dial,  divided 
in  feet,  each  of  which  is  subdivided,  the  smallest  division  representmg 
usually  a  tenth  of  a  foot  or  larger.  The  hand  upon  the  dial  moves 
forward  or  backward,  as  the  float  rises  or  falls. 

Below  the  indicator  dial,  another  dial  is  placed,  upon  which  a 
record  of  the  indicating  dial  is  traced  in  a  diagram.  The  hand  of  the 
record  dial  makes  one  revolution  in  one  or  seven  days,  as  may  be 
desired,  and  has  divisions  indicating  hours  and  days  of  the  week, 
and  also  concentric  circles  representing  feet. 

An  electric  alarm-bell  may  be  located  at  any  desired  point,  prefer- 
ably in  proximity  to  the  indicator.     It  will  give  an  alarm  at  intervals, 
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on  movable  contact  on  the  indicating  dial,  thus  drawing  attention  to 
the  height  of  water  in  the  reservoir,  etc. 

The  connection  between  the  transmitter  and  indicator  is  made  by 
two,  three  or  four  wires.  When  two  wires  are  used,  a  battery  is 
placed  at  the  transmitter,  to  control  the  lines,  and  another  battery- 
is  put  at  the  indicator,  to  operate  it  through  a  relay.  About  100  to 
140  milli-amperes  of  current  are  required  to  operate  the  indicator.  Two 
or  three  cells  are  needed  for  this  purpose,  in  addition  to  the  battery, 
to  run  the  lines  and  the  indicator.  With  the  improved  transmitter, 
three  cells  must  be  used  to  operate  the  transmitter.  The  improved 
transmitter  is  for  use  where  a  float  cannot  be  used. 

In  the  water  works  of  Boston,  Mass.,  this  apparatus  with  two  wires  is 
in  use  where  the  distance  between  transmitter  and  indicator  is  17  miles. 
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STANDARD  SPECIFICATIONS  FOR  CAST  IRON  PIPE  AND  SPECIAL 

CASTINGS 

Adopted  by  American  Water  Works  Association,  May  12,  1908 

Description  of  Pipes.  —  Section  1.  The  pipes  shall  be  made  with 
hub-and-spigot  joints,  and  shall  accurately  conform  to  the  dimen- 
sions given  in  Tables  Nos.  1  and  2.  They  shall  be  straight  and  shall 
be  true  \;ircles  in  section,  with  their  inner  and  outer  surfaces  con- 
centric, and  shall  be  of  the  specified  dimensions  in  outside  diameter. 
They  shall  be  at  least  12  ft.  in  length,  exclusive  of  socket. 

Pipes  with  thickness  and  weight  intermediate  between  the  classes 
in  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
next  heavier  class.  Pipes  with  thickness  and  weight  less  than  shown 
by  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
Class  A  pipe;  and  pipes  with  thickness  and  weight  more  than  shown 
by  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
Class  D  pipe. 

All  pipes  having  the  same  outside  diameter  shall  have  the  same 
inside  diameter  at  both  ends.  The  inside  diameter  of  the  lighter 
pipes  of  each  standard  outside  diameter  shall  be  gradually  increased 
for  a  distance  of  about  6  ins.  from  each  end  of  the  pipe  so  as  to  obtain 
the  required  standard  thickness  and  weight  for  each  size  and  class 
of  pipe. 

For  pipes  of  each  size  from  4  ins.  to  24  ins.  inclusive,  there  shall  be 
two  standards  of  outside  diameter,  and  for  pipes  from  30  ins.  to  60  ins. 
inclusive,  there  shall  be  four  standards  of  outside  diameter,  as  shown 
by  Table  No.  1.  The  nominal  diameters  to  be  cast  on  pipes  above 
4  ins. 

For  pipes  4  ins.  to  12  ins.  inclusive,  one  class  of  special  castings 
shall  be  furnished,  made  from  Class  D  pattern.  Those  having  spigot 
.ends  shall  have  outside  diameters  of  spigot  ends  midway  between 
the  two  standards  of  outside  diameter  as  shown  by  Table  No.  1, 
and  shall  be  tapered  back  for  a  distance  of  6  ins. 

For  pipes  from  14  ins.  to  24  ins.  inclusive,  two  classes  of  special 
castings  shall  be  furnished;  Class  B  special  castings  with  Classes 
A  and  B  pipes,  and  Class  D  special  castings  with  Classes  C  and  D 
pipes;  the  former  shall  have  cast  on  them  the  letters  "  AB  "  and  the 
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latter  *'  CD/'  For  pipes  30  ins.  to  60  ins.  inclusive,  four  classes  of 
special  castings  shall  be  furnished,  one  for  each  class  of  pipe,  and  shall 
have  cast  on  them  the  letter  of  the  class  to  which  they  belong. 

Allowable  Variation  in  Diameter  of  Pipes  and  Sockets.  —  Section  2. 
Especial  care  shall  be  taken  to  have  the  sockets  of  the  required  size. 
The  sockets  and  spigots  will  be  tested  by  circular  gauges,  and  no  pipe 
will  be  received  which  is  defective  in  joint  room  from  any  cause.  The 
diameters  of  the  sockets  and  the  outside  diameters  of  the  spigot  ends 
of  the  pipes  shall  not  vary  from  the  standard  dimensions  by  more 
than  0.06  of  an  inch  for  pipes  16  ins.  or  less  in  diameter;  0.08  of  an 
inch  for  18-in.,  20-in.  and  24-in.  pipes;  0.10  of  an  inch  for  30-in., 
36-in.  and  42-in.  pipes;  0.12  of  an  inch  for  48-in.,  and  0.15  of  an  inch 
for  54-in.  and  60-in.  pipes. 

Allowable  Variation  for  Thickness.  —  Section  3.  For  pipes  whose 
standard  thickness  is  less  than  1  in.,  the  thickness  of  metal  in  the 
body  of  the  pipe  shall  not  be  more  than  0.08  of  an  inch  less  than  the 
standard  thickness,  and  for  pipes  whose  standard  thickness  is  1  in. 
or  more,  the  variation  shall  not  exceed  0.10  of  an  inch,  except  that 
for  spaces  not  exceeding  8  ins.  in  length  in  any  direction,  variations 
from  the  standard  thickness  of  0.02  of  an  inch  in  excess  of  the  allow- 
ance above  given  shall  be  permitted. 

For  special  castings  of  standard  patterns  a  variation  of  50  per  cent 
greater  than  allowed  for  straight  pipes  shall  be  permitted. 

Defective  Spigots  May  be  Cut.  —  Section  4.  Defective  spigot  ends 
on  pipes  12  ins.  or  more  in  diameter  may  be  cut  off  in  a  lathe 
and  a  half-round  wrought-iron  band  shrunk  into  a  groove  cut  in  the 
end  of  the  pipe.  Not  more  than  12  per  cent  of  the  total  number  of 
accepted  pipes  of  each  size  shall  be  cut  and  banded,  and  no  pipe  shall 
be  banded  which  is  less  than  11  ft.  in  length,  exclusive  of  the  socket. 

In  case  the  length  of  a  pipe  differs  from  12  ft.,  the  standard. weight 
of  the  pipe  given  in  Table  No.  2  shall  be  modified  in  accordance 
therewith. 

Special  Castings.  —  Section  5.  All  special  castings  shall  be  made 
in  accordance  with  the  cuts  and  the  dimensions  given  in  the  tables 
forming  a  part  of  these  specifications. 

The  diameters  of  the  sockets  and  the  external  diameters  of  the 
spigot  ends  of  the  special  castings  shall  not  vary  from  the  standard 
dimensions  by  more  than  0.12  of  an  inch  for  castings  16  ins.  or  less  in 
diameter;  0.15  of  an  inch  for  18  ins.,  20  ins.  and  24  ins. ;  0.20  of  an  inch 
for  30  ins.,  36  ins.  and  42  ins.,  and  0.24  of  an  inch  for  48  ins.,  54  ins. 
and  60  ins.  These  variations  apply  only  to  special  castings  made 
from  standard  patterns. 
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The  flanges  on  all  manhole  castings  and  manhole  covers  shall  be 
faced  true  and  smooth,  and  drilled  to  receive  bolts  of  the  sizes  given 
in  the  tables.  The  manufacturer  shall  furnish  and  deliver  all  bolts 
for  bolting  on  the  manhole  covers,  the  bolts  to  be  of  the  sizes  shown 
on  plans  and  made  of  the  best  quaUty  of  mild  steel,  with  hexagonal 
heads  and  nuts  and  sound,  well-fitting  threads. 

Marking.  —  Section  6.  Every  pipe  and  special  casting  shall  have 
distinctly  cast  upon  it  the  initials  of  the  maker's  name.  When 
cast  especially  to  order,  each  pipe  larger  than  4  ins.  may  also  have 
cast  upon  it  figures  showing  the  year  in  which  it  was  cast  and  a  num- 
ber signifying  the  order  in  point  of  time  in  which  it  was  cast,  the 
figures  denoting  the  year  being  above  and  the  number  below,  thus: 

1908  1908  1908 

1  2  3 

etc.,  also  any  initials,  not  exceeding  four,  which  may  be  required 
by  the  purchaser.  The  letters  and  figures  shall  be  cast  on  the  out- 
side and  shall  not  be  less  than  2  ins.  in  length  and  |  of  an  mch  in 
relief  for  pipes  8  ins.  in  diameter  and  larger.  For  smaller  sizes  of 
pipes  the  letters  may  be  1  in.  in  length.  The  weight  and  the  class 
letter  shall  be  conspicuously  painted  in  white  on  the  inside  of  each 
pipe  and  special  casting  after  the  coating  has  become  hard. 

Allowable  Percentage  of  Variation  in  Weight.  —  Section  7.  No 
pipe  shall  be  accepted  the  weight  of  which  shall  be  less  than  the 
standard  weight  by  more  than  5  per  cent,  for  pipes  16  ins.  or  less  in 
diameter,  and  4  per  cent  for  pipes  more  than  16  ins.  in  diameter,  and 
no  excess  above  the  standard  weight  of  more  than  the  given  percent- 
age for  the  several  sizes  shall  be  paid  for.  The  total  weight  to  be  paid 
for  shall  not  exceed  for  each  size  and  class  of  pipe  received  the  sum 
of  the  standard  weights  of  the  same  number  of  pieces  of  the  given 
size  and  class  by  more  than  2  per  cent. 

No  special  casting  shall  be  accepted  the  weight  of  which  shall  be 
less  than  the  standard  weight  by  more  than  10  per  cent  for  pipes 
12  ins.  or  less  in  diameter,  and  8  per  cent  for  larger  sizes,  except  that 
curves,  Y  pieces  and  breeches  pipe  may  be  12  per  cent  below  the 
standard  weight,  and  no  excess  above  the  standard  weight  of  more 
than  the  above  percentages  for  the  several  sizes  will  be  paid  for. 
These  variations  apply  only  to  castings  made  from  the  standard 
patterns. 

Quality  of  Iron.  —  Sections.  All  pipes  and  special  castings  shall 
be  made  of  cast  iron  of  good  quality,  and  of  such  character  as 
shall  make  the  metal  of  the  castings  strong,  tough  and  of  even  grain,: 
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and  soft  enough  to  satisfactorily  admit  of  drilling  and  cutting.  The 
metal  shall  be  made  without  any  admixture  of  cinder  iron  or  other 
inferior  metal,  and  shall  be  remelted  in  a  cupola  or  air  furnace. 

The  contractor  shall  have  the  right  to  make  and  break  three  bars 
from  each  heat  or  run  of  metal,  and  the  test  shall  be  based  upon  the 
average  results  of  the  three  bars.  Should  the  dimensions  of  the 
three  bars  differ  from  those  given  below,  a  proper  allowance  therefor 
shall  be  made  in  the  results  of  the  tests. 

Tests  of  Material.  —  *  Section  9.  Specimen  bars  of  the  metal  used, 
each  being  twenty-six  inches  long  by  two  inches  wide  and  one 
inch  thick,  shall  be  made  without  charge  as  often  as  the  engineer 
may  direct,  and  in  default  of  definite  instructions,  the  contractor 
shall  make  and  test  at  least  one  bar  from  each  heat  or  run  of  metgil. 
The  bars  when  placed  flatwise  upon  supports  twenty-four  inches 
apart,  and  loaded  in  the  center,  shall  support  a  load  of  1900  lbs. 
and  show  a  deflection  of  not  less  than  0.30  of  an  inch  before  breaking; 
or  if  preferred,  tensile  bars  shall  be  made  which  will  show  a  breaking 
point  6f  not  less  than  19,000  lbs.  per  square  inch. 

Casting  of  Pipe.  —  Section  10.  The  straight  pipes  shall  be  cast 
in  dry  sand  molds  in  a  vertical  position.  Pipes  16  ins.  or  less  in 
diameter  shall  be  cast  with  the  hub  end  up  or  down,  as  specified  in 
the  proposals.  Pipes  18  ins.  or  more  in  diameter  shall  be  cast  with 
the  hub  end  down. 

The  pipes  shall  not  be  stripped  or  taken  from  the  pit  while  showing 
color  of  heat,  but  shall  be  left  in  the  flasks  for  a  sufficient  length  of 
time  to  prevent  unequal  contraction  by  subsequent  exposure. 

Quality  of  Castings.  —  Section  11.  The  pipes  and  special  cast- 
ings shall  be  smooth,  free  from  scales,  lumps,  blisters,  sand  holes  and 
defects  of  every  nature  which  make  them  unfit  for  the  use  for  which 
they  are  intended.     No  plugging  or  filling  will  be  allowed. 

Cleaning  and  Inspection.  —  Section  12.  All  pipes  and  special  cast- 
ings shall  be  thoroughly  cleaned  and  subjected  to  a  careful  hammer 
inspection.  No  casting  shall  be  coated  unless  entirely  clean  and 
free  from  rust,  and  approved  in  these  respects  by  the  engineer  im- 
mediately before  being  dipped. 

Coating.  —  Section  13.  Every  pipe  and  special  casting  shall  be 
coated  inside  and  out  with  coal-tar  pitch  varnish.  The  varnish  shall 
be  made  from  coal  tar.  To  this  material  sufficient  oil  shall  be  added 
to  make  a  smooth  coating,  tough  and  tenacious  when  cold,  and  not 
brittle  nor  with  any  tendency  to  scale  off. 

*  Pipe  may  be  made  under  higher  metal  tests  when  desired.  Stock  pipe  may  be 
made  under  metal  tests  as  low  as  1800  lbs. 
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Each  casting  shall  be  heated  to  a  temperature  of  300  degrees  Fah- 
renheit immediately  before  it  is  dipped,  and  shall  possess  not  less 
than  this  temperature  at  the  time  it  is  put  in  the  vat.  The  ovens 
in  which  the  pipes  are  heated  shall  be  so  arranged  that  all  portions 
of  the  pipe  shall  be  heated  to  an  even  temperature.  Each  casting 
shall  remain  in  the  bath  at  least  five  minutes. 

The  varnish  shall  be  heated  to  a  temperature  of  300  degrees  Fah- 
renheit (or  less  if  the  engineer  shall  so  order),  and  shall  be  maintained 
at  this  temperature  during  the  time  the  casting  is  immersed. 

Fresh  pitch  and  oil  shall  be  added  when  necessary  to  keep  the 
mixture  at  the  proper  consistency,  and  the  vat  shall  be  emptied  "of 
its  contents  and  refilled  with  fresh  pitch  when  deemed  necessary  by 
the  engineer.  After  being  coated  the  pipe  shall  be  carefully  drained 
of  the  surplus  varnish.  Any  pipe  or  special  casting  that  is  to  be 
recoated  shall  first  be  thoroughly  scraped  and  cleaned. 

Hydrostatic  Test.  —  Section  14.  When  the  coating  has  become 
hard,  the  straight  pipes  shall  be  subjected  to  a  proof  by  hydrostatic 
pressure,  and,  if  required  by  the  engineer,  they  shall  also  be  sub- 
jected to  a  hammer  test  under  this  pressure. 

The  pressure  to  which  the  different  sizes  and  classes  of  pipes  shall 
be  subjected  are  as  follows: 


Class  A  Pipe 
Class  B  Pipe 
Class  C  Pipe 
Class  D  Pipe 


20  ins.  diameter  and 

larger,  pounds  per 

square  inch 


150 
200 
250 
300 


Less  than  20  ins. 

diameter,  pounds  per 

square  inch 


300 
300 
300 
300 


Weighing.  —  Section  15.  The  pipes  and  special  castings  shall  be 
weighed  for  payment  under  the  supervision  of  the  engineer  after 
the  application  of  the  coal-tar  pitch  varnish.  If  desired  by  the  en- 
gineer, the  pipes  and  special  castings  shall  be  weighed  after  their 
delivery,  and  the  weights  so  ascertained  shall  be  used  in  the  final 
settlement,  provided  such  weighing  is  done  by  a  legalized  weigh- 
master.  Bids  shall  be  submitted  and  a  final  settlement  made  upon 
the  basis  of  a  ton  of  2000  lbs. 

Contractor  to  Furnish  Men  and  Materials.  —  Section  16.  The 
contractor  shall  provide  all  tools,  testing  machines,  materials  and 
men  necessary  for  the  required  testing,  inspection  and  weighing  at 
the  foundry  of  the  pipe  and  special  castings;    and  should  the  pur- 
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chaser  have  no  inspector  at  the  works,  the  contractor  shall,  if  re- 
quired by  the  engineer,  furnish  a  sworn  statement  that  all  of  the 
tests  have  been  made  as  specified,  this  statement  to  contain  the 
results  of  the  tests  upon  the  test  bars. 

Power  of  Engineer  to  Inspect  —  Section  17.  The  engineer  shall 
be  at  liberty  at  all  times  to  inspect  the  material  at  the  foundry,  and 
the  molding,  casting  and  coating  of  the  pipes  and  special  castings. 
The  forms,  sizes,  uniformity  and  condition  of  all  pipes  and  other 
castings  herein  referred  to  shall  be  subject  to  his  inspection  and  ap- 
proval, and  he  may  reject,  without  proving,  any  pipe  or  other  cast- 
ing which  is  not  in  conformity  with  the  specifications  or  drawings. 

Inspector  to  Report.  —  Section  18.  The  inspector  at  the  foundry 
shall  report  daily  to  the  foundry  office  all  pipes  and  special  castings 
rejected,  with  the  causes  for  rejection. 

Castings  to  be  Delivered  Sound  and  Perfect  —  Section  19.  All 
the  pipes  and  other  castings  must  be  delivered  in  all  respects  sound 
and  conformable  to  these  specifications.  The  inspection  shall  not 
relieve  the  contractor  of  any  of  his  obligations  in  this  respect,  and 
any  defective  pipes  or  other  castings  which  may  have  passed  the 
engineer  at  the  works  or  elsewhere  shall  be  at  all  times  liable  to 
rejection  when  discovered,  until  the  final  completion  and  adjustment 
of  the  contract;  provided,  however,  that  the  contractor  shall  not  be 
held  liable  for  pipes  or  special  castings  found  to  be  cracked  after 
they  have  been  accepted  at  the  agreed  point  of  delivery.  Care  shall 
be  taken  in  handling  the  pipes  not  to  injure  the  coating,  and  no  pipes 
or  other  material  of  any  kind  shall  be  placed  in  the  pipes  during 
transportation  or  at  any  time  after  they  have  received  the  coating. 

Definition  of  the  Word  "  Engineer."  —  Section  20.  Wherever 
the  word  "  engineer "  is  used  herein  it  shall  be  understood  to  refer 
to  the  engineer  or  inspector  acting  for  the  purchaser  and  to  his  prop- 
erly authorized  agents,  limited  by  the  particular  duties  intrusted  to 
them. 
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STANDARD  DIMENSIONS  OF  PIPE 
Table  No.  1  Classes  A,  B,  C,  D 


II 

i 


i 


X=«l^"  on  3"  to  6"  inclusive 

Xsr  1"    **  8"  **  84"         ** 


S-C*L 


12-0 


^9 

Actual 

Dlun.  off  Sodcets 

Depth  of  Sockets 

Nom- 

inal 
Dlatn. 
laches 

C1«M«« 

Outside 
Dlam. 
Inches 

Pipe 
Inches 

Specisl 

Castings 

Inches 

Pipe 
Inches 

Specisl 

Csstings 

Inches 

A 

B 

C 

4 

A 

4.80 

6.60 

6.70 

3.50 

4.00 

1.6 

1.30 

.66 

4 

B-C— D 

B.OO 

5.8d 

6.70 

3.60 

4.00 

1.5 

1.30 

.65 

6 

A 

6.90 

7.70 

7.80 

3.60 

4.00 

1.5 

1.40 

.70 

6 

B-C-D 

7.10 

7.90 

7.80 

3.50 

4.00 

1.5 

1.40 

.70 

8 

A-B 

9.06 

9.86 

10.00 

4.00 

4.00 

1.5 

1.50 

.76 

8 

C-D 

9  30 

10.10 

io:oo 

4.00 

4.00 

1.5 

l.oO 

.75 

10 

A— B 

11.10 

11.90 

12.10 

4.00 

4  00 

1.5 

1.50 

.75 

10 

C-D 

11.40 

12.20 

12.10 

4.00 

4.00 

1.5 

1.60 

.80 

12 

A-B 

13.20 

14.00 

14.20 

4.00 

4.00 

1.5 

1.60 

.80 

12 

C— D 

13.60 

14.30 

14.20 

4.00 

4.00 

1.5 

1.70 

.85 

14 

A-B 

15.30 

16.10 

16,10 

4.00 

4.00 

1.5 

1.70 

.85 

14 

C-D 

15.66 

16.46 

10.46 

4.00 

4.00 

1.5 

1.80 

.90 

16 

A-B 

17.40 

18.40 

18.40 

4.00 

4.00 

1.75 

1.80 

.00 

16 

C-D 

17.80 

18.80 

18.80 

4.00 

4.00 

1.75 

1.90 

1.00 

18 

A-B 

19.50 

20.50 

20.50 

4.00 

4.00 

1.75 

1.90 

.95 

18 

C-D 

19.92 

20.92 

20.92 

4.00 

4.00 

1.75 

2.10 

1.05 

20 

A-B 

21.60 

22.60 

22.60 

4.00 

4.00 

1.75 

2.00 

1J)0 

20 

C-D 

22.06 
25.80 

23  06 

23.06 

4.00 

4.00 

1.75 

2.30 

1.16 

24 

A— B 

26.80 

26.80 

4.00 

4.00 

2  00 

2.10 

1.05 

24 

C-D 

26.32 

27.32 

27.32 

4.00 

4.00 

2.00 

2.50 

1.25 

2(0 

A 

31.74 

32.74 

32.74 

4.60 

4.50 

2.00 

2.30 

1.15 

80 

B 

32.00 

33.00 

33,00 

4.50 

4.50 

2.00 

2.30 

1.15 

30 

C 

32.40 

33.40 

33.40 

4.50 

4.50 

2.00 

2.60 

1..32 

80 

D 

32.74 

33.74 

33.74 

4.50 

4.50 

2.00 

3.00 

1.50 

86 

A 

37.96 

38.96 

38.96 

4.50 

4.50 

2.00 

2.50* 

1.25 

86 

B 

38.30 

39.30 

39.30 

4.50 

4.50 

2.00 

2.80 

1.40 

86 

C 

38.70 

39.70 

39.70 

4.50 

4.50 

2.00 

3.10 

1.60 

36 

D 

39.16 

40.16 

40.16 

4.50 

4.50 

2.00 

3.40 

1.80 

42 

A 

44.20 

46.20 

46.20 

5.00 

5.00 

2.00 

2.80 

1.40 

42 

B 

44.50 

45.50 

45.50 

6.00 

5.00 

2.00 

3.00 

1.50 

42 

C 

45.10 

46.10 

46.10 

5.00 

5.00 

2.00 

3  40 

1.75 

42 

D 

46.68 

46.68 

46.68 

6.00 

5.00 

2.00 

3.80 

1.95 

48 

A 

60.60 

61.50 

51.60 

6.00 

6.00 

2.00 

3.00 

1.50 

48 

B 

60.80 

61.80 

51.80 

6.00 

5.00 

2.00 

3.30 

1.65 

48 

C 

61.40 

52.40 

52.40 

6.00 

5.00 

2.00 

3.80 

1.95 

48 

D 

61.98 

62.98 

52.98 

5.00 

5.00 

2.00 

4.20 

2.20 

64 

A 

66.66 

67.06 

57.66 

5.60 

5.50 

2.26 

3.20 

1.60 

64 

B 

67.10 

58.10 

58.10 

6.50 

5.50 

2.26 

3.60 

1.80 

64 

C 

67.80 

58.80 

58.80 

5.50 

5.50 

2.25 

■    4.00 

2.16 

64 

D 

68.40 

69.40 

59.40 

5.50 

5.50 

2.25 

4.40 

2.45 

60 

A 

62.80 

63.80 

63.80 

6.50 

5.60 

2.25 

3.40 

1.70 

60 

B 

63.40 

64.40 

64.40 

6.60 

5.50 

2.25 

3.70 

1.90 

60 

C 

64.20 

65.20 

65.20 

6.50 

5.50 

2.26 

4.20 

2.25 

60 

D 

64.82 

65.82 

65.82 

•  5.60 

6.50 

2.25 

4.70 

2.00 

72 

A 

75.34 

76.34 

76.34 

5.50 

660 

2.25 

3.80 

1.87 

72 

B 

76.00 

77.00 

77.00 

5.50 

5.50 

2.25 

4.20 

2.20 

72 

C 

76.88 

77.88 

77.88 

5.60 

5.50 

2.25 

4.60 

2.64 

84 

A 

87.54 

86.64 

88.64 

5.50 

6.50 

2.60 

4.10 

2.10 

84 

B 

88  54 

89.54 

89.54 

6  50 

6.50 

2.50 

4.50 

260 
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STANDARD  DIMENSIONS  OF  PIPE 


High  Pressure  Service 


Table  No.  3 


Classes  E,  F.  G.  H 


T 
,   1 


[ 


^ 


S-C*L 


12-0 


Noml. 

Actual 

Dkim. 

ClaM«s 

Outside 
Diam. 

Inch«B 

Inches 

6 

E-F 

7.22 

0 

C-H 

7.38 

8 

E-F 

9.42 

8 

G-H 

9.60 

10 

E-F 

11.60 

10 

G-H 

11.84 

12 

E-F 

13.78 

12 

C-H 

14.08 

14 

E-F 

15.08 

14 

G-H 

16.32 

16 

E-F 

18.16 

16 

C-H 

18.54 

18 

E-F 

20.34 

18 

G-H 

20.78 

20 

E-F 

22.54 

20 

C-H 

23.02 

24 

E-F 

20.00 

30 

E 

33.10 

30 

F 

33.40 

36 

E 

39.60 

36 

F 

40.04 

Diam. 

of 
Sockets 


Pipe  and 
Specials 


8.02 
8.18 
10.22 
10.40 
12.40 
12.64 
14.58 
14.88 
16.78 
17.12 
18.96 
19.34 
21.14 
21.58 
23.34 
23.82 
27.00 
34.10 
34.46 
4U.U0 
41.04 


Depth 

of 
Sodcets 

A 

B 

Pipe  and 

Specials 

4.00 

1 

1.60 

1.75 

4.00 

1.50 

1.86 

4.00 

1.50 

1.85 

4.00 

1.50 

1.95 

4.50 

1.75 

1.05 

1 

4.60 

1.75 

2.06 

4.50 

1.75 

2.06 

4.50 

1.75 

2.20 

4.50 

2.00 

2.15 

4.50 

2.00 

2.36 

4.50 

2.00 

230 

4.50 

2.00 

2.55 

4.50 

2.25 

2.45 

4.50 

2.26 

2.75 

4.50 

2.25 

2.56 

4.50 

2.25 

2.86 

5.00 

2.25 

2.85 

5.00 

2.26 

3.25 

5.00 

2.25 

3.50 

5.00 

2  25 

3.70 

5.00 

2.25 

1 

4.00 

.78 

.85 

.86 

.05 

.05 
1.05 
1.06 
1.20 
1.15 

1  36 

1.26 

1.46 

140 

1.66 

1.50 

1.76    i 

I 

1.70     ! 

i 

1.80     I 

2.00    I 

! 

2  06     I 
2.30 


Noai* 


1.10 
1.10 
1.10 
1.10 
1.10 
1.10 
1.10 
1.10 
1.10 
1.10 
1.16 

1.15  i 

1.15 
1.16 
1.15 
1.20 
1.20 
1.50 
1.56 
1.70 
1.80 


Diam. 
Inches 


0 
6 

8 
8 
10 
10 
12 
12 
14 
14 
16 
16 
18 
18 
20 
20 
24 
30 
30 
36 
86 
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STANDARD   LUGS 

Number  and  Weights  of  Luga  on  Outlet*  of  IHfferent  Sizes 

Table  Na  5 


4  Logs,  12-l4  iucbes 
8  Lugi,  43-60  inches 


6  Lags,  16-36  inclies 


e»;. 

w 

'^kT-' 

■s- 

*^1P 

^S?F 

13 

S3 

30 

6 

80 

14 

83 

86 

6 

80 

16 

06 

42 

8 

111 

18 

56 

4S 

8 

114 

2D 

56 

54 

8 

184 

34 

S6 

60 

8 

137 

Two  pairs  of  lugs  ai 

<t  eqnal  dUtances  arouni 

G  equals  S.60  inches 


txd  OD  the  vertical  axis  of  eacb  twll,  the  others 
imference.  H  is  equal  depth  of  tKlt  on  all  sizes. 
HUBls  1.35  inches,  Y  equals  t.S3  inches  for  13  to 


TASliH  NO.  fl 

TABI^  No.  t 

iiCur-e. 

Mcofv« 

f,Curr^          1 

11 

a 

1 

ill 

« 

1 

k 

lit 

^ 

m 

" 

' 

^!JL 

ii£ 

M 

^£ 

»£. 

4 

D 

1^ 

16  ;  23.00 

82 

4 

D 

.52 

34 

18.40 

66 

48 

18.70 

66 

6 

D 

.55 

34 

18.40 

105 

48 

18.70 

105 

e 

D 

.55 

16 

22.60 

130 

8 

D 

.60 

24 

18.40 

150 

48 

18.70 

150 

8 

D 

.80 

16 

22.60 

200 

10 

12 

D 
D 

."76 

24 

24 

18.40 
18.40 

202 
265 

48 
48 

18.70 
18.70 

202 
365 

10 

D 

.68 

16 

22.60 

278 

14 

B 

.66 

86 

27.60 

359 

72 

38.10 

312 

14 

D 

86 

37.80 

442 

72 

383 

13 

D 

.75 

10 

22.60 

300 

16 

B 

!70 

36 

37.80 

445 

73 

38!l0 

383 

16 

D 

.89 

86 

27.60 

658 

72 

484 

14 

B 

.66 

18 

25.50 

406 

18 

B 

.75 

36 

37.80 

533 

28'.10 

464 

14 

D 

.82 

18 

25.50 

504 

18 
20 

D 
B 

.96 
.80 

36 
48 

27.60 
36.70 

663 
758 

73 
96 

38.10 
37.50 

574 
676 

10 

B 

.70 

34 

34.00 

594 

20 

D 

1.03 

48 

86.70 

984 

96 

37.50 

858 

24 

B 

60 

45.90 

1181 

120 

46.80 

1073 

16 

D 

.89 

24 

34.00 

750 

24 

D 

l!l6 

60 

45.90 

1515 

130 

46.80 

1373 

30 

A 

.88 

60 

45.90 

1475 

120 

46.80 

1343 

18 

B 

.75 

24 

34.00 

710 

30 

B 

1.03 

60 

45.00 

1684 

120 

46.80 

1528 

18 

D 

.96 

24 

34.00 

30 

C 

1.20 

60 

46.00 

1983 

120 

46.80 

1800 

30 

D 

1.37 

60 

45.90 

2291 

120 

46.80 

2080 

30 

B 

.80 

24 

34.00 

840 

36 

A 

.99 

00 

68.90 

3472 

180 

70.20 

2473 

36 

B 

1.15 

90 

68.90 

2916 

180 

70.20 

3916 

SO 

D 

1-03 

34 

34.00 

1070 

36 

C 

1.36 

90 

68.90 

3430 

180 

70.20 

3430 

86 

D 

1.58 

90 

68.90 

4013 

180 

70,20 

4013 

24 

B 

.89 

30 

42.40 

1390 

43 

A 

1.10 

90 

68.90 

8286 

180 

70.20 

3288 

24 

D 

1-16 

30 

42.40 

1656 

43 
43 

B 
C 

1.28 
1.54 

90 
90 

68.90 
68.90 

3778 
4600 

180 
180 

70.20 
70.20 

B778 
460O 

80 

A 

36 

50.00 

1814 

43 

D 

1.78 

90 

68.90 

5360 

180 

70.20 

5860 

48 

A 

1.26 

90 

68.90 

4230 

180 

70.20 

4330 

80 

B 

1.03 

36 

50-90 

2082 

48 

B 

1.43 

90 

68.90 

4820 

180 

70.20 

4820 

48 

C 

00 

68.90 

5796 

180 

70.20 

5796 

30 

C 

1.20 

36 

SO.  SO 

2454 

48 

D 

■['m 

90 

88.90 

6750 

180 

70.20 

6750 

80 

D 

1.87 

36 

50.B0 

2836 

64 
G4 

A 
B 

1.85 
1.55 

90 
90 

68.90 
68.90 

5180 
5990 

180 
180 

70.30 
70.30 

5180 
6990 

36 

A 

.99 

48 

67,90 

2064 

54 

C 

1.90 

90 

68-90 

7330 

180 

70.30 

7330 

54 

D 

3,23 

90 

68.00 

18C 

70,20 

8620 

B 

1.15 

48 

67.90 

3500 

60 

A 

90 

68.90 

5900 

70.30 

5990 

30 

c 

1,36 

48 

67.00 

4120 

60 

B 

i;67 

90 

68.90 

7130 

180 

70.30 

7130 

60 

C 

3.00 

90 

68.90 

8590 

70.30 

8590 

36 

D 

1.58 

48 

67.S0 

4920 

60 

D 

3.38 

90 

68.90  10240 

180 

70.30102401 

:il0to3aiucbcs. 


;o  30  inches  incliui*e. 

Diainchei  inclusive. 
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1 

4 

6 

D 
D 

.53 
.65 

120 

120 

33.52 

33.52 

66 

104 

4 

D 

8 

35.85 

01 

8 

D 

.60 

120 

23.53 

150 

0 

D 

14 

46.25 

183 

10 

D 

.68 

120 

33.52 

192 

13 

D 

.76 

120 

23.52 

250 

8 

D 

15 

48-00 

280 

14 

B 

.66 

180 

85.28 

364 

14 

D 

.83 

180 

85.28 

450 

10 

D 

16 

49.70 

890 

16 
16 

B 
D 

.70 
.89 

180 
180 

85.88 
35.28 

453 

570 

12 

D 

17 

51.45 

530 

18 

£ 

.75 

180 

35.38 

642 

14 

B 

18 

53.70 

565 

18 

D 

.96 

180 

35.28 

674 

20 

B 

.80 

340 

47.05 

808 

480 

47.10 

808 

14 

D 

18 

53.70 

695 

20 

D 

1.03 

340 

47.05 

102S 

480 

47.10 

84 

& 

.89 

240 

47.05 

1080 

480 

47.10 

1080 

16 

B 

19 

55.40 

708 

24 

D 

1.16 

340 

47.05 

1380 

480 

47,10 

1880 

16 

D 

10 

55.40 

900 

80 

A 

240 

47.05 

1360 

480 

47.10 

1350 

80 
80 

B 
C 

l!08 
l.SO 

240 
240 

47.05 
47.05 

1540 
1810 

480 
480 

47.10 
47.10 

1540 

1810 

ll 

SO 

D 

1.37 

240 

47.05 

2090 

480 

47.10 

2090 

1 

86 

A 

ge 

240 

47.05 

1790 

480 

47,10 

1790 

86 

B 

1.15 

240 

47.05 

2100 

480 

47.10 

2100 

H 

86 

C 

1.86 

240 

47.05 

3470 

480 

47,10 

2470 

a 

86 

D 

1.58 

240 

47.05 

2880 

480 

47.10 

2880 

42 

A 

l.IO 

340 

47.05 

2380 

480 

47.10 

4 

D 

52 

13.85 

10.0 

0  3.00 

42 

B 

1.S8 

240 

47.05 

272fl 

480 

47.10 

2730 

42 

C 

1.54 

340 

47.05 

3310 

48( 

47.10 

3310 

6 

D 

55 

24.35110,0 

0  2.00 

42 

D 

1.78 

240 

47.05 

3850 

47.10 

S850 

48 

A 

1.26 

240 

47.05 

3150 

47.10 

8150 

a 

D 

60 

36.0010.0 

0  3.00 

48 

B 

1.43 

340 

47.05 

3480 

47,10 

8480 

10 

D 

68 

37.70 

10. 0( 

D2.00 

48 

C 

1.71 

240 

47.05 

4170 

47.10 

4170 

48 

D 

1.96 

340 

47.05 

4860 

47,10 

4860 

13 

D 

75 

20.45 

10.01 

1)2.00 

54 

A 

1.35 

240 

47.05 

3750 

47.10 

3750 

54 

1.55 

340 

47.05 

4330 

47.10 

4330 

14 

B 

66 

31.20 

10.01 

1)3.50 

54 

C 

1.90 

240 

47.05 

5290 

47.10 

5390 

54 

D 

3.33 

240 

47.05 

47.10 

6220 

14 

D 

83 

31.20 

10.01 

0  3.60 

GO 

A 

1.89 

340 

47.05 

4340 

47.10 

4340 

18 

B 

70 

33.90 

10. 0< 

0  3.50 

60 

B 

1,67 

240 

47.05 

6140 

.480 

47.10 

5140 

60 

C 

2.00 

240 

47.05 

6200 

480 

47.10 

6300 

10 

D 

89 

32.90 

10.0 

[12-50 

60 

D 

2S8 

240 

47.05 

7400 

430 

47.10 

7400 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 


Table  No.  10  Standard  Branches 


"•TSS- 

cu. 

IH. 

..<o«.l 

»b« 

g 

H 

J 

, 

1-W.x  BruidH. 

A 

3 

D 

11 

23 

11 

121 

.    120 

153 

158 

4 

D 

u 

23 

11 

125 

128 

164 

186 

3 

D 

12 

34 

13 

173 

170 

207 

304 

4 

D 

12 

24 

13 

185 

183 

223 

221 

6 

D 

12 

24 

13 

203 

200 

259 

257 

8 

4 

D 

13 

23 

13 

263 

255 

301 

294 

8 

6 

D 

13 

35 

13 

278 

270 

333 

325 

8 

8 

D 

18 

25 

13 

301 

294 

878 

872 

10 

4 

D 

14 

26 

14 

856 

395 

877 

10 

6 

D 

14 

26 

14 

371 

853 

434 

406 

■10 

8 

D 

14 

36 

14 

889 

87 1 

461 

443 

10 

10 

D 

14 

26 

14 

414 

895 

511 

493 

13 

4 

D 

15 

27 

15 

473 

445 

514 

486 

12 

6 

0 

15 

27 

15 

486 

458 

S'lO 

513 

tz 

8 

D 

15 

37 

15 

503 

474 

573 

545 

IS 

10 

D 

15 

37 

15 

519 

491 

eoi 

577 

IS 

12 

D 

15 

27 

15 

540 

513 

051 

623 

14 

4 

B 

16 

16 

485 

480 

535 

530 

U 

4 

D 

IG 

38 

16 

014 

588 

660 

041 

U 

8 

B 

16 

28 

16 

500 

495 

500 

555 

H 

6 

D 

16 

28 

16 

634 

608 

730 

700 

14 

8 

B 

16 

28 

16 

515 

510 

600 

595 

U 

8 

D 

16 

16 

062 

630 

787 

761 

14 

10 

B 

16 

28 

16 

535 

525 

C35 

625 

U 

10 

D 

16 

28 

10 

079 

653 

832 

796 

14 

12 

B 

16 

38 

16 

560 

550 

680 

670 

14 

13 

D 

16 

28 

16 

608 

678 

860 

834 

U 

14 

B 

16 

16 

075 

569 

723 

716 

14 

14 

D 

16 

16 

750 

724 

938 

90S 

16 

4 

B 

17 

29 

17 

615 

610 

875 

670 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Table  No.  19— Continued.    Snodard  Branches. 
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n.l.»,  1 

rtw 

d. 

—'-:?-7. 

_.*iW-'Z_ 

* 

" 

" 

■■ 

' 

1B.IU 

*Brfl. 

16 

4 

D 

17 

29 

17 

783 

7H0 

864 

841 

16 

6 

B 

17 

17 

(KJO 

625 

695 

690 

16 

6 

D 

17 

29 

17 

803 

779 

902 

879 

16 

8 

» 

17 

2« 

17 

645 

G40 

730 

725 

18 

8 

D 

17 

29 

17 

831 

808 

961 

038 

16 

10 

B 

17 

ao 

17 

G60 

655 

760 

755 

16 

10 

D 

17 

20 

17 

873 

849 

1042 

1019 

16 

12 

B 

17 

29 

17 

68  ij 

080 

805 

800 

16 

la 

D 

29 

17 

884 

801 

1006 

1043 

16 

14 

B 

17 

29 

17 

0U5 

1590 

825 

830 

16 

14 

D 

17 

29 

17 

003 

880 

1104 

1082 

16 

16 

B 

17 

29 

17 

72'J 

727 

904 

001 

16 

16 

D 

17 

29 

17 

991 

969 

1282 

1359 

18 

4 

B 

18 

30' 

13 

755 

750 

815 

18 

i 

D 

18 

30 

18 

953 

927 

1046 

1020 

18 

6 

B 

18 

30 

18 

765 

7ti0 

840 

835 

18 

6 

D 

18 

30 

18 

8118 

942 

1075 

1049 

18 

6 

B 

18 

30 

18 

780 

775 

870 

805 

18 

8 

D 

'18 

30 

18 

1000 

974 

1140 

1114 

18 

10 

B 

18 

30 

18 

795 

790 

900 

805 

18 

10 

D 

18 

30 

18 

1038 

lOlS 

1210 

1190 

16 

12 

B 

18 

3U 

18 

815 

810 

940 

935 

18 

18 

D 

18 

80 

18 

1075 

1049 

1290 

1204 

18 

14 

B 

18 

30 

18 

835 

820 

955 

950 

18 

14 

D 

18 

30 

18 

1083 

1057 

1306 

1280 

18 

IG 

B 

13 

■M 

18 

855 

mi 

1020 

1015 

18 

16 

D 

18 

30 

18 

1108 

1082 

1350 

1330 

IS 

18 

B 

18 

:!0 

18 

895 

1101 

1090 

18 

18 

D 

18 

30 

18 

1170 

1144 

1480 

1434 

20 

4 

B 

19 

31 

19 

023 

910 

1006 

999 

SO 

4 

D 

10 

31 

19 

1172 

1148 

1373 

1248 

20 

6 

B 

10 

31 

19 

930 

920 

1010 

1000 

20 

6 

D 

19 

31 

19 

1188 

1164 

1304 

1280 

20 

8 

B 

19 

31 

19 

946 

935 

1035 

1025 

80 

8 

D 

10 

31 

19 

1212 

1188 

1352 

1328 

20 

10 

B 

19 

31 

19 

955 

945 

lOCO 

1050 

20 

10 

D 

IS 

31 

19 

1252 

1227 

1431 

1407 

20 

12 

B 

19 

31 

19 

975 

005 

1100 

1090 

20 

12 

D 

19 

31 

10 

1288 

12G3 

1502 

1479 

20 

14 

B 

19 

31 

19 

930 

970 

1110 

1100 

20 

14 

D 

19 

31 

19 

1343 

1318 

1613 

1588 

20 

16 

B 

19 

31 

19 

1010 

1000 

1170 

1160 

20 

16 

D 

19 

31 

19 

1347 

1333 

1597 

20 

18 

B 

19 

81 

19 

1035 

1035 

1235 

1215 

20 

18 

D 

10 

81 

19 

1»61) 

1341 

1658 

1634 

20 

20 

B 

19 

31 

19 

1077 

1070 

1314 

1807 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Table  No.  10— Continued.     Standard  Branches 


■n^^Si; 

■  Dtan.. 

D.™ 

n.u,n..  1 

ch.. 

» 

" 

' 

^ 

J.W.y  Hr.„cb,. 

'^ 

IB..,.      1      JB.,U 

.IM.. 

20 

20 



D 

19 

31 

19 

1463 

1438 

1852 

1828 

24 

6 

B 

21 

33 

13U9 

1289 

1435 

1405 

24 

R 

D 

21 

1670 

1637 

1809 

1775 

■2i 

8 

B 

21 

33 

1323 

1303 

.1453 

1438 

24 

8 

D 

21 

33 

21 

1697 

1664 

1863 

1830 

34 

10 

B 

21 

33 

21 

1341 

1321 

1489 

1469 

24 

10 

D 

21 

33 

SI 

1732 

1689 

1933 

1900 

S4 

13 

B 

21 

33 

21 

1363 

1343 

1532 

1511 

24 

13 

D 

21 

83 

1768 

1735 

3005 

1973 

■n 

14 

B 

31 

33 

21 

1403 

1381 

1600 

15SU 

24 

14 

D 

21 

33 

21 

1810 

1777 

3088 

2055 

21 

10 

B 

HI 

33 

21 

1443 

1433 

1694 

1673 

S4 

16 

D 

21 

33 

21 

1858 

1835 

2185 

2151 

24 

18 

B 

21 

33 

21 

1460 

1440 

1727 

1706 

S4 

18 

D 

21 

83 

21 

1W5 

1853 

3338 

a3lJ5 

24 

20 

B 

21 

1474 

1454 

1756 

1736 

24 

20 

D 

21 

33 

3035 

1901 

3518 

3484 

24 

24 

B 

21 

33 

21 

1523 

1503 

1854 

1834 

24 

24 

D 

21 

33 

21 

2H6 

2113 

3737 

3694 

80 

0 

A 

13 

25 

24 

1372 

1300 

1407 

1434 

SO 

6 

B 

13 

25 

24 

1433 

1417 

1580 

1563 

80 

B 

C 

13 

25 

24 

1693 

1673 

1870 

165U 

30 

e 

D 

13 

25 

24 

1934 

1930 

2113 

3099 

80 

8 

A 

14 

26 

24 

1318 

1346 

1 453 

1481 

30 

e 

B 

14 

20 

24 

14S3 

1406 

1624 

1009 

30 

8 

C 

14 

36 

24 

1765 

1T45 

1953 

1984 

80 

8 

D 

14 

26 

24 

3004 

1990 

2183 

216N 

30 

10 

A 

15 

S7 

24 

1309 

1396 

1612 

1540 

30 

10 

B 

15 

37 

1538 

1521 

1685 

16fi» 

30 

10 

C 

13 

2T 

24 

1857 

1S37 

3075 

2056 

30 

10 

D 

15 

27 

24 

2108 

2094 

2319 

2306 

30 

12 

A 

15 

27 

24 

1395 

1430 

1555 

1580 

80 

12 

B 

15 

27 

24 

1555 

1540 

1715 

170(1 

30 

12 

C 

15 

27 

24 

1911 

1891 

2184 

3164 

80 

12 

D 

15 

27 

24 

3154 

3140 

2411 

2308 

30 

14 

A 

18 

80 

26 

1547 

1575 

1737 

1764 

80 

14 

B 

18 

30 

26 

1805 

2085 

2069 

•60 

14 

C 

18 

80 

21) 

2159 

2140 

2407 

2477 

30 

14 

D 

18 

30 

26 

2567 

2553 

3036 

8013 

80 

16 

A 

19 

31 

26 

1648 

1675 

1805 

1833 

80 

16 

B 

19 

31 

26 

1899 

1883 

2200 

2184 

30 

10 

C 

10 

31 

26 

2273 

3358 

2663 

3643 

80 

16 

D 

10 

31 

26 

3692 

3e7S 

3206 

3IS3 

30 

18 

A 

20 

34 

26 

1757 

1741 

3034 

3007 

30 

1« 

B 

20 

34 

33 

3044 

1976 

3387 

2318 
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STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Table  No.  10— Continued.    Standard  Branches 


Nominal  Dtam. 
^Inch— 

CIsn 

Dimensions,  lnch«B 

Approximate  Weighta,  Poumto 

B 

H 

J 

I 

3- Way  Branches   | 

4- Way  Branches 

A 

2  BeUs 

i 

3  Bells 

3  Bells 

4  BeUs 

30 

18 

C 

20 

34 

26 

2434 

2353 

2862 

2781 

80 

18 

D 

20 

34 

26 

2805 

2791 

3361 

3348 

30 

20 

A 

21 

36 

26 

1857 

1818 

2157 

2118 

30 

20 

B 

21 

36 

26 

2182 

2088 

2584 

2490 

30 

20 

C 

21 

36 

26 

2667 

2555 

3237 

3126 

30 

20 

D 

21 

36 

26 

3041 

2921 

1 

8657 

3538 

30 

24 

A 

23 

38 

26 

1979 

1940  i 

2312 

2274 

30 

24 

B 

23 

38 

26 

2313 

2219 

2742 

2648 

30 

24 

C 

23 

38 

26 

2847 

2736 

3474 

8362 

30 

24 

D 

23 

38 

26 

3290 

3170 

4014 

8895 

30 

30 

A 

26 

43 

26 

2212 

2129 

2602 

2520 

30 

30 

B 

26 

43 

26 

2599 

2453 

3106 

2960 

30 

30 

C 

26 

43 

26 

3310 

3137 

4110 

8937 

30 

30 

D 

26 

43 

26 

3850 

3660 

4799 

4609 

36 

8 

A 

14 

26 

27 

1751 

1777 

1938 

1963 

36 

8 

B 

14 

26 

27 

2055 

2073 

2268 

2287 

36 

8 

C 

14 

26 

27 

2421 

2433 

2679 

2691 

36 

8 

D 

14 

26 

27 

2780 

2780 

3038 

3039 

36 

10 

A 

15 

27 

27 

1810 

1835 

1996 

2021 

36 

10 

B 

15 

27 

27 

2128 

2147 

2345 

2364 

36 

10 

C 

15 

27 

27 

2534 

2546 

2822 

2834 

36 

10 

D 

15 

27 

27 

2903 

2902 

8188 

3188 

36 

12 

A 

16 

28 

27 

1884 

1909 

2084 

2109 

36 

12 

B 

16 

28 

27 

2219 

2238 

2458 

1 

2477 

36 

12 

C 

16 

28 

27 

2644 

2656 

2962 

2973 

36 

12 

D 

16 

28 

27 

3032 

3033 

3349 

3350 

36 

14 

A 

18 

30 

29 

2039 

2065 

2279 

2304 

36 

14 

B 

18 

30 

29 

2415 

2433 

2709 

2728 

36 

14 

C 

18 

30 

29 

2872 

2883 

8251 

3263 

36 

14 

D 

18 

30 

29 

3470 

3470 

4033 

4033 

36 

16 

A 

10 

31 

29 

2135 

2160 

24i0 

2436 

36 

16 

B 

19 

31 

29 

2521 

2540 

2853 

2872 

36 

16 

C 

19 

31 

29 

3003 

3014 

3431 

3442 

36 

16 

D 

19 

31 

29 

3618 

3617 

4231 

4230 

36 

18 

A 

20 

34 

29 

2279 

2246 

2581 

2548 

36 

18 

B 

20 

34 

29 

2701 

2650 

3073 

3022 

30 

18 

C 

20 

34 

29 

3206 

3136 

8673 

3604 

36 

18 

D 

20 

34 

29 

3852 

3755 

4506 

4409 

36 

20 

A 

21 

36 

29 

2409 

2346 

2752 

2689 

36 

20 

B 

21 

36 

29 

2885 

2800 

3336 

3251 

36 

20 

C 

21 

36 

29 

3537 

3426 

4212 

4101 

36 

20 

D 

21 

36 

29 

4050 

3905 

4757 

4612 

36 

24 

A 

23 

38 

29 

2451 

2513 

2844 

2907 

36 

24 

B 

23 

38 

29 

3099 

3014 

2624 

3539 

36 

24 

C 

23 

38 

29 

3806 

8695 

4585 

4474 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Table  Now  It— Continued.    Stmndvd  Bnuicbe* 


"-TSL— 

~ 

■ 

" 

' 

' 

""" 

* 

IB^ 

««^ 

3S 

34 

D 

23 

38 

39 

4511 

4366 

5307 

5161 

3« 

80 

A 

26 

43 

29 

2830 

2706 

8313 

8130 

36 

30 

B 

26 

43 

39 

3S94 

3438 

4385 

4179 

3« 

30 

C 

30 

43 

29 

4248 

4055 

5140 

4947 

36 

SO 

D 

20 

43 

29 

5160 

4918 

6193 

5950 

86 

36 

A 

29 

40 

29 

3007 

3946 

3539 

8418 

30 

86 

B 

29 

46 

29 

4046 

3891 

4956 

4800 

86 

36 

C 

39 

49 

39 

4708 

4595 

5807 

5078 

36 

36 

D 

29 

46 

29 

WIO 

5507 

7009 

6857 

43 

12 

10 

28 

30 

2.W7 

2577 

3407 

3537 

48 

12 

B 

16 

28 

30 

2670 

2889 

3131 

8170 

42 

12 

C 

16 

28 

30 

3478 

3507 

8830 

3860 

43 

12 

D 

10 

28 

30 

8971 

im 

4307 

4325 

42 

14 

A 

18 

30 

32 

3871 

2730 

2942 

3010 

43 

14 

B 

18 

30 

3075 

3114 

3400 

3440 

42 

14 

C 

18 

80 

3747 

8776 

4147 

4177 

43 

14 

D 

18 

30 

4590 

4609 

5306 

42 

le 

A 

19 

31 

33 

2778 

2846 

3080 

3148 

42 

16 

B 

19 

31 

82 

3196 

3235 

83S3 

3593 

42 

10 

C 

19 

31 

33 

3891 

3920 

4335 

4354 

43 

16 

D 

19 

31 

33 

4754 

4773 

5487 

5506 

49 

18 

A 

20 

34 

33 

29S0 

2941 

3268 

3258 

42 

)8 

B 

20 

34 

33 

3407 

3357 

8794 

3744 

43 

18 

C 

20 

34 

33 

4393 

4313 

5108 

5028 

43 

18 

D 

20 

34 

32 

5049 

4S39 

6919 

5709 

42 

20 

A 

21 

36 

33 

3104 

3056 

3459 

3411 

42 

30 

B 

21 

36 

82 

3583 

348G 

4009 

3913 

43 

20 

C 

21 

30 

33 

4015 

4479 

5387 

5251 

43 

20 

D 

21 

30 

33 

5297 

5133 

6122 

5948 

43 

24 

A 

£3 

38 

33 

3314 

3206 

3734 

3676 

42 

24 

Q 

23 

88 

33 

3853 

3750 

4370 

4274 

43 

24 

C 

23 

38 

33 

4905 

5860 

5730 

« 

24 

D 

23 

38 

32 

5709 

5535 

6579 

0405 

43 

30 

A 

28 

43 

33 

3(179 

3553 

4144 

4018 

41 

ao 

B 

28 

43 

4554 

43TO 

5410 

5230 

42 

30 

C 

26 

43 

32 

5040 

5403 

6675 

0428 

48 

HO 

D 

20 

43 

83 

&501 

6258 

7720 

7420 

42 

36 

A 

29 

40 

33 

4076 

3950 

4705 

4379 

43 

36 

B 

29 

46 

33 

4903 

4718 

5845 

5659 

42 

36 

C 

29 

46 

33 

G150 

5904 

7261 

7015 

43 

36 

D 

29 

46 

32 

T187 

6884 

S5I3 

8209 

43 

43 

A 

33 

49 

33 

4:w3 

4207 

5109 

49S3 

43 

42 

B 

32 

49 

32 

5533 

5348 

0041 

0455 

42 

42 

C 

32 

49 

7001 

6755 

8392 

8140 

43 

42 

D 

33 

49 

;!3 

8153 

7855 

9803 

9500 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Table  No.   !•— Cooiinued.    Standard  Branches 


.^:!:ts 

£'■- 

n.k.n..  r 

Che. 

AP 

nilnin  W<i(hn.  iMiu 

i. 

cu- 

« 

' 

■ 

* 

.D..U 

JB.I1. 

1S.U. 

tOtlU 

IB 

12 

A 

17 

29 

33 

8300 

3319 

8053 

3707 

48 

12 

D 

17 

39 

33 

3753 

3804 

4107 

4160 

48 

12 

C 

17 

39 

S3 

4510 

4576 

4Q40 

5007 

48 

13 

D 

17 

29 

83 

5564 

5634 

6376 

G43S 

48 

14 

A 

18 

30 

35 

3423 

34711 

3763 

3815 

43 

14 

» 

18 

30 

35 

4173 

4336 

4836 

4689 

48 

14 

C 

18 

30 

35 

49(i5 

5030 

5713 

5778 

48 

14 

D 

18 

30 

35 

5754 

5815 

6596 

6G56 

48 

16 

A 

19 

81 

35 

3505 

3619 

3947 

4001 

43 

16 

B 

19 

81 

35 

4040 

4093 

4400 

4319 

48 

16 

C 

19 

31 

33 

5055 

5131 

ri755 

5321 

48 

16 

D 

19 

31 

35 

5967 

6028 

oaeo 

6921 

48 

18 

A 

20 

84 

35 

8775 

3739 

4ica 

4120 

48 

18 

B 

20 

34 

35 

4287 

4325 

4718 

4655 

4S 

18 

C 

30 

34 

35 

5479 

5407 

6356 

48 

18 

D 

20 

34 

35 

6828 

Q337 

725B 

7158 

48 

80 

A 

31 

36 

35 

3956 

3800 

4378 

438S 

48 

20 

B 

21 

36 

35 

4500 

4380 

4978 

4858 

48 

20 

C 

ai 

36 

as 

5745 

5604 

0653 

C31I 

48 

SQ 

D 

21 

36 

35 

6(107 

0425 

7574 

7392 

48 

24 

A 

23 

38 

35 

4331 

4125 

4706 

4009 

48 

24 

B 

23 

38 

35 

5028 

4908 

5798 

5078 

48 

U 

c 

33 

88 

35 

6193 

6053 

7372 

7131 

48 

24 

D 

23 

38 

35 

7064 

6883 

7994 

7813 

48 

ao 

A 

26 

43 

35 

4743 

4553 

5361 

5160 

48 

30 

B 

26 

43 

35 

6685 

5451 

G653 

6418 

48 

30 

C 

26 

43 

85 

7043 

6763 

7B85 

48 

30 

D 

26 

43 

35 

8051 

7708 

8960 

48 

36 

A 

29 

46 

35 

5150 

4953 

5859 

5063 

46 

36 

11 

29 

46 

85 

6088 

7383 

7148 

48 

86 

C 

29 

46 

35 

7603 

7323- 

8915 

8635 

48 

86 

D 

29 

46 

85 

8830 

8487 

10830 

9993 

48 

43 

A 

49 

35 

5503 

5307 

6266 

6069 

48 

43 

B 

33 

49 

35 

fl«3l 

G587 

7973 

7739 

48 

43 

C 

33 

49 

35 

8278 

79Q9 

9750 

9470 

43 

43 

D 

33 

49 

35 

9G44 

9301 

11367 

11024 

46 

48 

A 

85 

53 

85 

6043 

5846 

7043 

0846 

48 

48 

B 

35 

53 

35 

7059 

7434 

9078 

8841 

48 

48 

C 

35 

53 

35 

9229 

8950 

11006 

10726 

48 

48 

D 

35 

53 

35 

STANDARD  SPECIAL  CASTINGS  FOR  WAT£R 
Standard  Y  Bnachea,  Type  1 
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STANDARD  SPECIAL  CASTINGS   FOR  WATER 


Table  No.  12 
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APPENDIX 


STANDARD  SPECIAL  CASTINGS  FOR  WATER 


Standmrd 
Blow-off  Branches 

Table  No.  13 


NOMtaMli 

X^l  1  fc 

N..^! 

DtoHMtar 

• 

*••• 

AppnuL. 

DteacMri    9 

Thicki 

■■•■ 

ImAm 

' 

1 

p 

UKl 

Ma 

W«iclM 

3 

1 

p 

ladi 

Wciskl 

• 

f 

It 

ts 

• 

f 

«i 

1    •• 

8 

4 

D 

12 

7 

.60 

.52 

227 

j36    12 

A 

13 

23 

.99 

.75 

1702 

10 

4 

D 

12 

8 

.68 

.52 

286 

36 1 12 

B 

13123 

1.15 

.75 

1972 

10 

6 

D 

12 

8 

.68 

.W 

300 

36   12 

C 

13,23 

1.36 

.75 

2285 

12 

4 

1) 

12 

10 

.75 

.52 

365 

36    12 

D 

13 

23 

1.58 

75 

2627 

12 

6 

D 

12 

10 

.75 

.55 

879 

42   12 

A 

15 

26 

1.10 

.75 

2432 

14 

4 

B 

12 

11 

.66 

.52 

400 

:42   12    B 

15 

26 

1.28 

.75 

2728 

14 

4!D 

12 

11 

.82 

.52 

471 

!  42  !  12  j  C 

15 

26 

1.54 

.75 

3271 

14 

6   B 

12 

11 

.66 

.55 

415 

42 !  12   D 

15 

26 

1.78 

.75 

3768 

14 

6   D 

12 

11 

.82 

.55 

486 

;  42  ;  16    A 

15 

26 

1.10 

.70 

2489 

16 

4   B 

12 

12 

.70 

.52 

497 

42   16   B 

15   26 

1.28 

.70 

2786 

16 

4   D 

12 

12 

.89 

.52 

597 

42   16   C 

15 

26 

1.54 

.89 

3365 

16 

6   B 

12 

12 

.70 

.55 

513  ; 

42    16  1  D 

J5 

26 

1.78 

.89 

3862 

16 

6.D 

12 

12 

.89 

.55 

613 

i48   12!A 

17,30 

1.26 

.75 

3274 

18 

4.B 

12 

13 

.75 

.52 

586 

148:12   B 

17   30 

1.42 

.75 

3699 

18 

4    D 

12 

13 

.96 

.52 

704 

.48 

12 

C 

17;  30 

1.71 

.75 

4417 

18 

6'b 

12 

13 

.75 

.55 

603 

48 

12 

D 

17^30 

1.96 

.75 

5107 

18 

6   D 

12 

13 

.96 

.55 

•  720  1 

48 

16 

A 

17   30 

1.26 

.70 

3337 

20 

4    B 

12 

14 

.80 

.52 

687  ■ 

48 

16 

B 

17   30 

1.42 

.70 

3762 

20 

4   D 

12 

14 

1.03 

.52 

850  1 

48 

16 

c 

17;  30 

1.71 

.89 

4523 

20 

6 

B 

12    14 

.80 

.55 

705 

48 

16 

D 

17.30 

1.96 

.89 

5214 

20 

6 

D 

12    14 

1.03 

.55 

867 

54 

12 

A 

19*33 

1.35 

.75 

4287 

24 

6 

B 

12    16 

.89 

.55 

916 

54 

12 

B 

19*33 

1.55 

.75 

4945 

24 

6 

D 

12 ;  16 

1.16 

.55 

1149  ' 

54 

12 

C 

19,33 

1.90 

.75 

5981 

24 

8 

B 

12  1  16 

.89 

.60 

935 

54 

12 

D 

19   33 

2.23 

.75 

7002 

24 

8 

D 

12    16 

1.16 

.60 

1170 

1 

54 

16 

A 

19   33 

1.35 

.70 

4355 

30 

8 

A 

13   20 

.88 

.60 

1269  1 

54   16 

B 

19   33 

1.55 

.70 

5013 

30 

8|B 

13   20 

1.03 

.60 

1382  { 

54116 

C 

19   33 

1.90 

.89 

6096 

30 

8iC 

13 '20 

1.20 

.60 

1616 

54;  16 

D 

19 

33 

2.23 

.89 

7126 

30 

8   D 

13   20 

1.37 

.60 

1867  ! 

60   12 

A 

21 

36 

1.39 

.75 

5263 

30 

12   A 

13  20 

.88 

.75 

1315  i 

60    12 

B 

21 

36 

1.67 

.75 

6159 

30 

12  |B 

13i'20 

1.03 

.75 

1426  . 

60il2 

C 

21 

36 

2.00 

.75 

7418 

30 

12  iC 

13   20 

1.20 

.75 

1658  : 

60;  12 

D 

21:36 

2.38 

.75 

8798 

30 

12ID 

13,20 
13i23 

1.37 

.75 

1913 

60    16 

A 

21   36 

1.39 

.70 

5336 

36 

8'a 

.99 

.60 

1653  ! 

60 

16 

B 

21 

36 

1.67 

.70 

6233 

30 

8    B 

13   23 

1.15 

.60 

'1922 

60    16 

C 

21 

36 

2.00 

.89 

7542 

36 

8  C 

13 

23 

1.36 

.60 

2234 

;60    16 

D 

21    36 

2.38 

.89 

8927 

36 

8 

D 

''i 

23 

1.58 

.60 

25TG 

1 

STANDARD  SPECIAL  CASTINGS  FOR  WATER 


Blow-off  Branchet 
with  Manhole 


Table  No.  U 

Apprmlmate  Wcl|:ht  of  Cap. 


Dlim. 

1 

• 

* 

• 

'jsr 

i 

eS 

1 

1 
1 
1 
1 
1 

■ 

• 

■ 

iBdin 

II 

■ 

j 

«i 

'. 

« 

' 

is 
jj 

1 
1 
1 

1 

i 

i 

i 
1 

1 

1 
1 
1 

1 

f 
1 

1 

i 
1 

1 
1 

j 

i 
1 

So 

I 
1 
I 
j 

! 
! 

i 

1 
i 

1 

■i 
1 

i 

1 

:! 

1 

1 

33:61 

11 
if 

I 

AMERICAN  STANDARD  MANHOLE  PIPE 


Table  No.  15 


e 

i 
i 

1- 
I 

1 
J 

!1| 

111 

1 

I 

i 
1 

■« 

ii 

i 

E 

1 
1 

liillii 

1 

atandacd  H 
pproximale  Wrigh 

obole  Pipe 
of  Cap.  29°  Pounds 

liBsjlSBD 

I— IT  inches  OB  30  itulu*  to  48  ii 
incbn  dlamem. 
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STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Standard  Reducers  and  Increasers*  Type  No.  1 


Table  No.  16 


DiBm.-InchM 

k 

m 

r 

Thickncfl 

IS,  IncliM 

Weights,  Pounds 

e 

f 

ti 

ta 

Lsrse 
End  Bell 

Small 
End  Bell 

6 

4 

3.30 

14.70 

3 

.55 

.52 

99 

88 

8 

4 

5.30 

12.70 

4 

.60 

.52 

131 

108 

8 

6 

3.90 

14.10 

4 

.60 

.55 

149 

138 

10 

4 

7.10 

10.90 

5 

.68 

.52 

164 

132 

10 

6 

6.00 

12.00 

5 

.68 

.55 

181 

160 

10 

8 

4.40 

13.60 

5 

.68 

.60 

205 

195 

12 

6 

7.90 

10.10 

6 

.75 

.55 

225 

191 

12 

8 

6.60 

11.40 

6 

.75 

.60 

246 

224 

12 

10 

4.80 

13.20 

6 

.75 

.68 

271 

260 

Class  D.r    6x4  incheii  to  xaxxo  inches.  On  all  siz^s  n  — 2  inches. 

On  all  sizes  1  —  30  inches  and  s—  10  inches. 

AMERICAN  STANDARD  REDUCERS  AND  INCREASERS 


Type  No.  2 


6x4  inches  to 
60x54  inches 


Table  No.  17 


Nominal  Piam. 
Inches 

▼ 

Thickness,  Inches 

Class 

e 

f 

ti 

ts 

6 

4 

18 

.55 

.52 

D 

8 

4 

18 

.60 

.52 

D 

8 

6 

18 

.60 

.55 

D 

10 

4 

18 

.68 

.52 

D 

10 

6 

18 

.68 

.55 

D 

10 

8 

18 

.68 

.60 

D 

12 

4 

18 

.75 

.52 

D 

12 

6 

18 

.75 

.55 

D 

12 

8 

18 

.75 

.60 

D 

12 

10 

18 

.75 

.68 

D 

14 

6 

20 

.66 

.55 

B 

14 

6 

20 

.82 

.55 

D 

14 

8 

20 

.66 

.60 

B 

14 

8 

20 

.82 

.60 

D 

Weights,  Pounds 


Spigot 
Ends 


82 
104 
121 
131 
150 
170 
163 
181 
202 
229 
194 
234 
220 
260 


Large 
End  BeU 


104 

132 
150 
162 
180 
201 
201 
218 
240 
267 
249 
288 
275 
814 


Small 
End  BeU 


97 
119 
143 

146 
169 
198 
179 
202 
231 
261 
216 
256 
248 
288 


On  all  sizes  s  —  8  Inches. 


APPKNDLX 


STANOARp  SPECIAL  CASTINGS  £OEL  WATER 

Standud  Reducers  and  Increwwa,  Type  No.  2 

Table  No.  17— Continued 


«^^.™. 

TBlrknMi.  Ine 

hu 

c- 

Wdrtu.  Pound. 

. 

.. 

W 

.^^n 

^■s-s.,, 

14 

10 

20 

.66 

68^ 

B 

250 

805 

279 

14 

10 

20 

.83 

68 

D 

290 

844 

820 

14 

13 

30 

.66 

75 

B 

284 

339 

331 

14 

12 

20 

75 

D 

834 

378 

360 

16 

6 

20 

:70 

55 

B 

230 

300 

348 

16 

6 

20 

.80 

55 

D 

378 

355 

800 

16 

8 

20 

.70 

60 

B 

252 

826 

280 

16 

8 

20 

.89 

60 

D 

804 

381 

882 

10 

10 

20 

.70 

68 

B 

382 

350 

813 

16 

10 

20 

.89 

68 

D 

884 

410 

364 

16 

12 

20 

.70 

75 

B 

817 

891 

853 

16 

12 

30 

.89 

75 

D 

868 

445 

405 

16 

14 

20 

.70 

66 

B 

815 

389 

870 

16 

14 

20 

.89 

83 

D 

407 

484 

461 

18 

8 

20 

.75 

60 

B 

387 

374 

815 

16 

8 

20 

.96 

60 

D 

845 

488 

378 

18 

10 

20 

.75 

68 

B 

817 

404 

347 

18 

10 

20 

.96 

68 

D 

375 

468 

405 

18 

12 

30 

.75 

75 

B 

853 

388 

18 

12 

20 

.96 

75 

D 

410 

502 

446 

18 

14 

30 

.75 

66 

B 

350 

437 

406 

18 

14 

30 

.96 

82 

D 

448 

641 

603 

18 

16 

20 

.75 

70 

B 

883 

460 

457 

18 

16 

80 

.96 

89  • 

D 

483 

585 

560 

20 

10 

26 

.80 

68 

B 

414 

516 

445 

3D 

10 

20 

1.08 

08 

D 

499 

6i5 

539 

20 

12 

36 

.80 

75 

B 

4r)5 

566 

491 

30 

12 

30 

1.03 

75 

D 

539 

656 

573 

20 

14 

20 

.80 

66 

B 

453 

554 

508 

20 

14 

20 

1.08 

D 

683 

700 

688 

20 

le 

26 

.80 

70 

B 

490 

593 

.564 

20 

16 

36 

1.03 

80 

D 

635 

751 

711 

20 

18 

36 

.80 

75 

B 

531 

633 

617 

20 

18 

26 

1.03 

96 

D 

683 

8D0 

770 

24 

14 

28 

-89 

66 

B 

552 

680 

607 

24 

14 

26 

82 

D 

710 

860 

764 

34 

16 

26 

'ao 

70 

B 

589 

717 

663 

34 

16 

26 

1.16 

89 

D 

762 

917 

888 

34 

18 

75 

& 

630 

758 

717 

■2i 

18 

26 

1.16 

H6 

D 

810 

065 

901 

34 

20 

28 

89 

80 

B 

675 

803 

'776  ■ 

24 

20 

36 

lIlQ         1 

03 

D 

871 

1037 

1987 

ao 

IS 

20 

.88 

75 

A 

710 

903 

■7B6 

BO 

18 

26 

1.03 

75 

B 

791 

969 

i878 

ao 

18 

86 

1.30 

96 

C 

950 

1106 

1048 

30 

18 

26 

1.87 

96 

D 

1054 

1305 

1146 

30 

20 

26 

.88 

80 

A 

754 

947 

S56 

606 


APPENDIX 


STANDARD  SPECIAL  CASTINGS  FOR  WATER 
Standard  Reducers  and  Increasers*  Type  No.  2 


I«ong  Increaser.    48  to  80  inches  x  132  inches  v 

Table  No.  17— Continued      • 


Inches 

▼ 

• 

f 

«» 

<« 

80 

20 

26 

1.08 

.80 

80 

20 

26 

1.20 

1.08 

80 

20 

26 

1.87 

1.08 

80 

20 

66 

.88 

.80 

80 

20 

66 

1.03 

.80 

80 

20 

66 

1.20 

1.03 

80 

20 

66 

1.87 

1.08 

80 

24 

26 

.88 

.89 

80 

24 

26 

1.03 

.89 

80 

24 

26 

1.20 

1.16 

30 

24 

26 

1.87 

1.16 

30 

24 

66 

.88 

.89 

30 

24 

66 

1.03 

.89 

30 

24 

66 

1.20 

1.16 

30 

24 

68 

1.87 

1.16 

36 

20 

32 

.99 

.80 

36 

20 

82 

1.15 

.80 

36 

20 

32 

1.36 

1.03 

36 

20 

32 

1.58 

1.03 

36 

20 

66 

.99 

.80 

36 

20 

66 

1.15 

.80 

36 

20 

66 

1  36 

1.03 

36 

20 

66 

1.58 

1.03 

36 

[  24 

32 

.99 

.89 

36 

24 

32 

1.15 

.89 

36 

24 

32 

1.36 

1.16 

36 

24 

32 

1.58 

1.16 

36 

24 

66 

.99 

.89 

36 

24 

66 

1.15 

.89 

36 

24 

66 

1.36 

1.16 

36 

24 

66 

1  58 

1.16 

36 

30 

32 

.99 

.88 

36 

30 

32 

1.15 

1.03 

36 

30 

82 

1.36 

1.20 

36 

80 

82 

1.58 

1.37 

B 
C 
D 
A 
B 
C 
D 
A 
B 

C 
D 
A 
B 
C 
D 
A 
B 
C 

D 
A 
B 
C 
D 
A 
B 
C 
D 

A 
B 
C 
D 
A 
B 
C 
D 


Weishts,  Pounds 


886 
1018 
1115 
1468 
1626 
1981 
2172 
854 
935 

1144 
1242 
1661 
1820 
2228 
2419 
1039 
1170 
1417 

1589 
1771 
1994 
2416 
2710 
1153 
1283 
1562 
1734 

1964 
2188 
2664 
2957 
1213 
1467 
1780 
2013 


Endfisll 


1014 

1227 
1366 
1661 
1804 
2190 
2428 
1047 
1118 

1354 
1498 
1921 
1998 
2488 
2670 
1286 
1450 
1739 

1951 
2018 
2274 
2738 
3072 
1339 
1564 
1884 
2096 

2211 
2468 
2985 
3319 
1490 
1747 
2051 
2375 


Small 
End  Bell 


987 

1134 
1232 
1569 
1728 
2098 
2289 
981 
1068 

1300 
1898 
1869 
1946 
2384 
2575 
1141 
1272 
1534 

1705 
1872 
2095 
2533 
2827 
1280 
1411 
1718 
1890 

2091 
2314 
2820 
8118 
1436 
1645 
1939 
2264 


On  all  sizes  s— 8  inches. 


STANDARD  SPECIAL  CASTINGS  FOR  WATER 

Standard  Reducers  and  Increosers,  Type  No.  2 . 

Table  No.  17— Continued 


NmnM 

mi.m. 

• 

Thlcknn..  :«che> 

a... 

W.III...,  I>pv~<<. 

' 

■. 

■- 

'i'^ 

Endllll 

^dslll 

36 

30 

C6 

.89 

m 

A 

2119 

2366 

2812 

96 

30 

66 

1,15 

1:03 

B 

2503 

2783 

26B0 

36 

30 

66 

1.38 

1. 31) 

C 

3950 

3271 

8159 

m 

30 

66 

1.58 

1  37 

D 

3434 

3798 

8684 

43 

20 

83 

1. 10 

.80 

A 

1262 

1603 

1364 

43 

30 

33 

1.28 

.80 

B 

1413 

176S 

1515 

43 

20 

33 

1.54 

1.03 

C 

1753 

2163 

1869 

43 

20 

33 

1.78 

1-03 

D 

19T5 

2445 

2083 

43 

20 

66 

1,10 

.80 

A 

2152 

2481 

2254 

43 

20 

66 

1,38 

.80 

B 

3410 

2764 

2511 

43 

20 

66 

1.54 

1.03 

C 

3989 

3405 

3106 

43 

20 

66 

1.78 

1,(13 

D 

8369 

3839 

3486 

42 

34 

33 

I.IO 

-89 

A 

1376 

1715 

1504 

42 

24 

83 

1.28 

.8B 

B 

1537 

1881 

1654 

43 

24 

32 

l.M 

1.16 

C 

2313 

3053 

42 

34 

Z2 

1.78 

1-16 

D 

3120 

2590 

3276 

43 

34 

66 

1.10 

.89 

A 

2346 

2685 

3473 

42 

24 

66 

.89 

B 

2603 

2858 

3730 

42 

24 

66 

1.54 

1.18 

C 

8653 

8393, 

43 

34 

66 

1.78 

1.16 

D 

3616 

4086 

3773 

42 

30 

33 

1-10 

.88 

A 

1467 

1806 

1660 

43 

30 

33 

1.28 

1.03 

B 

1711 

3065 

1889 

43 

SO 

33 

1.54 

1.20 

C 

306S 

2480 

337S 

42 

30 

33 

1.78 

1,37 

D 

3398 

2869 

3650 

43 

30 

66 

i.io 

.88 

A 

3500 

2839 

2693 

42 

30 

66 

1.28 

1-03 

B 

3917 

8371 

3095 

43 

80 

66 

1.54 

1.30 

C 

3533 

3938 

3732 

43 

30 

66 

1.78 

1  37 

D 

4093 

4563 

4344 

43 

38 

33 

1.10 

.99 

A 

1645 

1984 

1891 

43 

36 

33 

1.15 

B 

1926 

3281 

2207 

43 

36 

32 

I'.m 

1.36 

C 

3320 

3735 

2643 

43 

80 

32 

1.78 

1.58 

D 

3714 

3184 

8075 

43 

36 

68 

1.10 

.89 

A 

3803 

8143 

30SO 

42 

38 

68 

1.15 

B 

3689 

8565 

43 

36 

66 

1:54 

1.38 

c 

3958 

4873 

4279 

43 

38 

68 

1.78 

1.58 

D 

4631 

5101 

4993 

48 

30 

66 

1,36 

.88 

A 

2975 

3381 

8168 

48 

30 

66 

1.03 

B 

3606 

48 

30 

66 

1^1 

i.ao 

C 

40B3 

4641 

4801 

48 

30 

66 

1,95 

1-37 

D 

4T63 

5388 

6013 

48 

30 

133 

1.26 

-88 

A 

5363 

5769 

SS56 

48 

30 

133 

1.4« 

1,03 

B 

6180 

GS85 

6869 

48 

30 

183 

1.71 

1,20 

C 

7379 

7928 

7S88 

48 

30 

133 

1.96 

1,37 

D 

9214 

i8 

36 

66 

1.26 

.89 

A 

3278 

8684 

8625 

48 

36 

66 

1.43 

1,15 

B 

8796 

4253 

4077 

48 

36 

66 

1.71 

1.36 

C 

4527 

5076 

484B 

On  all  dK*  1—8  Incite*. 


STANDARD  SPECIAL  CASTINGS  FOR  WATER 

Standard  Reducers  and  iocreasers.  Type  No.  2 

Table  No.  17— Continued 


s 

TUd««..I«d» 

Welrtn.  P<».d. 

* 

•l 

'• 

*/r 

E^u 

^Xu 

48 

36 

66 

1.96 

1.58 

D 

5300 

5935 

5663 

48 

36 

132 

1.S6 

.90 

A 

5909 

6316 

6156 

48 

86 

133 

1.42 

1.15 

B 

6844 

7399 

7135 

48 

36 

133 

1.71 

1.36 

C 

8164 

8713 

8485 

48 

36 

133 

1.96 

1.58 

D 

9558 

10184 

9920 

48 

42 

66 

1.3C 

1.10 

A 

8659 

4066 

3008 

48 

42 

66 

1.43 

1.28 

B 

4312 

4667 

4584 

48 

43 

66 

1.71 

1.54 

c 

5100 

5649 

5516 

4B 

43 

66 

1.96 

1.78 

D 

5059 

6586 

6430 

48 

42 

133 

1.38 

1.10 

A 

6597 

7003 

6936 

48 

43 

133 

1.42 

1.2S 

B 

7594 

6040 

7048 

48 

42 

133 

1.71 

1.54 

C 

9107 

9748 

9613 

48 

42 

132 

1,96 

1.78 

D 

10747 

11378 

11217 

U 

36 

66 

1.3S 

,09 

A 

3723 

422S 

3969 

64 

36 

66 

1,55 

1.15 

B 

4330 

4925 

4610 

84 

36 

06 

1.90 

1,36 

C 

6259 

5953 

5580 

54 

36 

6« 

2.23 

1.58 

D 

6181 

6905 

6543 

54 

36 

133 

1.35 

.99 

A 

6710 

7216 

6957 

64 

36 

132 

1.55 

1.15 

B 

7800 

8401 

8087 

54 

36 

133 

1.00 

1.36 

C 

0484 

10178 

9805 

64 

86 

133 

3.23 

1.58 

D 

J1148 

11082 

11510 

54 

42 

66 

1.35 

1.10 

A 

4103 

4609 

4443 

54 

43 

66 

1.55 

1.28 

B 

4T45 

5340 

6100 

64 

42 

66 

1. 90 

1.64 

C 

5832 

6526 

6347 

64 

43 

66 

3.33 

1.78 

D 

6841 

7655 

7810 

64 

43 

132 

1.35 

1.10 

A 

7308 

7908 

7737 

64 

43 

132 

IJ).') 

1.38 

B 

8556 

0151 

8010 

64 

42 

132 

1.90 

1.54 

C 

10517 

11211 

10932 

54 

43 

132 

1.78 

D 

13338 

13152 

13807 

54 

48 

66 

1.35 

1.36 

A 

4578 

5088 

4984 

54 

66 

1.65 

1.42 

B 

5356 

585! 

5711 

54 

48 

66 

1.90 

1.71 

C 

6401 

7095 

6960 

54 

48 

66 

3-23 

1,96 

D 

7513 

8336 

8137 

54 

48 

132 

1.35 

1,26 

8759 

8660 

54 

48 

13a 

1,55 

1.43 

B 

0478 

10073 

9933 

54 

48 

133 

1.90 

1.71 

C 

11544 

12339 

19098 

54 

48 

133 

2.28 

1  96 

D 

1S550' 

14364 

14175 

SO 

36 

66 

1.3S 

.99 

A 

4006 

4711 

4343 

00 

36 

66 

i.m 

1.15 

B 

4906 

5576 

5186 

60 

36 

66 

2.00 

1,36 

C 

5867 

6693 

6189 

60 

36 

96 

2.38 

1.68 

D 

6060 

7934 

7332 

60 

36 

133 

1.39 

.89 

A 

7384 

7999 

7831 

60 

36 

133 

1.67 

1.15 

B 

8846 

0516 

0126 

60 

36 

133 

2.00 

C 

10581 

11405 

10002 

60 

36 

133 

3. 88 

l!58 

D 

12S54 

13327 

12016 

eo 

42 

66 

1.3» 

1.10 

A 

4477 

6093 

4816 

60 

42 

66 

1.67 

■1.28 

B 

5321 

6091 

5676 

APPENDDC 


609 


STANDARD  SPECIAL  CASTINGS  FOR  WATER 


Standard  Reducers  and  Increasers,  Type  No,  2 


Short  Incrcaser,  48  to  30  x  66  inches  v 


Table  No.  17— Continued 


Nominal  Diam. 
Inches 

V 

Thickness,  Inches 

Class 

Weishts,  Pounds 

• 

f 

«i 

«3 

1.54 

Spiffot 
Ends 

Lanre 
,  End  BeU 

Small 
End  Bell 

60 

42 

66 

2.00 

C 

6440 

7264 

6855 

60 

42 

66 

2.38 

1.78 

D 

7619 

8593 

8089 

60 

42 

132 

1.39 

1  10 

A 

8072 

8687 

8411 

60 

42 

132 

1.67 

1.28 

B. 

9595 

10265 

9950 

60 

43 

132 

2.00 

1.54 

C 

11614 

12439 

12030 

60 

42 

132 

2.38 

1.78 

D 

13743 

14716 

14213 

60 

48 

66 

1.39 

1.26 

A 

4957 

5572 

5363 

60 

48 

66 

1  .-67 

1.42 

B 

5832 

6502 

6287 

60 

48 

66 

2.00 

1.71 

C 

7006 

7830 

7555 

60 

48 

66 

2.38 

1.96 

D 

8285 

9259 

8910 

60 

48 

132 

1.39 

1.26 

A 

8938 

9552 

9344 

60 

48 

132 

1.67 

1.42 

B 

10517 

11187 

10972 

60 

48 

132 

2.00 

1.71 

C 

12634 

18458 

13183 

60 

48 

132 

2.38 

1.96 

D 

14943 

15917 

15569 

60 

54 

66 

1.39 

1.35 

A 

5404 

6019 

.5910 

60 

54 

66 

1.67 

1.55 

B 

6348 

7018 

6961 

60 

54 

66 

2.00 

1.90 

C 

7750 

8574 

8444 

60 

54 

66 

2.38 

2.23 

D 

9178 

10152 

9992 

60 

54 

132 

1.39 

1.35 

A 

974$ 

10360 

10251 

60 

54 

132 

1.67 

1.55 

B 

11462 

12132 

12076 

60 

54 

132 

2  00 

1.90 

C 

18979 

14803 

14678 

60 

54 

132 

2.38 

2.23 

D 

1G557 

17580 

17371 

On  all  sizes  8--8  inches,- 
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Table  M«.  1 

Table  No.  18 
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Clu. 

D 

■> 

~ 

' 

S 

s£ 

'Z 

» 

■• 

T 

s 

4 

5.80 

10 

.85 

47 

36 

B 

89.40 

15 

1.40 

948 

4 

D 

fi.80 

15 

.65 

61 

86 

C 

89.80 

15 

1,60 

1077 

e 

D 

7.80 

10 

.70 

68 

86 

D 

40.30 

15 

1.80 

1217 

e 

D 

7.90 

15 

.70 

87 

86 

A 

89.00 

24 

1.25 

1203 

8 

D 

10,10 

13 

.75 

104 

36 

B 

89.40 

24 

1.40 

1362 

8 

D 

10.10 

15 

.75 

119 

86 

C 

89,80 

24 

1.60 

1563 

10 

D 

13.20 

12 

.80 

133 

36 

D 

40.30 

34 

1.80 

1773 

10 

D 

13.20 

18 

.80 

176 

43 

A 

45.30 

IS 

1.40 

1097 

13 

D 

14.30 

14 

.85 

174 

42 

B 

45.60 

15 

i.ao 

1184 

13 

D 

14.30 

18 

.85 

223 

43 

C 

46.30 

15 

1.75 

1881 

li 

B 

16.20 

15 

.85 

230 

43 

D 

46.70 

16 

1.95 

1561 

14 

B 

10.20 

18 

.85 

249 

42 

A 

45,80 

34 

1.40 

1577 

14 

D 

16.50 

15 

.90 

340 

43 

B 

45.60 

34 

1.60 

1702 

14 

D 

le.fiO 

18 

.90 

380 

42 

C 

46.30 

31 

1,75 

1907 

le 

B 

18.30 

15 

.90 

274 

43 

D 

46.70 

24 

1.93 

10 

B 

18.50 

24 

.90 

891 

48 

A 

51.60 

15 

1.50 

1887 

16 

D 

18.00 

15 

1.00 

305 

43 

B 

51.90 

15 

1.66 

1491 

16 

D 

18.90 

1.00 

448 

48 

C 

63.50 

15 

1-95 

1763 

18 

B 

20.60 

15 

.95 

831 

48 

D 

53.10 

15 

2.20 

1986 

18 

B 

20.80 

24 

.95 

463 

48 

A 

51,60 

24 

1.50 

1923 

18 

D 

21.00 

16 

1.05 

860 

48 

B 

51.90 

34 

1,65 

2129 

18 

D 

31.00 

34 

1.05 

518 

48 

C 

62.50 

24 

1,95 

2533 

80 

B 

22.70 

15 

1.00 

874 

48 

D 

53.10 

34 

2.30 

3879 

SO 

B 

23.70 

1.00 

583 

54 

A 

57.70 

15 

1.60 

1613 

so 

D 

23.10 

15 

1.15 

440 

64 

B 

68.30 

15 

1.80 

1835 

20 

D 

28.10 

24 

1.15 

635 

54 

C 

58.90 

15 

2.15 

2156 

S4 

B 

36.90 

IS 

1,05 

477 

54 

D 

69.50 

15 

3.45 

24S0 

S4 

B 

26.90 

34 

J. 05 
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54 

A 

57.70 

34 

1.60 

2816 

24 

D 

37.40 

16 

1.25 

583 

54 

B 

58.20 

24 

1.80 

2684 

£4 

D 

37.40 

34 

1.25 

831 

54 

C 

58.90 

24 

2,15 

8126 

80 
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83  60 

15 

1.15 
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54 

D 
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34 

3.45 

8671 

80 

B 

83.10 

15 

1.15 

653 

60 

A 

63.90 

15 

1.70 

1906 

80 

c 

83.50 

15 

1.83 

760 

60 

B 

64.50 

15 

1.90 

3127 

80 

D 

38.80 

15 

1.50 

876 

60 

C 

65.80 

15 

3.35 

2491 

80 

30 

A 

82  80 

34 

1.15 

943 

60 

D 

65,90 

15 

2.60 

3895 

B 

88-10 

24 

1.15 

949 

60 

63.90 

24 

1,70 

2781 

SO 

c 

88  60 

34 

1088 

60 

B 

64.50 

24 

1.90 

8058 

80 

D 

33.80 

34 

ilso 

1262 

80 

C 

65.80 

34 

2.25 

8601 

86 

X 

89.00 

15 

1.25 

883 

60 

D 

66.00 

34 

2.60 

4231 
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Spiral  Riveted  Pressure  Pipe 

America  nSpiral  Pipe  Work 


Incide 

Diameter 

Inches 


3 


9 


10 


11 


12 


ThickneH 

U.  S.  8un4ar4 

Gavge 


{ 


{ 

{ 


20  * 
18  *  ♦ 

20 
18* 
16  ♦  ♦ 


20 
18  ♦ 
16 


*  * 


18 

16  ♦ 
14  ♦  ♦ 
12  ♦  ♦  ♦ 

18 

16* 

24  *  •? 

12  *  *  * 

18 

16* 

14  ♦  ♦ 
^2  *  *  * 

16* 
14  ♦  * 
12  ♦  *  * 

16  ♦ 
14  ♦  % 

12  ♦  ♦  ♦ 

16* 
14  ♦  ♦ 
12  ♦  ♦  ♦ 

16* 
14  ♦  * 
12  ♦  ♦  ♦ 

10 


Approxinate  Weifht 

io  Poandt  per  Foot 

Asphalted 

1.9 
2.3 

2.4 
3.0 
3.7 

2.9 
3.7 
4.5 

4.3 
5.3 
6.6 
9.2 

5.1 

6.2 

7.7 

10.7 

5.8 

7d 

8.8 

12.3 

8.0 

9.9 

13.9 

8.8 
11.0 
15.3 

9.7 
12.0 
16.6 

10.6 
13.0 
18.2 
22.5 


Approximate  Bursting 

Strength  Pooods  per 

Square  Inah 


1500 
2000 

1125 
1500 
1875 

900 
1200 
150G 

1000 
1250 
1560 
2170 

860 

1070 
1340 
1860 

750 

935 

1170 

1640 

835 
1045 
1460 

750 

935 

1310 

680 

850 

1200 

625 

780 

1060 

1410 


*  denotes  Standard  thickness  for  Spiral  Riveted  Pipe. 

*  ♦  extra  heavy. 

***  double  extra  heavy. 
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Spiral  Riveted  Pressure  Pipe 

CONTINUED 


Inside 

Thickness 

Approximate  Weight 

Approximate  Bursting 

Diameter 

U.  S.  Sundtrd 

in  Pounds  per  Foot 

Strength  Pounds  per 

Inches 

Gauge 

Asphalted 

Square  Inch 

f      16* 

11.4 

575 

13 

14  ♦  ♦ 

14.1 

720 

12  ♦  ♦  ♦ 

19.7 

1010 

10 

V 

24.5 

1295 

16 

12.9 

535 

14 

« 

14  ♦ 
12  *  ♦ 

15.9 
22.2 

670 
940 

10  ♦  ♦  ♦ . 

27.6 

1210 

f      14  ♦ 

17.0 

625 

15 

{      12*  ♦ 

23.7 

875 

[      10  ♦  *  ♦ 

29.6 

1125 

r     14  * 

18.1 

585 

12  ♦  * 

25.2 

820 

16 

10*  ♦  ♦ 

31.5 

1050 

8 

38.1 

1290 

6 

44.7 

1520 

I       3 

51.6 

1880 

r    14* 

19.9 

520 

12*  ♦ 

27.6 

730 

18 

i 

10**  * 

34.5 

940 

8 

41.6 

1140 

6 

49.0 

1360 

^       3 

59.2 

1660 

■     14* 

22.1 

470 

12*  * 

30.6 

660 

20 

i 

10*  ♦  ♦ 

38.3 

840 

mm^0 

8 

46  2 

1030 

6 

54.1 

1220 

I       3 

65.6 

1500 

r  14 

24.4 

425 

12* 

33.7 

595 

22 

i 

10  *  * 

42.2 

765 

8  *  *  * 

50.8 

940 

6 

59  5 

1108 

I       3 

72.2 

1364 

• 

14 

26.4 

390 

12  * 

36.5 

540 

24 

i 

10  *  * 

45.7 

705 

8  *  *  * 

55.2 

820 

6 

64.6 

1015 

L       3 

78.4 

1250 

*  denotes  Standard  thickness  for  Spiral  Riveted  Pipe. 

*  *   extra  heavy. 

*  *  *  double  extra  heavy. 
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Spiral  Riveted  Pressure  Pipe 

CONTINUED 


Inside 

ThickneM 

Approxinurtc  Weight 

Approximate  Bursting 

Diameter 

U.  8.  Standard 

in-  Pounds  per  Foot 

Strength,  Pounds  per 

Inchei 

Cause 

Asphalted 

Square  Inch 

f      12* 

39.5 

505 

10  *  * 

49.5 

650 

26 

8  *  *  * 

59.8 

795 

K 

6              i 

70.0 

935 

3 

84.9 

1154 

f      12 

i       42.1     : 

470 

:    10  * 

,  51.7  1 

I        605 

28 

i 

8  *  * 

63.6' 

735 

Q  *  *  * 

76.6 

87b 

3 

90.4 

« 

1071 

1 

'      12      . 

45^3 

435 

10* 

56.8 

560 

30 

i 

)     8  *  * 

.  68.7  . 

68S 

6  *  *  ♦ 

80.5 

810 

■ 

3 

97.7 

1000 

i 

1 

r  12^ 

49.1 

410 

Id  * 

61.6 

525 

32 

t 

8  *  * 

74.3 

645 

6  *  *  * 

!  87.1 

760 

I  i   3 

105.8            ' 

940 

12 

52.1  , 

380 

10  * 

65.4 

490 

34 

• 

8  *  * 

78.8 

600 

6  *  ♦  * 

93.6 

715 

' 

3 

.112.3  • 

( 
I 

880 

12 

55.1 

365 

10  * 

69.1 

470 

36 

< 

8  *  * 

83.4 

.570 

Q    *    *    * 

97.8 

680 

*" 

3 

118.8 

830 

< 

12 

61.1 

330 

' 

10  * 

•^76.7 

420 

40 

1 

8  *  ♦ 

.     92.4 

515 

6  *  *  * 

108-5    . 

610 

3 

131.8 

750 

*  Denotes  Standard  thickness  for  Spiral  Riveted  Pipe. 

*  *  extra  heavy. 

*  *  *  double  extra  heavy. 
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Fio.  367l>.  —  Universal  Cast  Iron  Pipe, 
Standard  6-foot  length. 


APPENDIX   II 

STAITDARD  SPECIFICATIOHS  FOR  HTDRAHTS  AHD  VALVES 

Atffrrt%tf  rr  thk,  Ameiucax  Water  Works  Association,  June  24,  1913u 

Kms£i>  June  6,  1916 


Hfecification»  fob  Hydrants 

Size.  -  Th(j  nize  of  hydrant  shall  be  designated  by  the  nominal 
diami^tor  of  the  valve  opening,  which  must  be  at  least  4  ins.  for 
hydrantit  having  two  2i-in,  hose  nozzles;  5  ins.  for  hydrants  having 
three  2j-in,  nozzles;  and  6  ins.  for  hydrants  having  four  2|-in. 
nozzk^M;  and  shall  be  classed  as  one-way,  two-way,  three-way  or  four- 
way,  (rU%f  fKjcording  to  the  number  of  2§-in.  hose-outlets  for  which  they 
are  designee!. 

Area  of  Wakr-Way.  —  The  net  area  of  the  hydrant  at  the  smallest 
part,  when  the  valve  is  wide  open,  must  not  be  less  than  120  per  cent 
thai  of  the  valve  opening. 

Hell  liruU  or  Flange  Ends.  —  All  hydrants  must  be  fitted  with  bell 
ends  t/O  fit  standard  cast  iron  pipe;  or  if  fianged,  they  must  be  fitted 
with  flanges  of  the  standard  dimensions  corresponding  to  the  pressure 
under  which  they  are  to  be  used;  connecting  pipe  or  flange  from  main 
to  hydrant  in  no  case  to  be  less  in  diameter  than  the  valve  opening. 
(The  standards  referred  to  are  those  adopted,  or  that  may  be  adopted, 
by  this  Association.) 

Type,  —  Hydrants  may  bo  of  compression  or  gate  type. 

Change  in  Diameter.  —  Any  change  in  diameter  of  the  water  passage 
t/hrough  the  hydrant  must  have  easy  curve,  and  all  outlets  must  have 
rounded  corners  of  good  radius. 

Water  Hammer.  —  Hydrants  must  bo  so  designed,  particularly  as 
regards  the  pitch  of  the  thread  of  the  operating  stem,  that,  when  properly 
operated,  a  water  hammer  will  not  be  caused  which  will  give  an  increased 
proHfiuro  to  oxc^ood  the  working  pressure,  when  such  pressure  is  over  60 
lbs.,  nor  increase  the  pressure  more  than  60  lbs.,  when  operated  under 
loss  working  pressure  than  60  lbs. 

Hrokm  HydratU.  —  Valves  when  shut  must  remain  reasonably  tight 
when  upper  portion  of  barrel  is  broken  off. 
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Friction  Loss,  —  With  a  5-ft.  hydrant  discharging  250  gals,  per  min- 
ute, through  each  2^-in.  outlet,  the  total  friction  loss  of  the  hydrant 
must  not  exceed  2  lbs.  for  two-way,  3  lbs.  for  three-way,  and  4  lbs.  for 
four-way  hydrants. 

Strapping,  —  When  requested,  hydrants  must  be  fitted  with  2  lugs, 
so  that  the  leaded  joint  underground  can  be  strapped. 

Flange  Joints  above  Ground.  —  When  hydrant  barrel  is  made  in  two 
sections,  the  upper  flange  connection  must  be  at  least  2  ins.  above 
the  ground  line. 

Hydrant  Body.  —  The  hydrant  body  must  be  made  of  cast  iron. 

CorSt  Iron.  —  All  castings  shall  be  made  from  a  superior  quality  of 
iron,  remelted  in  cupola  or  air  furnace,  tough  and  even  grain,  and  shall 
possess  a  tensile  strength  of  22,000  lbs.  per  square  inch.  The  casting 
must  be  clean  and  perfect,  without  blow  or  sand  holes,  or  defects  of  any 
kind.     No  plugging  or  stopping  of  holes  will  be  allowed. 

Specimen  Bars.  —  Specimen  bars  of  the  metal  used,  each  being  26 
ins.  long  by  2  ins.  wide  and  1  in.  thick,  shall  be  made  without 
charge,  as  often  as  the  engineer  may  direct,  and  in  default  of  definite 
instructions,  the  contractor  shall  make  and  test  at  least  one  bar  from 
each  heat  or  run  of  metal.  The  bars  when  placed  flatwise  upon  supports, 
24  ins.  apart,  and  loaded  in  the  center,  shall  support  a  load  of  2200  lbs., 
and  show  a  deflection  of  not  less  than  0.35  of  an  inch,  before  break- 
ing; or,  if  preferred,  tensile  bars  shall  be  made  which  shall  show  a 
breaking  point  of  not  less  than  22,000  lbs.  per  square  inch.  Bars 
must  be  cast  as  nearly  as  possible  to  the  dimensions  without  finishing, 
but  corrections  may  be  made  by  the  engineer  for  variations  in  width  and 
thickness,  and  the  corrected  result  must  conform  to  the  above  require- 
ments. 

Wrought  Iron.  —  All  wrought  iron  shall  be  of  the  best  quality  of 
refined  iron  of  a  tensile  strength  of  at  least  45,000  lbs.  per  square 
inch. 

Composition  Metals.  —  All  composition  or  other  non-corrodible  metals 
used  to  be  of  the  best  quality,  to  have  a  tensile  strength  of  not  less  than 
32,000  lbs.  per  square  inch,  with  a  5  per  cent  reduction  of  area  at  break- 
ing point. 

Hose-nipples.  —  Hose-nipples  must  be  of  bronze  or  suitable  non- 
corrodible  metal,  either  threaded  with  a  fine  thread  into  the  hydrants 
and  securely  pinned  in  place,  or  carefully  locked  and  caulked  in  place. 

Hose4hreads.  —  Hose-threads  on  all  hydrants  to  be  installed  in  any 
given  community  must  of  necessity  be  interchangeable  with  those 
already  in  service,  but,  where  practicable,  threads  should  conform  to  the 
National  Standard  (Figs.  358  to  362). 
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Hydrant-seat.  —  The  seat  must  be  made  of  bronze  or  suitable  non- 
corrodible  metal,  securely  fastened  in  place. 

Gate-valve.  —  The  valve  must  be  faced  with  a  yielding  material,  such 
as  rubber  or  leather,  except  that,  if  of  the  gate  type,  a  bronze  ring  may 
be  used.  The  valve  must  be  designed  so  that  it  can  be  easily  removed 
for  repairs  without  digging  up  the  hydrant. 

Drip-valve.  —  A  positively  operating  non-corrodible  drip- valve  must 
be  provided  and  arranged  so  as  to  properly  drain  the  hydrant  when  the 
main  valve  is  closed.  The  seat  for  the  waste- valve,  which  must  be 
fastened  in  the  hydrant  securely,  must  be  made  of  non-corrodible 
material.  All  other  parts  of  the  drip  mechanism  must  be  so  designed 
as  tO'be  easily  removed  without  digging  up  the  hydrant. 

Operating-threads.  —  The  operating  threads  of  the  hydrant  must 
be  so  arranged  as  to  do  away  with  the  working  of  any  iron  or  steel 
parts  against  iron  or  steel.  Either  the  operating  screw  or  the  oper- 
ating nut  must  be  made  of  non-corrodible  metal,  and  sufficiently  strong 
to  perform  the  work  for  which  intended. 

Top-nut.  —  The  stem  must  terminate  at  the  top  in  a  nut  of  pen- 
tagonal shape,  finished  with  slight  taper  to  1^  in.  from  point  to  flat, 
except 'for  hydrants  to  be  installed  where  existing  hydrants  have  differ- 
ent shape  or  size  of  nut,  in  which  case  the  additional  hydrants  must 
have  operating  nuts  similar  to  the  old  one  for  uniformity.  The  nut- 
socket  in  the  wrench  must  be  made  without  taper,  so  as  to  be  re- 
versible. 

Stuffing-box.  —  The  stuffing-box  and  gland  must  be  of  bronze  or 
suital)le  non-corrodible  metal,  or  bushed  with  bronze  or  suitable  non- 
corrodible  metal,  when  an  iron  or  steel  stem  is  used,  or  when  an  iron 
operating  stem  nut  passes  through  the  stuf&ng-box.  When  packing-nut 
is  used,  it  must  be  made  of  bronze  or  suitable  non-corrodible  metal. 
The  bottom  of  the  box  and  end  of  the  gland-  or  packing-nut  must  be 
slightly  beveled. 

Gland-bolts.  —  Gland-bolts  or  stubs  must  be  at  least  i  in,  in  diam- 
eter. Bolts  or  studs  may  be  either  of  bronze  or  suitable  non-corrodible 
metal,  iron  or  steel.  The  nuts  must  always  be  of  bronze  or  suitable 
non-corrodible  metal. 

Hydrant-top.  —  The  hydrant-top  must  be  designed  so  as  to  make  the 
hydrant  as  weather-proof  as  possible,  and  thus  overcome  the  danger 
from  water  getting  in  and  freezing  around  the  stem.  Provision  must 
be  made  for  oiling  both  for  lubrication  and  to  prevent  corrosion.  A 
reasonably  tight  fit  should  be  made  around  the  stems. 

Lettering.  —  There  must  be  cast  on  top  of  the  hydrant,  in  characters 
raised  |  in.,  an  arrow  at  least  2|  ins.  long,  and  the  word  "open*'  in 
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letters  J  in.  high  and  |  in.  in  relief,  indicating  direction  to  turn  to  open 
the  hydrant. 

Hose<aps.  —  Hoee-caps  must  be  provided  for  all  outlets,  and  must 
be  securely  chained  to  the  barrel  with  a  chain  constructed  of  material 
not  less  than  \  in.  in  diameter. 

Cap-nut,  —  The  hose-cap  nut  must  be  of  the  same  size  and  shape  as 
the  top  or  operating  nut. 

Washer  in  Cap,  —  When  requested  by  the  purchaser,  a  leather,  rubber 
or  lead  washer  must  be  provided  in  the  hose-cap,  set  in  a  groove  to 
prevent  its  falling  out  when  the  cap  is  removed. 

Markings.  —  The  hydrant  must  be  marked  with  the  name  or  particu- 
lar mark  of  the  manufacturer.  All  letters  and  figures  must  be  cast  on 
the  hydrant  barrel  above  the  ground  line. 

Testing,  —  Hydrants  for  pressures  of  150  lbs.  or  less,  after  being 
assembled,  shall  be  tested  by  hydraulic  pressure  to  300  lbs.  per  square 
inch,  b^ore  leaving  the  factory.  If  the  working  pressure  is  over  150 
lbs.  per  square  inch  the  hydrants  must  be  tested  to  twice  the  working 
pressure.  The  test  must  be  made  with  the  valve  open,  in  order  to 
test  the  whole  barrel  for  porosity,  and  strength  of  hydrant  body.  A 
second  test  must  be  made  with  valve  shut,  in  order  to  test  the  strength 
and  tightness  of  the  valve. 

Directions  to  Open.  —  Hydrants  must  open  to  the  left  (counter  clock- 
wise) except  those  to  be  installed  where  existing  hydrants  open  to  the 
right,  in  which  case  the  additional  hydrants  must  turn  the  same  as  the 
old  ones  for  the  sake  of  imiformity. 

Specifications  for  Valves 

Castings,  —  All  iron  castings  shall  be  made  from  a  superior  quaUty 
of  iron,  remelted  in  cupola  or  air  furnace,  tough  and  of  even  grain,  and 
shall  possess  a  tensile  strength  of  22,000  lbs.  per  square  inch.  The 
castings  must  be  clean  and  perfect,  without  blow  or  sand  holes  or  defects 
of  any  kind.     No  plugging  or  stopping  of  holes  will  be  allowed. 

Test  Bars.  —  Specimen  bars  of  the  metal  used,  each  being  26  ins. 
long  by  2  ins.  wide  and  1  in.  thick,  shall  be  made  without  charge 
as  often  as  the  engineer  may  direct,  and  in  default  of  definite  instruc- 
tions, the  contractor  shall  make  and  test  at  least  one  bar  from  each  heat 
or  run  of  metal.  The  bars  when  placed  flatwise  upon  supports  24  ins. 
apart,  and  loaded  in  the  center,  shall  support  a  load  of  2200  lbs.,  and 
show  a  deflection  of  not  less  than  0.35  of  an  inch  l)efore  breaking;  or  if 
preferred,  tensile  bars  shall  be  made  which  will  show  a  breaking  point 
of  not  less  than  22,000  lbs.  per  square  inch;  bars  to  be  cast  as  nearly 
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as  possible  to  the  dimensions  without  finishing,  but  corrections  may  be 
made  by  the  engineer  for  variations  in  width  and  thickness,  and  the 
corrected  result  must  conform  to  above  requirements. 

Maker^s  Name.  —  Each  valve  shall  have  the  maker's  name  cast 
upon  it. 

Wrought  Iron.  —  All  wrought  iron  used  shall  be  of  the  best  quality 
of  refined  iron,  of  a  tensile  strength  of  at  least  45,000  lbs.  per  square  inch. 

Composition  Metals.  —  All  composition  metals  to  be  of  the  best 
quality,  and,  except  the  stems,  to  have  a  tensile  strength  of  not  less  than 
30,000  lbs.  per  square  inch,  with  5  per  cent  elongation  in  8  diameters, 
and  5  per  cent  reduction  of  area  at  breaking  point. 

Face-joints.  —  All  joints  shall  be  faced  true  and  smooth,  so  as  to 
make,  with  suitable  gaskets,  a  perfectly  watertight  joint. 

Fitting  and  Interchangeable  Parts.  —  The  fitting  of  all  parts  must  be 
such  a^  make  perfect  joints,  and  all  parts  of  the  valves  of  the  same  make 
and  the  same  size  shall  be  interchangeable. 

Valves  to  open  as  specified  by  the  engineer. 

Bolts  and  Nuts.  —  All  bolts  and  nuts  in  valves  to  be  made  from  the 
best  quality  of  double  refined  wrought  iron  or  steel,  heads,  nuts  and 
threads  to  be  standard  sizes. 

Kind  of  Valves.  —  Valves  shall  be  fully  mounted  with  bronze  or 
suitable  hon-corrodible  metal,  and  be  either  of  the  double-disc  or  made- 
up  gate-type,  with  bronze  or  suitable  non-corrodible  metal  mounted 
wedging  devices,  or  have  wedge  shaped  gates  with  double  faces  and 
seats,  designed  to  work  equally  well  with  pressure  on  either  side  of  the 
gate.  The  gates  (or  discs)  shall  be  of  cast  iron  with  bronze  or  suitable 
non-corrodible  metal  faces.  These  faces  shall  be  machined,  dovetailed 
and  driven  into  corresponding  machined  grooves  in  gates  (or  discs)  or 
riveted  on  with  bronze  or  suitable  non-corrodible  metal  rivets. 

The  seats  for  composition  rings  in  body  of  valve  shall  be  turned  and 
threaded  before  rings  are  screwed  in. 

Seat-  and  Gate-rings.  —  Both  seat-rings  and  gate-  (or  disc)  rings  shall 
have  smooth  and  true  faces,  and  make  a  perfectly  watertight 
joint. 

Valves  shall  have  hub  ends  suitable  for  laying  with  classes  B  and  C 
American  Water  Works  Association  standard  pipe.  All  valves  24  ins. 
in  diameter  and  larger  shall  be  geared. 

By-passes.  —  Where  by-passes  are  required,  they  shall,  unless  other- 
wise specified,  be  of  the  following  sizes:  16-in.  valve,  3-in.  by-pass; 
18-in.  and  20-in.  valves,  3-in.  by-pass;  24-in.  and  30-in.  valves,  4-in. 
by-pass;  36-in.  and  42-in.  valves,  6-in.  by-pass;  48-in.  valves,  8-in.  by- 
pass. 
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Weight.  —  Valves  without  by-passes  shall  be  approximatdy  not  less 
than  the  following  weights  for  the  respective  sizes:  3-in.,  67  lbs.;  4-in., 
85  lbs.;  6-in.,  180  lbs.;  8-in.,  255  lbs.;  10-in.,  400  lbs.;  12-in.,  500  lbs.; 
14-in.,  780  lbs.;  16-in.,  900  lbs.;  18-in.,  1290  lbs.;  20-in.,  1700  lbs.; 
24-in.,  geared,  2750  lbs.;  30-in.,  geared,  5200  lbs.;  36-in.,  geared,  8500 
lbs.;  42-in.,  geared,  12,000  lbs.;  48-in.,  geared,  18,000  lbs. 

Valve-stems.  —  Valve-stems  shall  be  made  of  solid  brass  or  suitable 
non-corrodible  metal,  free  from  defects,  and  shall  have  a  tensile  strength 
of  not  less  than  45,000  lbs.  per  square  inch. 

Threads.  —  Threads  on  stems  to  be  square,  acme  or  ^  V,  and  cut  in 
most  perfect  manner,  so  as  to  work  true  and  smooth  and  in  perfect  line 
throughout  the  lift  of  the  valve. 

Size  of  Stems.  —  Valve  stems  at  the  bottom  or  base  of  the  thread 
shall  not  be  less  than  the  following  sizes  in  diameter:  3-in.  valve, 
H  in.;  4-in.,  f|  in.;  5-in.,  ||  in.;  6-in.,  1  in.;  7-in.,  1  in.;  8-in.,  1  in.; 
9-in.,  l^^f  in.;  10-in.,  l^®^  in.;  12-in.,  1J|  in.;  14-in.,  IJ^  in.;  16-in., 
Iff  in.;  18-in.,  Iff  in.;  20-in.,  IJi  in.;  22-in.,  If}  in.;  24-in.,  Iff  in.; 
30-in.,  2i|  in.;   36-in.,  2J|  in.;  42-in.,  2^1  in.;  48-in.,  3H  in. 

Wrench-nut.  —  The  wrench  nut  on  stem  shall  be  2  ins.  square  with 
arrow  cast  on  showing  direction  which  valve  is  to  turn  to  open. 

Painting.  —  All  iron  work,  after  being  thoroughly  cleaned,  to  be 
painted  throughout  with  asphaltiun  varnish,  or  suitable  paint,  or  dipped 
in  suitable  coating  material. 

Testing.  —  Valves  must  be  tested  for  leakage  and  distortion  as  follows: 
On  double-disc  or  made-up  gate-type,  the  body  of  the  valve  shall  be 
drilled  and  tapped  with  a  hole  for  pipe  and  a  removable  plug  inserted; 
through  this  hole  an  hydraulic  pressure  of  300  lbs.  per  square  inch  shall 
be  applied;  the  wedge-shaped  gate-type  by  an  hydraulic  pressure  of  300 
lbs.  per  square  inch  applied,  first  between  one  end  and  the  gate, 
second  between  the  opposite  end  and  the  gate,  and  third  in  the  bonnet 
with  gate  open. 
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MANUFACTURERS*   STANDARD   SPECIFICATIONS  FOR  STRUCTURAL 

AND   BOILER  STEEL 

Revised  April  21,  1914 

Structural  Steel 

Grades.  —  1.  These  specifications  cover  three  classes  of  structural 
steel,  namely: 

Class  A  steel,  to  be  used  for  railway  bridges  and  ships. 

Class  B  steel,  to  be  used  for  buildings,  highway  bridges,  train  sheds 

and  similar  structures. 
Class  C  steel,  to  be  used  for  structural  rivets. 

I.   MANUFACTURE 

Process.  —  2.  Steel  for  Classes  A  and  C  shall  be  made  by  the  open- 
hearth  process.  Steel  for  Class  B  may  be  made  either  by  the  open- 
hearth  or  by  the  Bessemer  process. 

n.   CHEMICAL  PROPERTIES  AND   TESTS 

Chemical  Composition.  —  3.  The  steel  shall  conform  to  the  follow- 
ing requirements  as  to  chemical  composition : 


Elements  considered 

Class  A 
steel 

Class  B 
steel 

Class  C 
steel 

Phosphorus,  max.,  per  cent: 

Basic  open-hearth 

0.04 
0.06 

0.06 
0.08 
0.10 

0.04 

Acid  open-hearth 

0.04 

Bessemer 

Sulphur,  max.,  per  cent 

0.05 

0.045 

Ladle  Analyses.  —  4.  To  determine  whether  the  material  conforms 
to  the  requirements  specified  in  section  3,  an  analysis  shall  be  made  by 
the  manufacturer  from  a  test  ingot  taken  during  the  pouring  of  each 
melt.  A  copy  of  this  analysis  shall  be  given  to  the  purchaser  or  his 
representative,  if  requested. 
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Check  Analyses.  —  5.  A  check  analysis  of  Class  A  and  Class  C  steel 
may  be  made  by  the  purchaser  from  finished  material  representing  each 
melt,  in  which  case  an  excess  of  25  per  cent  above  the  requirements 
specified  in  section  3  shall  be  allowed. 

m.  PHYSICAL  PROPERTIES  AND  TESTS 

Tension  Tests.  —  6.  The  steel  shall  conform  to  the  following 
requirements  as  to  tensile  properties: 


Properties  considered 

Class  A 
steel 

Class  B 
steel 

Class  C 
steel 

Tensile  strength,  lbs.  per  sq.  in. 
Yield  point,  minimum,  lbs.  per 

sq.  in 

Elongation  in  8  in.,  min.,  per 

cent 

Elongation  in  2  in.,   min.,  per 
cent  (Fig.  363) 

55,000-65,000 
0.5  tens.  str. 

l,400,000t 
tens.  str. 

22 

55,000-65,000* 
0.5  tens.  str. 

l,400,000t 
tens.  str. 

22 

46,000-56,000 

0.5  tens.  str. 

1,400,000 
tens.  str. 

*  See  section  8. 


t  See  section  9. 


Yield  Point.  —  7.  The  yield  point  shall  be  determined  by  the  drop 
of  the  beam  of  the  testing  machine. 

Modification  in  Tensile  Strength.  —  8.  Class  B  steel  may  have 
tensile  strength  up  to  70,000  lbs.  maximum,  provided  the  elongation  is 
not  less  than  the  percentage  required  for  65,000  lbs.  tensile  strength. 

Modifications  in  Elongation.  —  9.  (a)  For  material  over  f  in.  in 
thickness,  a  deduction  of  1  from  the  percentage  of  elongation  in  8  in. 
specified  for  Classes  A  and  B  in  section  6  shall  be  made  for  each  increase 
of  I  in.  in  thickness  above  f  in.,  to  a  minimiun  of  18  per  cent. 

(b)  For  material  under  ^  in.  in  thickness,  a  deduction  of  2.5  from 
the  percentage  of  elongation  in  8  ins.  specified  for  Classes  A  and  B  in 
section  6  shall  be  made  for  each  decrease  of  iV  ^^-  ^^  thickness  below  ^  in. 

Character  of  Fracture.  — 10.  All  broken  tension  test  specimens 
shall  show  a  silky  fracture. 

Bend  Tests.  — 11.  (a)  The  test  specimen  for  plates,  shapes,  and 
bars  shall  bend  cold  through  180  degrees  without  fracture  on  the  outside 
of  the  bent  portion,  as  follows:  For  material  f  in.  and  under  in  thickness, 
fiat  on  itself;  for  material  over  f  in.  up  to  1|  ins.  in  thickness,  around  a 
pin  the  diameter  of  which  is  equal  to  1|  times  the  thickness  of  the  speci- 
men; and  for  material  over  l\  ins.  in  thickness,  around  a  pin  the  diam- 
eter of  which  is  equal  to  twice  the  thickness  of  the  specimen. 
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(b)  The  test  specimen  for  pins  and  rollers  shall  bend  cold  through 
180  deg.  around  a  1-in.  pin  without  fracture  on  the  outside  of  the  bent 
portion. 

(c)  A  rivet  rod  shall  bend  cold  through  180  degrees  flat  on  itself  with- 
out  fracture  on  the  outside  of  the  bent  portion. 

(d)  Bend  tests  may  be  made  by  pressure  or  by  blows. 

Test  Specimens.  — 12.  (a)  Tension  and  bend  test  specimens  shall 
be  taken  from  the  finished  rolled  or  forged  product,  and  shall  not  be 
annealed  or  otherwise  treated,  except  as  specified  in  section  13.    . 

(b)  Tension  and  bend  test  specimens  for  plates,  shapes  and  bars, 
except  as  specified  in  paragraph  (c),  shall  be  of  the  full  thickness  of 
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material  as  rolled,  and  with  both  edges  milled  to  the  form  and  dimen- 
sions shown  in  Fig.  362,  or  may  have  both  edges  parallel. 

(c)  Tension  and  bend  test  specimens  for  plates  and  bars  (except 
eye-bar  flats)  over  1|  ins.  in  thickness  or  diameter  may  be  turned  or 
planed  to  a  diameter  or  thickness  of  at  least  f  in.  for  a  length  of  at  least 
9  in. 

(d)  Tension  and  bend  test  specimens  for  pins  and  rollers  shall  be 
taken  parallel  to  the  axis,  1  in.  from  the  surface  of  the  bar.  Tension 
test  specimens  shall  be  of  the  form  and  dimensions  shown  in  Fig.  363. 
Bend  test  specimens  shall  be  1  in.  by  §  in.  in  section. 

(e)  Rivet  bars  shall  be  tested  in  full-size  section  as  rolled. 
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Annealed  Specimens.  —  13.  Test  specimens  for  material  which  ip 
to  be  annealed  or  otherwise  treated  before  use,  shall  be  cut  from  properly 
annealed  or  similarly  treated  short  lengths  of  the  full  section  of  the  piece. 

Number  of  Tests.  —  14.  (a)  At  least  one  tension  test  and  one  bend 
test  shall  be  made  from  each  melt.  If  material  from  one  melt  differs 
f  in.  or  more  in  thickness,  tests  shall  be  made  from  both  the  thickest  and 
the  thinnest  material  rolled. 

(b)  If  any  test  specimen  develops  ^flaws,  or  if  an  8-in.  tension  test 
specimen  breaks  outside  the  middle  third  of  the  gauge  length,  or  if  a  2-in. 
tension  test  specimen  breaks  outside  the  gauge  length,  it  may  be  dis- 
carded and  another  specimen  substituted  therefor. 

(c)  Material  intended  for  fillers  or  ornamental  purposes  will  not  be 
subject  to  test. 

IV.   PERMISSIBLE  VARIATIONS  IN  WEIGHT  AND   GAUGE 

Permissible  Variations.  —  15.  (a)  The  sectional  area  or  weight  of 
each  structural  shape  and  of  each  rolled-edge  plate  up  to  and  including 
36  ins.  in  width,  shall  not  vary  more  than  2.5  per  cent  from  theoretical 
or  specified  amounts. 

(b)  The  thickness  or  weight  of  each  universal  plate  over  36  ins.  in 
width,  and  of  each  sheared  plate,  shall  conform  to  the  schedules  of  per- 
missible variations  for  sheared  plates,  Manufacturers'  Standard  Practice, 
appended  to  these  specifications. 

(c)  The  weights  of  angles,  tees,  zees,  and  channels  of  bar  sizes,  and 
the  dimensions  of  rounds,  squares,  hexagons,  and  flats,  shall  conform 
to  the  Manufacturers'  Standard  Practice  governing  the  allowable  varia- 
tions in  size  and  weight  of  hot-rolled  bars. 

V.  FINISH 

Finish.  —  16.  The  finished  material  shall  be  free  from  injurious 
defects,  and  shall  have  a  workmanlike  finish. 

VI.   MARKING 

Marking.  — 17.  The  name  of  the  manufacturer  and  the  melt 
number  shall  be  legibly  marked,  stamped,  or  rolled  upon  all  finished 
material,  except  that  each  pin  and  roller  shall  be  stamped  on  the  end. 
Rivet  and  lattice  steel  and  other  small  pieces  may  be  shipped  in  securely 
fastened  bundles,  with  the  above  marks  legibly  stamped  on  attached 
metal  tags.  Test  specimens  shall  have  their  melt  numbers  plainly 
marked  or  stamped. 
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^     Vn.  INSPECTION  AND  REJECTION 

Inspection.  —  18.  The  inspector  representing  the  purchaser  shall 
have  free  entry,  at  all  times  while  work  on  the  contract  of  the  purchaser 
is  being  performed,  to  all  parts  of  the  manufacturer's  works  which 
concern  the  manufacture  of  the  material  ordered.  The  manufacturer 
shall  afford  the  inspector,  free  of  cost,  all  reasonable  faciUties  to  satisfy 
him  that  the  material  is  being  furnished  in  accordance  with  these  speci- 
fications. All  tests  and  inspection  shall  be  made  at  the  place  of  manu- 
facture prior  to  shipment,  and  shall  be  so  conducted  as  not  to  interfere 
unnecessarily  with  the  operation  of  the  works. 

Rejection.  —  19.  Material  which,  subsequent  to  the  above  tests  at 
the  mills  and  its  acceptance  there,  develops  weak  spots,  brittleness, 
cracks  or  other  imperfections,  or  is  found  to  have  injurious  defects,  may 
be  rejected  at  the  shop,  and  shall  then  be  replaced  by  the  manufacturer 
at  his  own  cost. 

Boiler  Steel 

Grades.  —  1.  There  shall  be  three  grades  of  steel  for  boilers, 
namely:  flange,  firebox,  and  boiler  rivet. 


I.   MANUFACTURE 
Process.  —  2.    The  steel  shall  be  made  by  the  open-hearth  process. 

n.   CHEMICAL  PROPERTIES  AND   TESTS 

Chemical  Composition.  —  3.   The  steel  shall  conform  to  the  follow- 
ing requirements  as  to  chemical  composition : 


Elements  considered 

1 

Flange  steel                Firebox  steel 

1 

Boiler  rivet 
steel 

Manganese,  per  cent 

0.30-0.60 

0.04 
0.05 

0.30-0.50 

0.035 
0.04 

0.30-0.50 

Phosphorus,  max.,  per  cent: 
Basic 

0.04 

Acid 

0.04 

Sulphur,  max.,  per  cent 

0.05                      0.04 

0.045 

Ladle  Analyses.  —  4.  To  determine  whether  the  material  conforms 
to  the  requirements  specified  in  section  3,  an  analysis  shall  be  made  by 
the  manufacturer  from  a  test  ingot  taken  during  the  pouring  of  each 
melt.  A  copy  of  this  analysis  shall  be  given  to  the  purchaser  or  his 
representative. 

Check  Analyses.  —  5.  A  check  analysis  may  be  made  by  the  pur- 
chaser from  a  broken  tension  test  specimen  representing  each  plate  as 
rolled,  and  this  analysis  shall  conform  to  the  requirements  specified  in 
section  3. 
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m.  PHYSICAL  PROPERTIES  AND  TESTS 

Tension  Tests.  —  6.   The   steel   shall   conform   to   the   following 
requirements  as  to  tensile  properties: 


Properties  considered 

Flange  steel 

Firebox  steel 

Boiler  rivet 
steel 

Tensile  strength,  lbs.  per  sq.  in. . 

Yield  point,  min.,  lbs.  per  sq.  in. 

Elongation  in  8  in.,  min.,  per 

cent 

55,000-65,000 
0.5  tens.  str. 

1,450,000* 
tens.  str. 

52,000-60,000 
0.5  tens.  str. 

1,450,000* 
tens.  str. 

45,000-55,000 
0.5  tens.  str. 

1,450,000 
tens.  str. 

*  See  section  8. 


Yield  Point.  —  7.  The  yield  point  shall  be  determined  by  the  drop 
of  the  beam  of  the  testing  machine. 

Modifications  in  Elongation.  —  8.  (a)  For  plates  over  f  in.  in 
thickness,  a  deduction  of  0.5  from  the  specified  percentage  of  elongation 
will  be  allowed  for  each  increase  of  |  in.  in  thickness  above  f  in.,  to  a 
minimum  of  20  per  cent. 

(b)  For  plates  under  ^^  in.  in  thickness,  a  deduction  of  2.5  from  the 
percentage  of  elongation  specified  in  section  6  shall  be  made  for  each 
decrease  of  jV  i^i-  ^^  thickness  below  VV  iii* 

Bend  Tests.  —  9.  (a)  Cold-bend  tests  shall  be  made  on  the  ma- 
terial as  rolled. 

(b)  Quench-bend  test  specimens,  before  bending,  shall  be  heated  to  a 
light  cherry  red  as  seen  in  the  dark  (about  1200  degrees  F.),  and 
quenched  in  water  the  temperature  of  which  is  about  80  degrees  F. 

(c)  Specimens  for  cold-bend  and  quench-bend  tests  of  flange  and 
firebox  steel  shall  bend  through  180  degrees  without  fracture  on  the 
outside  of  the  bent  portion,  as  follows:  For  material  f  in.  and  under  in 
thickness,  flat  on  themselves;  for  material  over  f  in.  up  to  1^  ins.  in 
thickness,  around  a  pin  the  diameter  of  which  is  equal  to  the  thickness  of 
the  specimen;  and  for  material  over  1\  ins.  in  thickness,  around  a  pin  the 
diameter  of  which  is  equal  to  1|  times  the  thickness  of  the  specimen. 

(d)  Specimens  for  cold-bend  and  quench-bend  tests  of  boiler  rivet 
steel  shall  bend  cold  through  180  degrees  flat  on  themselves  without 
fracture  on  the  outside  of  the  bent  portion. 

(e)  Bend  tests  may  be  made  by  pressure  or  by  blows. 

Test  Specimens.  —  10.  (a)  Tension  and  bend  test  specimens  for 
plates  shall  be  taken  from  the  finished  product,  and  shall  be  of  the  full 
thickness  of  material  as  rolled.  Tension  test  specimens  shall  be  of  the 
form  and  idimensions  shown  in  Fig.  362.  Bend  test  specimens  shall  be 
1^  ins.  to  2i  ins.  wide,  and  shall  have  the  sheared  edges  milled  or  planed. 
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(b)  The  tension  and  bend  test  specimens  for  rivet  bars  shall  be  of 
the  full-size  section  of  material  as  rolled. 

Number  of  Tests.  —  11.  (a)  One  tension,  one  cold-bend,  and  one 
quench-bend  test  shall  be  made  from  each  plate  as  rolled. 

(6)  Two  tension,  two  cold-bend,  and  two  quench-bend  tests  shall  be 
made  for  each  melt  of  rivet  steel. 

(c)  If  any  test  specimen  develops  flaws,  or  if  a  tension  test  specimen 
breaks  outside  the  middle  third  of  the  gauge  length,  it  may  be  discarded 
and  another  specimen  substituted  therefor. 

IV.  PERMISSIBLE  VARIATIONS  IN  WEIGHT  AND    GAUGE 

Permissible  Variations.  —  12.  (a)  The  thickness  or  weight  of  each 
sheared  plate  shall  conform  to  the  schedule  of  permissible  variations, 
Manufacturers'  Standard  Practice,  appended  to  these  specifications. 

(b)  The  dimensions  of  rivet  bars  ghall  conform  to  the  Manufac- 
turers' Standard  Practice  governing  allowable  variations  in  the  size  of 
hot-rolled  bars. 

V.  FINISH 

Finish.  —  13.  The  finished  material  shall  be  free  from  injurious 
defects,  and  shall  have  a  workmanlike  finish. 

VI.   MARKING 

Marking.  — 14.  The  melt  or  slab  number,  name  of  the  manufac- 
turer, grade,  and  the  minimmn  tensile  strength  for  its  grade  as  speci- 
fied in  section  6  shall  be  legibly  stamped  on  each  plate.  The  melt  or 
slab  number  shall  be  legibly  stamped  on  each  test  specimen  representing 
that  melt  or  slab. 

Vn.  INSPECTION  AND  REJECTION 

Inspection.  — 15.  The  inspector  representing  the  purchaser  shall 
have  free  entry,  at  all  times  while  work  on  the  contract  of  the  purchaser 
is  being  performed,  to  all  parts  of  the  manufacturer's  works  which 
concern  the  manufacture  of  the  material  ordered.  The  manufactiu^er 
shall  afford  the  inspector,  free  of  cost,  all  restsonable  faciUties  to  satisfy 
him  that  the  material  is  being  furnished  in  accordance  with  these  speci- 
fications. All  tests  and  inspection  shall  be  made  at  the  place  of  manu- 
facture prior  to  shipment,  and  shall  be  so  conducted  as  not  to  interfere 
unnecessarily  with  the  operation  of  the  works. 

Rejection.  —  16.  Material  which,  subsequent  to  the  above  tests  at 
the  mills  and  its  acceptance  there,  develops  weak  spots,  brittleness, 
cracks  or  other  imperfections,  or  is  found  to  have  injurious  defects,  may 
be  rejected  at  the  shop,  and  shall  then  be  replaced  by  the  manufacturer 
at  his  own  cost. 
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APPENDIX  IV 

SPECIAL  FIRE  PROTECTION  FOR  BUILDINGS* 

In  large  buildings,  used  for  offices,  factories,  etc.,  special  provision 
should  be  made  for  extinguishing  fires  as  soon  as  they  start.  Stand- 
pipes  to  which  fire-hose  with  nozzles  are  attached  at  each  floor  are  usually 
placed  in  such  buildings,  and  are  connected  with  the  public  water  sup- 
ply, or  with  a  water  tank,  etc.  During  the  past  30  years  various  systems 
of  automatic  sprinklers  have  been  devised.  The  principal  feature  of 
these  inventions  is  a  system  of  pipes  with  automatic  sprinklers,  placed 
below  the  ceilings  of  the  different  floors.  The  pipes  are  usually  kept 
full  of  water  under  pressure.  By  the  heat  of  the  fire  causing  the 
melting  of  fusible  solder,  used  in  their  construction,  the  sprinklers 
open  automatically,  and  discharge  water  near  the  site  of  the  fire. 
Short  descriptions  of  these  systems  are  given  below.  While  the 
details  are  usually  arranged  according  to  the  rules  of  the  National 
Board  of  Fire  Underwriters,  the  connections  with  the  public  pipe 
system  come  under  the  supervision  of  the  engineer  or  superintendent 
in  charge  of  the  public  water-works. 

Stand-pipe  and  Hose. — For  a  building  of  ordinary  height,  the  stand- 
pipes  are  usually  2  to  4  ins.  in  diameter,  and  are  connected  on  each 
floor  to  l|-in.  hose  with  §-  to  f-in.  nozzles  of  galvanized  iron  or  brass. 

For  higher  buildings,  and  where  Siamese  connections  for  fire- 
engines  are  provided  at  the  street  level,  the  stand-pipes  shoiild  be 
6  to  8  ins.  in  diameter,  and  the  hose  attached  at  each  floor  should  be 
2\  ins.  in  diameter,  with  play  pipe  having  1-in.  or  Ij-in.  tip.  The 
hose  should  be  of  the  best  quality  of  linen,  in  50-ft.  lengths,  and  should 
be  kept  in  flat  folds  on  pin  racks,  and  not  on  reels,  which  would  make 
the  inspection  difficult.  In  city  buildings  having  fire-proof  stair- 
shafts,  the  stand-pipes  are  usually  placed  in  these  shafts. 

The  stand-pipes  should  always  be  full  of  water  with  at  least  30 
lbs.  pressure  per  square  inch  at  the  highest  level.  As  already  stated, 
the  supply  is  obtained  from  the  public  mains,  or  from  a  storage 
tank.  In  some  buildings  special  pumps  are  provided,  to  maintain 
the  required  pressure  in  the  stand-pipes  until  the  fire-engines  arrive. 

The  perforated  pipe  system,  originally  devised  in  England,  and  in 
troduced  into  the  United  States  about  1852,  was  the  first  step  in- 

*  For  full  descriptions  of  the  means  used  for  protecting  buildings  against  fires 
—  such  as  automatic  sprinklers,  automatic  fire  alarms,  etc.  —  see  Automatic  Sprink- 
ler Protection  by  Gorham  Dana,  S.B.,  Boston,  Mass.,  1914;  Crosby-Fiske  Handbook 
of  Fire  Protection,  Louisville,  Ky.,  1914;  also.  Fire  Prevention  and  Protection  by 
A.  C.  Hutson,  C.  E.,  3d  Edition,  New  York,  1916. 
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automatic  fire  protection.  Various  improvements  were  made  in  this 
system  by  James  B.  Francis,  M.  Am.  Soc.  C.  E.,  who  used  it  in  1859 
in  mills  in  Lowell,  Mass.  Francis  placed  the  pipes  close  to  the  ceiling, 
running  across  the  mill  in  the  center  of  each  bay.  The  pipes  were 
perforated  with  i^y-in.  holes  which  were  placed  9  ins.  apart,  alternately 
on  different  sides  of  the  pipe  and  at  a  point  a  Uttle  above  its  horizontal 
center.  By  this  arrangement  the  water  wet  the  ceilings,  as  well  as 
the  floors,  as  soon  as  the  gate-valve  at  the  stand-pipe  was  opened. 
In  order  to  reduce  the  friction  loss  of  the  water  in  the  pipes,  it  was 
found  necessary  to  make  the  area  of  the  pipe  at  any  point  about 
twice  the  area  of  the  perforations  which  were  to  be  supplied.  Various 
improvements  in  the  perforated  pipe  system  were  made  in  1870-1880 
by  W.  B.  Whiting,  Frederick  Grinnell,  Hall  Brothers,  etc. 

Pipe-scheme.  —  In  all  of  the  early  perforated  pipe  systems,  the 
same  general  scheme  of  piping  was  used.  Beginning  at  the  end  of  a 
room,  parallel  lines  of  pipe,  10  ft.  or  less  apart,  were  placed  close  to 
the  ceiling,  the  diameter  of  the  pipes  being  f  in.  at  the  end  of  each 
line  and  increasing  according  to  the  rule  given  above.  These  lines 
of  pipe  connected  with  a  feed-pipe,  which  in  turn  was  enlarged  Until 
the  riser,  or  upright  pipe  feeding  the  entire  floor,  was  reached.  The 
riser  passed  down  through  the  floors  or  on  the  outside  of  the  build- 
ing to  a  controlling  valve.  A  separate  riser  with  controlling  valve 
was  provided  for  each  floor  and  the  valves  were  located  in  a  group, 
being  labeled.  In  the  best  systems  these  valves  were  placed  in  a 
valve-house  at  a  safe  distance  from  the  building. 

Some  of  the  defects  of  the  perforated  pipe  system  are  that  the  small 
perforations  in  the  pipes  are  apt  to  be  closed  by  rust,  paint,  or  sedi- 
ment, that  the  water  is  not  concentrated  at  the  points  where  it  is  most 
needed,  and  that  the  system  cannot  be  tested,  for  evident  reasons. 
Trouble  occurred  occasionally  with  this  system  by  the  valves  being 
opened  through  error  or  malice,  or  by  their  leaking.  In  spite  of  these 
defects,  the  perforated  pipe  system  was  extensively  used  from  1852 
to  about  1885,  especially  in  New  England  cotton  mills,  until  it  was 
superseded  by  automatic  sprinklers. 

Automatic  sprinkler  systems  consist  of  an  arrangement  of  pipes  to 
which  are  attached,  at  regular  intervals  of  about  10  ft.,  sprinklers, 
called  also  sprinkler-heads,  which  are  released  at  a  fixed  tempera- 
ture of  about  160  degrees  Fahrenheit,  and  distribute  a  stream  of  water. 
In  all  modern  sprinklers  this  releasing  is  accomplished  by  the  melting 
of  low-fusing  solder,  which  is  used  in  the  construction  of  the  device. 
In  some  of  the  older  types  of  sprinkler  heads,  the  releasing  was  done 
by  the  burning  of  a  cord,  the  explosion  of  gunpowder,  the  expansion 
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of  a  volatile  liquid  in  a  closed  receptacle,  or  the  expansion  of  wax. 
None  of  the«c  devices  proved  to  have  practical  value  and,  at  preseat, 
fiwible  solder  alone  is  used  for  releasing  the  sprinklers. 

AtdOTtuUic  Sprinklem. — The  first  automatic  sprinkler-head  was 
invented  in  18(H  by  Major  A.  Stewart  Harrison  *  of  the  British  Army. 
Thiit  invention,  which  possessed  considerable  merit,  was  put  on  the 
market  without  Iwing  patented.  Modifications  and  improvements 
in  this  device  were  soon  made,  especially  in  the  United  States,  Since 
1872  more  than  450  United  States  patents  for  automatic  sprinklers 
have  been  taken  out.  Home  of  these  inventions  were  good  sprinkler- 
hea^ls,  but  were  soon  superseded  by  better  devices.  Out  of  all  of 
thfwt;  automatic  sprinklers,  only  about  twelve  are  approved,  at  the 
pn^Hcnt  time,  by  the  National  Board  of  Fire  Uriderwriters. 

Frederick  (Jrinncdl,  of  Providence,  R.  I.,  invented  in  1882  a  sprinkler 
which  was  a  radicul  departure  from  the  types  existiag  at  that  time. 
Instead  of  using  a  nozzle  for  the'  sprinkler  jet,  he 
adopted  an  orifice,  fy  in.  in  diameter,  formed  in 
a.  thin  brass  plate  or  diaphragm^,  which  was  in- 
st-rted  in  an  enlargement  of  the  sprinkler  casting 
(Fig.  364),  The  head  is  pendent,  and  in  order  t» 
strengthen  the  thin  brass  diaphragita,a  stiff  spring- 
plate  is  inserted,  just  under  it,  soias  to  insure  a 
strong  spring  action  to  the  levers,  4nd  to  prevent 
the  diaphragm  from  collapsing  when  the  sprinkler 
is  not  under  pressure.  The  edges;  of  the  orifice 
in  the  diaphragm  are  bent  over  to  form  a  seat  ring 
about  i  in,  wide.  The  orifice  is  covered  by  a  valve, 

™.     no.       r^  ■      »      which  is  made  in  one  piece  with  a  deflector  having 

Fio.  364,  —  Gnnnell  .     ^.       ^     ^,       ^     ".^         ,  j  ..u      j 

Sprinkler  projecting  teeth,  at  nght  angles,  around  the  edge, 

for  distributing  the  water.     The  center  of  the 

deflector  is  depressed   and  filled  with  lead  to  form  the  valve,     A 

pair  of  compound  levers  serve  to  hold  the  valve  in  place.     The  first 

lever  is  held  at  one  end  by  a  notch  in  the  yoke,  and  at  the  other  end 

by  the  second  lever.     The  latter  is  hooked  under  a  notch  in  the  other 

side  of  the  yoke,  and  soldered  at  the  extreme  lower  end  by  fusible 

solder,  reinforced  by  an  L-shaped  piece  of  wire.     The  melting  of  the 

solder  releases  the  levers  and  the  valve,  thus  putting  the  sprinkler 

into  operation. 

The  Grinnell  bead  soon  became  a  standard  Hpriiikler  and  was 
extensively  used.    It  is  one  of  the  few  early  M|iritikl(irn  which,  after 
numerous  improvements,  is  still  on  the  market. 
•  "Automatic  Sprinkler  Protection,"  by  GorhamDaiui,H,U,,  |i.  I  a,  llnntim,  1914. 
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In  Fig.  365  some  other  standard  sprinkler  heads,  in  which  the  valve 
closing  the  sprinkler  opening  is  held  in  place  by  levers  which  are 
locked  by  links  of  fusible  solder,  are  shown*  The  usual  formula  for 
this  solder  is  as  follows: 

Bismuth,  4  parts;  lead,  2  parts;  cadmium,  1  pari;  tin,  1  part. 

The  solder  melts  at  a  temperature  of  160-165  degrees  Fahrenheit. 

Pipe  Schemes.  —  Several  different  arrangements  of  distributing 
pipes  have  been  used  with  automatic  sprinkler  heads.  Henry  S. 
Parmelee  devised  the  so-called  tree  system  of  pipes.     He  placed  his 


Fig.  365.  —  Auto-sprinkl) 


main  feed  pipes  about  20  ft.  apart,  and  connected  to  them,  at  inter- 
va^s  of  about  10  ft.,  J-in.  branch  pipes,  each  5  ft.  long.  This  brought 
the  sprjiikler  heads  about  10  ft.  apart  in  each  direction.  By  this 
arrangement  each  sprinkler  was  placed  on  a  dead  end  and  was  not 
cooled  by  water  flowing  past  it  during  a  fire.  The  feed  pipe  was 
enlargea,  where  the  branch  lines  connected,  so  as  to  provide  sufficient 
capacitjl  to  feed  practically  all  of  the  sprinklers  on  a  floor,  at  the  same 
time,  ©nly  one  stand-pipe  was  used  for  all  of  the  floors,  and  it  was 
made  laxge  enough  to  supply  all  of  the  sprinklers  on  one  floor  simul- 
taneouslyv-  This  was  based  on  the  theory,  still  accepted,  that,  with 
rare  exceptions,  only  one  floor  will  be  on  fire  at  a  time. 

Fig.  366  shows  other  approved  plans  for  risers,  feed  pipes,  and 
sprinklers.  -  ,An  arrangement  of  open  sprinklers  with  one  line  on  the 
outside  of  the  building  under  the  cornice  is  sometimes  used. 

Two  methods  of  operating  sprinkler  system,  known  respectively  as 
the  wet  and  the  dry,  are  in  use.  In  the  former,  which  is  the  safer 
arrangement,  the  whole  sprinkler  system  is  constantly  full  of  water 


*  For  deacriptions  of  other  standard  sprinkler  heads  si 
R^tection,"  by  Gorham  Dana,  S,B.,  Boston,  1914. 
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under  pressure.  In  the  latter  system  the  water  is  only  turned  on  in 
case  of  fire. 

The  spacing  of  the  sprinklers  varies  greatly  according  to  the  con- 
struction of  the  ceiUng  under  which  they  are  placed.  As  a  general 
rule,  the  sprinklers  should  be  so  located  that  each  will  not  have  to 
cover  over  80-100  sq.  ft.  of  floor  area.  The  sprinklers  should  point 
upwards,  except  in  special  cases.  The  objections  to  having  them 
point  downwards  are:  They  are  apt  to  get  injured  by  blows;  they 
become  clogged  with  sediment;  are  less  sensitive  to  heat  as  the 
solder  is  farther  from  the  ceiling,  and  they  cannot  be  drained. 

Pipes.  —  The  sizes  of  pipes  used  to  feed  the  sprinklers  followed, 
at  first,  closely  the  sizes  used  for  the  perforated  pipe  systems.  The 
standard  schedule  of  pipe  adopted  by  the  National  Fire  Protection 
Association  in  1905,  and  now  used  in  all  parts  of  the  country,  is  given 
in  the  following  table: 


PIPE  SCHEDULE 


Diameter  of  pipe, 
inches 

Number  of  heads 

Diameter  of  pipe, 
inches 

Number  of  heads 

1 
1 

li 
li 

2 
2J 

1 

2 

3 

5 

10 

20 

3 

3i 
4 
5 
6 

36 

55 

80 

140 

200 

The  above  table  is  based  upon  the  supposition  that  only  one  floor 
will  be  on  the  fire  at  a  time.  A  fire  that  will  open  a  large  number  of 
heads  or  more  than  one  floor,  at  a  time,  cannot  usually  be  controlled 
by  sprinklers. 

Valves  and  Fittings.  —  A  suitable  gate-valve  must  be  provided  for 
every  sprinkler  system,  for  shutting  ofif  the  water  after  a  fire,  or  in 
case  of  leakage  or  repairs.  The  best  type  of  valve  for  this  purpose 
is  the  outside  screw  and  yoke  gate  which  shows  clearly  at  a  distance, 
by  the  position  of  the  stem,  whether  the  valve  is  open  or  closed, 
The  shut-off  valve  should  be  placed  as  far  as  possible  from  the  build- 
ing in  which  the  sprinkler  system  is  installed,  so  as  to  be  accessible, 
even  in  the  case  of  a  great  conflagration.  In  the  great  fire  at  Salem, 
some  of  these  valves  could  not  be  reached,  owing  to  their  proximity 
to  the  burning  buildings,  and  the  water  could  not,  therefore,  be  shut 
off,  in  some  cases,  after  the  fire  had  stopped.  Nor  could  the  street 
main  be  closed  in  the  fire  referred  to,  as  the  service-pipes  had  been 
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connected  directly  to  a  20-in.  main  wbich  was  one  of  the  main  supply 
pipes  of  the  city.  This  shows  the  danger  of  tapping  the  main  feeders 
of  a  city's  pipe  system.  In  such  cases  a  smaller  parallel  main,  which 
could  easily  be  shut  off  in  case  of  necessity,  should  be  laid  for  house 
connections. 

When  a  sprinkler  system  is  fed  from  two  different  sources,  a  check- 
valve  must  be  placed  in  each,  to  prevent  the  water  from  flowing 
from  one  source  to  the  other.  The  best  kind  of  valve  for  this  pur- 
pose is  the  straightway  simng  valve,  in  which  a  disc  is  hung  from  a  pivot 
in  such  a  manner  that  it  rests  normally  against  the  valve  seat,  which 
is  placed  at  a  slight  angle  from  the  vertical,  and  only  opens  when  the 
water  comes  from  one  direction. 

Steamer  connections  should  be  provided  where  fire-engines  are  avail- 
able, especially  where  the  other  supphes  have  not  much  pressure. 
Their  use  is  generally  restricted  to  lat^e 
cities.  These  connections  are  usually  made 
for  2i-  or  3-inch  hose,  and  each  should  be 
provided  with  a  stop-gate  and  a  check-valve. 
Frequently  these  connections  are  made  double 
(Siamesed)  (Fig.  367),  in  which  case  each  inlet 
must  be  check-valved  against  the  other. 

Automatic  fire  alarm  valves  should  be  con- 
nected with  all  automatic  sprinkler  systems. 
Harrison,  who  invented  the  first  sprinkler- 
head,  planned  to  have  an  alarm  valve  in  the 
sprinkler  system,  which  was  to  be  actuated 
by  the  flow  of  water,  when  a  sprinkler  was  in  operation.  Parmelee 
also  devised  an  automatic  alarm  valve,  which  consisted  of  a  flapper 
check-valve,  placed  in  the  main  riser  near  its  base.  A  lever,  con- 
nected with  the  hinged  end  of  the  check-valve,  extended  through  a 
stuffing-box,  and  was  connected  by  a  wire  to  a  steam  whistle,  or  to  a 
mechanical  gong,  which  was  put  into  operation  the  moment  the 
check-valve  was  lifted  by  the  fiow  of  water. 

Many  improvements  have  been  made  in  these  devices.  One  of 
them  consists  in  making  the  alarm  valve  close  an  electric  circuit, 
which  causes  an  electric  bell  to  sound  in  a  fire-engine  house,  or  some 
other  building. 
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APPENDIX  V 

FIRE  STREAM  TABLES 
National  Board  of  Fire  Undbrwritbrs 

EFFECTIVE  REACH  OF  FIRE  STREAMS 

Showing  the  Distance  in  Feet  from  the  Nozzle  at  which  Streams  will  do  Effective 
Work  with  a  Moderate  Wind  Blowing.  With  a  Strong  Wind  the  Reach  is 
Greatly  Reduced. 


Size  of  nozzle 

Pres- 

1-inch 

li-inch 

IJ-inch 

1 1-inch 

l}-inch 

sure  at 
noule 

Vertical 

Horizon- 

Vertical 

Horizon- 

Vertical 

Horizon- 

Vertical 

Horizon- 

Vertical 

Horizon- 

dis- 

tal dis- 

dis- 

tal dis- 

dis- 

tal dis- 

dis- 

tal dis- 

dis- 

tal dis- 

tance, 

tance, 

tance, 

tance, 

tance, 

tance, 

tance. 

tance. 

tance. 

tance. 

feet 

feet 

feet 

feet 

feet 

feet 

feet 

feet 

feet 

feet 

ao 

35 

37 

36 

38 

36 

39 

36 

40 

37 

42 

26 

43 

42 

44 

44 

45 

46 

45 

47 

46 

49 

30 

51 

47 

52 

50 

52 

52 

53 

54 

54 

56 

36 

58 

51 

59 

54 

59 

58 

60 

59 

62 

62 

40 

64 

55 

65 

59 

65 

62 

66 

64 

69 

66 

46 

69 

58 

70 

63 

70 

66 

72 

68 

74 

71 

60 

73 

61 

75 

66 

75 

69 

77 

72 

79 

75 

66 

76 

64 

79 

69 

80 

72 

81 

75 

83 

78 

60 

79 

67 

83 

72 

84 

75 

85 

77 

87 

80 

66 

82 

70 

86 

75 

87 

78 

88 

79 

90 

82 

70 

85 

72 

88 

77 

90 

80 

91 

82 

92 

84 

76 

87 

74 

90 

79 

92 

82 

93 

84 

94 

86 

80 

89 

76 

92 

81 

94 

84 

95 

86 

96 

88 

86 

91 

78 

94 

83 

96 

87 

97 

88 

98 

90 

90 

92 

80 

96 

85 

98 

89 

99 

90 

100 

91 

Note.  —  Nozzle  pressures  are  as  indicated  by  Htot  tube.    The  horizontal  and  vertical  distances  are 
based  on  edperiments  by  Mr.  John  R.  Freeman,  Transactions ^  Am.  Soc.  C.  E.,  Vol.  XXI. 

FRICTION  LOSS  IN  FIRE  HOSE 
Based  on  Tests  of  Best  Quality  Rubber-lined  Fire  Hose  * 


Pressure  loss  in 

each  100  feet  of  hose. 

Pressuri  loss  in  each  100  feet 

Flow,  gal- 

pounds per  square  inch 

Flow,  gal- 

of hose,  pounds  per  square  inch 

lons  per 
minute 

lons  ner 

2|-in. 

3-in. 

3Hn. 

2  lines  of  2^ 

minute 

3-in. 

3|-in. 

2  Unes  of  2^- 

hose 

hose 

hose 

in.  Siamesed 

hose 

hose 

in.  Siamesed 

140 

5.2 

2.0 

0.9 

1.4 

525 

23.2 

10.5 

16.6 

160 

6.6 

2.6 

1.2 

1.9 

550 

25.2 

11.4 

18.1 

180 

8.3 

3.2 

1.5 

2.3 

575 

27.5 

12.4 

19.0 

200 

10.1 

3.9 

1.8 

2.8 

600 

29.9 

13.4 

21.2 

220 

12.0 

4.2 

2.1 

3.3 

625 

32.0 

14.4 

23.0 

240 

14.1 

5.4 

2.6 

3.9 

650 

34.5 

15.5 

24.8 

260 

16.4 

6.3 

2.9 

4.5 

675 

37.0 

16.6 

26.5 

280 

18.7 

7.2 

3.3 

5.2 

700 

39.5 

17.7 

28.3 

300 

21.2 

8.2 

3.7 

5.9 

725 

42.3 

18.9 

30.2 

320 

23.8 

9.3 

4.2 

6.6 

750 

45.0 

20.1 

32.2 

340 

26.9 

10.5 

4.7 

7.4 

775 

47.8 

21.4 

34.2 

360 

30.0 

11.5 

5.2 

8.3 

800 

50.5 

22.7 

36.2 

380 

33.0 

12.8 

5.8 

9.2 

825 

53.5 

24.0 

38.4 

400 

36.2 

14.1 

6.3 

10.1 

850 

56.5 

25.4 

40.7 

425 

40.8 

15.7 

7.0 

11.3 

875 

59.7 

26.8 

43.1 

450 

45.2 

17.5 

7.9 

12.6 

900 

63.0 

28.2 

45.2 

475 

50.0 

19.3 

8.7 

13.8 

1000 

76.5 

34.3 

55.0 

500 

55.0 

21.2 

9.5 

15.2 

1100 

91.5 

41.0 

65.5 

*  Rough  rubber  lining  is  liable  to  increase  the  losses  given  in  the  table  as  much  as  50  per  cent. 
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Aberthaw    Construction    Co.,    Boston 

Mass.,  362 
Adams,  A.  L.,  73 
Albany  filters,  347 
Allen,  C.  R.,  65 
American  Machinist^  The,  108 
American  Water  Works  Assoc,  201 
Andrews,  Hiram  B.,  362 
Animal  growths  in  conduits,  447 
Aqueducts,  239-258 
ancient,  239-242 
blow-offs,  246 
bridges  for,  250 
built  during  Middle  Ages,  241 
copper  lining,  3.12 
definition  of,  239 
descriptions  of,  239-242,  258-341 
Avre,  272 
Birmingham,  268 
Boston,  314-319 
Cochituate,  315 
Coolgardie  pipe-line,  338-341 
Dhuys,  269 
Glasgow,  258-260 
Liverpool  (see  Vjmwy  aqueducl) 
Loch  Katrine  (see  Glasgow) 
Loring  and  Lunain,  273 
Los  Angeles  (see  Los  Angeles  aque- 
duct) 
Manchester,  267-269 
New  York,  275-314 
Catskill  aqueduct,  290-314 
city  tunnel,  309 
engineers,  314 
gate-chambers,  lower,  293 
upper,  293 
screen,  299 
headworks,  291,  299 
parts  of,  304 
pipe-siphons,  306 
special,  298 


Aqueducts,  reservoirs,  Ashokan,  290 
HiU  View,  299  • 
Kensico,  309 
shafts  of  City  tunnel,  309 
tunnels.  City,  309 

pressure,  304 
Venturi  meters,  312 
water-sheds,  290 
Old  Croton  aqueduct,  275 
New  Croton  aqueduct,  277-290 
Newark  Pipe-conduit,  331-338 
Paris,  269-274 

Rochester  Pipe-conduit,  324-331 
Sudbury,  315 

Thirlmere  (see  Manchester) 
Vanne,  270^272 
Vienna,  274 

Vjmwy  (see  Vjrmwy  aqueduct) 
Wachusett,  316 
Weston,  318 
distribution  of  available  head,  244 
gate-houses,  245 
gauging  the  flow  in,  248 
grades,  245  « 

inverted  siphons,  251 
lead  lining,  251 

masonry  conduits  (see  masonry  con- 
duits) 
pressure  tunnels,  251 
Venturi  meter  for,  250,  312 
Aqueduct-bridges,  Assabet  bridge,  251 
Cabin  John  bridge,  250 
Charles  River,  251 
High  Bridge,  250 
Waban  Brook,  251 
Arches  of  concrete,  groined,  349 
Associated  Factory  Mutual  Fire  Insur- 
ance Companies,  377,  379 
Attleboro  reinforced  concrete  stand-pipe, 
362-367 
brick-work  lining  on  outside,  366 
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Attleboro  reinforced  concrete  stand-pipe, 
construction,  363 
dome,  363 
floor,  363 

la3ring  concrete,  364 
water-proofing,  364 
elastic  membrane,  365 
plastering,  365 
Sylvester  process,  365 
Automatic  sprinklers,  638,  639 
Automatic  sprinkler  system,  637-643 

Ball,  Jonathan,  122 

Barlow  formula,  133 

Bateman,  J.  F.,  259 

Belgrand,  M.,  270,  272 

Belleville  reservoir,  Paris,  355 

Benzenberg,  Geo.  H.,  236 

Bien venue,  M.,  273 

Bossut,  37 

Brackelt,  Dexter,  15,  406 

Bradbury,  G.  E.,  455 

Branch-connection,  438 

British  Board  of  Trade,  112,  113 

Buckeye  heater,  477 

Builders     Iron    Foundry,     Providence, 

R.  I.,  530 
Burr,  Prof.  WilUam  H.,  314 
Burton-on-Trent  reservoir,  351 

Carbon  in  cast  iron,  94 
Caulking  machine,  Neil,  475 
Central  Foundry  Co.,  83 
Chapman  Valve  Mfg.  Co.,  186,  207 
Chelsea  Water  Co.,  75 
Church,  B.  S.,  290 
Cleaning,  aqueducts,  447 

water  pipes,  448 
Cocks,  437-442 

compositions  for,  441 

corporation-,  437 

stop-and- waste,  441 
Coffin,  Freeman  C,  343 
Coffin  Valve  Co.,  180,  186,  212 
Coldwell-Wilcox  Co.,  186 
Cole,  John  A.  and  Edward  S.,  489 
Columbian  Iron  Works,  216 
Compositions  for  corporation-  and  curb- 
cocks,  442 
Corporation-cock,  437,  438 


Corrosion:  of  cast  iron  pipes,  461 

of  wrought  iron  and  steel  pipes,  462-468 
Couplet's  experiments,  37 
Coupling-shoes  for  wood-stave  pipes,  68 
Crossley,  Samuel,  water  meter,  503 
Culverts  under  or  over  aqueducts,  247 
Curb-cock,  440 
Custer  joint,  122 

Dana,  Gorham,  S.B.,  638 

Dari^  treatise,  38 

Davies,  Geo.,  Jr.,  38 

Davis,  Joseph  P.,  314 

Deacon,  George  F.,  155,  267,  487,  541 

Distribution  systems,  different  plans,  432 

general  description,  427 

in  a  flat  district,  427 

in  uneven  topography,  430 

measuring  the  water  supplied,  432 

with  one  main  feeder,  428,  429 

with  two  main  feeders,  428 

zones,  431 
Doane,  A.  6.,  190 
Douglas  fir,  65 
Douglass,  Major  D.  B.,  277 
Duane,  James  C,  flexible  joint,  146,  160 
Durability  of  cast  iron  pipes,  461 

wood-pipes,  459 

wrought  iron  and  steel,  462-468 

East  Jersey  Pipe  Corporation,  119 
East  Jersey  Water  Company,  173 
Eddy  Valve  Co.,  177,  178,  187,  204 
Eel-guard,  438 
Electrolysis,  conclusions  about,  469 

insulating  joints,  471 

Macallen  joint,  471 

prevention  of,  470 

stray  currents  from  a  trolley  line,  468 

survey,  471 

wood-blocks,  in  pipe-joints,  471 
Empire  Hatch-box,  449 
Etcheverry,  Prof.  B.  A.,  28,  32,  125,  126, 

127 
European  water  meters,  541-552 

Andrae  current  meter,  546 

Crossley  meters,  504 

Deacon  meter,  541 

Everett  turbine  meter,  546 

Frazer  piston  meter,  544 
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European  water  meters,  Frost-Tavenet 
piston  meter,  545 

Kennedy  piston  meter,  542 

Michel  turbine,  546 

Siemens  &  Halske  meters,  548 

Von  Schinzel  current  meter,  547 
Experiments  on  flow  of  water  by  Archer, 
W.  H.,  51 

Bossut,  37 

Brightmore,  43 

Couplet,  37 

Davis,  G.  J.,  Jr.,  45 

Freeman,  J.  R.,  40 

Kuichling,  Emil,  50 

Pitot,  H.,  37 

Smith,  J.  W.,  50 

Saph  and  Schoder,  42 

Weisbach,  40,  49 

Williams,  Hubbell  &  Fenkell,  41 

Fanning,  J.  T.,  64,  77,  122 
Fenkell,  G.  H.,  41 
Filters  of  Albany,  N.  Y.,  347 
Fire  protection,  396-427 

experiments  with  fire-streams,  404-406 

Dexter  Brackett,  406 

J.  R.  Freeman's,  404-406 
fire-nozzles,  405,  407,  408 
fire-streams,  number  required,  397 

tables  of,  644-653 
general  considerations,  396 
great  fires,  399 
high-pressure  (see  high-pressure  water 

systems) 
hydrants,  flow  tests  of,  401 

location  of,  408 

pressure  lost  in,  407 

pressure  required,  399 
of  buildings,  special,  636-643 

automatic  sprinkler  system,  637-643 

auto-sprinkler,  Grinnell,  638 

auto-sprinkler.  International,  639 

auto-sprinkler.  Manufacturers,  639 

auto-sprinkler,  Niagara,  639 

pipe  schemes,  639 

sizes  of  pipes,  641 

stand-pipe  and  hose,  636 

steamer  connection,  642 

valves  and  fittings,  641 
Fire  stream  tables,  643-652 


Flange-joint,  440 
Flexible  pipe-joints,  145-154 
Badois,  152 
Duane,  146,  158,  160 
Falcon,  151 
Fanning,  147 

for  spiral  riveted  pipes,  115 
Glasgow,  145,  154 
Holmes,  148 
Humber,  152 
Jongh,  152 
Law,  149 
Liverpool,  156 
Marten,  152 
Smith,  147 
Stucker,  149 
Walker,  151 
Ward,  145,  157,  167 
Watt,  145,  154 
WUcox,  151 
Williams,  153 
Flinn,  Alfred  D.,  314 
FUnn,  Weston  and  Bogert,  9,  243,  246, 

252 
Flow  of  water  through:  bell-shaped  tube. 
35 

circular  conduit,  32 

circular  orifice,  34 

gate-valve,  49 

long  pipe,  35 

stop-cock,  50 

throttle-valve,  50 
Formulas:  Barlow,  133 

Barnes,  38 

Bazin,  31 

Chezy,  27,  37 

Darey,  37 

Dubuat,  37 

Flamant,  38 

FrizeU,  J.  B.,  134 

Ganguillet  and  Kutijer,  27-31,  39 

Hazen  formula  (see  Williams  &  Hazen) 

Kutter  (see  Ganguillet  &  Kutter)     - 

Lampe,  Dr.,  31,  38' 

Moritz,  E.  A.,  39 

St.  Venant,  38 

Wegmann  and  Ahrens,  38 

Williams  and  Hazen,  38 
Formulas  for:  beam-action  in  a  pipe,  141 

collapse  of  riveted  pipe,  141,  142 
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Fonnulas  for:  flow  of  water,  27-31,  37, 
38,  39 

flow  through  a  long  pipe,  37-40 

riveted  joints,  105-109,  113 

temperature  stresses,  137 

thickness  of  cast  iron  pipe,  76,  77 

unbalanced  pressure  in  a  pipe,  138 

water-hammer,  133-137 
Frizell,  J.  B.,  134 
Marran,  V.  P.,  134 
Foster  Engineering  Co.,  194 
Francis,  J.  B.,  76 
Freeman,  John  R.,  314,  324,  398,  399, 

401,  404,  405,  406,  407,  408 
Frizell,  J.  B.,  formula,  134 
Fteley,  A.,  251,  290,  314 
Fulton,   reinforced  concrete  stand-pipe 
at,  371-377 

construction,  373 

design,  371 

dome,  373 

elastic  joint,  371,  372 

pipes,  374 

roof,  374 

water-tightness,  374 

weather  conditions,  376 

Gabriel,  Karl,  274 
Galloway,  J.  D.,  119 
Ganz,  Albert  F.,  468 
Gate-houses,  245-247 

blow-off  and  waste-weir,  246 

inlet,  245 
Gate-valves,  automatic,  181 

Chapman,  180 

Coffin,  180 

double-gate,  177,  178,  180,  181,  182 

double-seat,  177 

Eddy,  177,  178 

head  lost  by,  50 

Ludlow,  178,  179 

parallel-seat,  177 

Rensselaer,  181,  182 

taper-seat,  177,  180 

with  inside  stem,  176 

with  outside  stem,  176 
German  Lloyd's  rule,  113 
Golden-Anderson  Valve  Specialty  Co., 

195 
Goodnough,  X.  H.,  12 


Goose-neck,  multiple,  438 

single,  439 
Gray,  WilUam,  269 
Gregory,  J.  H.,  347 
Grinnell,  Frederick,  638 

Hampton  reservoir,  350 
Hawksley,  Thomas,  267 
Hays  Mfg.  Co.,  Erie,  Pa.,  444,  483 
Hazen,  Allen,  formula,  38 
Henny,  D.  C,  459 
Henny,  H.  C,  70 
Herschel,  Clemens,  240,  331,  530 
High-pressure  water  systems,  410-427 
Baltimore,  Md.,  415-423 

air-valves,  418 

distributing  system,  415 

engineers,  423 

gate-valves,  418 

great  fire  of  1904,  415 

hose  and  wagons,  automobile,  422 

hydrant-head,  portable,  420 

hydrants,  419 

pipe-fittings,  417 

pipe-joints,  417 

pumps,  422 

relief-valve,  418 

water  available  for  fires,  422 
New  York,  411-413 

Brooklyn,  411 

Coney  Island,  411 

engineers,  413 

fires,  413 

hydrants,  412 

Manhattan,  412 

operation,  412 

pipe-joints,  412 

pipe-system,  411 

pimiping  station,  411 

reduction  of  insurance  rates,  413 
Philadelphia,  413-415 

engineer,  415 

fire-boats,  414 

hydrants,  414 

pipes,  414 

second  system,  415 
San  Francisco,  423-427 

cisterns,  423,  426 

earthquake  of  1906,  423 

pipe  distributing  system,  424 
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High-pressure  water  systems,  San  Fran- 
cisco, pumping  stations,  424 
reservoirs,  423 
steel  tanks,  423 
zones  for  fire  protection,  423 
High  Bridge  on  Old  Croton  Aqueduct, 

114,  250,  275,  276 
Hill,  George  Henry,  268   ' 
HiU,  Nicholas,  S.,  Jr.,  461 
Horton,  Robt.  E.,  70,  72 
HubbeU,  C.  W.,  41 
Hull,  B.  H.,  64 
Humbolt,  M.,  273 
Hydrants,  200-218 

Chapman,  207,  208 

Coffin,  212 

Columbian,  216 

Corey,  20^211 

descriptions  of,  200-218 

drip- valves,  201 

Eddy,  204 

experiments  on,  200 

flush,  200 

Holyoke,  213 

Ludlow,  205-207 

manufactiu'ers  of,  202-218 

Matthews,  202 

Matthews,  double-valve,  203 

nozzles,  201 

post,  200 

setting,  201 

Smith  high-pressure,  212 

Smith  standard,  211 

specifications  for,  620-624 

standard,  201 

valves,  200 

valve-stem,  200 

Walker,  214-216 
Hydraulic  gradients,  52-64 

Intake-pier,  233,  236 

Intakes    (see    intake-pipe   and   intake- 

timnel) 
Intake-pipes,  218-230 

Duluth,  Minn.,  226 

Erie,  Penn.,  218-222 

Milwaukee,  Wis.,  222 

Syracuse,  N.  Y.,  224 

Rochester,  N.  Y.,  226 

Toronto,  Ont.,  224 


Intake-tower,  Cincinnati,  Ohio,  236 

St.  Louis,  Mo.,  233 
Intake-tunnels,  228-239 

Chicago,  lU.,  230 

Cincinnati,  Ohio,  236 

St.  Louis,  Mo.,  233 
Iron  specification,  96 

Jervis,  J.  B.,  277 
Junker,  Karl,  274 

Kennedy,  Prof.  A.  B,  W.,  101, 103, 108, 113 
KuichUng,  Emil,  50,  108,  324,  403,  462 

Lambert,  Frank,  514 
Lanciani,  R.,  241 
Lanham  Manograph,  502 
Lanham,  Paul,  501 

Lead  furnaces:    for  charcoal,  coke,  or 
wood,  475 
for  gasoline,  475 
portable,  476,  477 
Lead  poisoning,  444 
Lead  ring  gasket,  439 
Log  pipes,  57 

Los  Angeles  aqueduct,  319-324 
conduit,  covered,  321 
engineers,  324 
hydro-electric  power  development, 

324  • 

intake,  319 
lined  canal,  320 
pressure-tunnels,  253 
reservoirs:  regulating,  322 

storage,  319,  320,  321,  322,  323 
Loss  of  head  caused  by:  abrupt  changes 
of  cross-section,  51 
bends,  40-49 
circular  orifices,  34 
curves,  40-49 
gate-valves,  49 
long  pipes,  35-39 
short  cylindrical  tubes,  35 
stop-cocks,  50 
throttle-valves,  50 
Ludlow  Mfg.  Co.,  178,  186, 188, 189,  205 
Lueger,  Otto,  8,  9,  549 

Maintenance  and  operation,  437-486 
Manganese  in  cast  iron,  95 
Manograph,  Lanham's,  502 
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Mansergh,  James,  269 
Marion  Malleable  Iron  Works,  70 
Marran,  V.  P.,  formula,  134 
Masonry  conduits,  242-245 

advantage  of  horse-shoe  section,  242 

changes  of  cross-section,  244 

construction,  243 

cross-section,  242 

expansion  joints,  243 

forms,  244 

maximum  flow,  243 

weepers,  244 
Massachusetts  State  Board  of  Health, 

444 
Matheson  joint-pipe,  119,  618 
McLeod,  Walter  J.,  477 
Menilmontant  reservoir,  Paris^  353 
Merritt  &  Chapman  Derrick  &  Wrecking 

Company,  163 
Metropolitan  Board  of  Boston,  Mass., 

15-23 
Michigan  Pipe  Co.,  62 
Mihatsch,  Karl,  274 
Montmartre  reservoir,  Paris,  355 
Montrouge  reservoir,  Paris,  355 
Morrell,  Ben,  45 

Mueller,  H.,  Mfg.  Co.,  193,  444,  480 
Mueser,  WiUiam,  362,  371 
MulhoUand,  William,  324 

Nash,  Lewis  H.,  511,  513,  515 
National  Board  of  Fire  Underwriters, 

401,  408 
National  Tube  Co.,  115,  118,  616,  617, 

618 
Neil  caulking  machine,  475 
Newcomb,  Charles  L.,  experiments  on 

hydrants,  200 
New  Croton  aqueduct,  277-290 
aqueduct,  gravity,  283 

pressure,  283 
capacity,  283 

distribution  of  available  head,  289 
engineers,  290 

gate-houses:    blow-off  and  over-flow 
weir,  287 
inlet,  277 
terminal,  284 
grade,  283 
ground  water,  283 


New  Croton  aqueduct,  pipe-line,  289 

reservoirs:  storage,  277 
Nichols,  Prof.  W.  R.,  445 
Norwood  Engineering  Co.,  213,  214 
Nozzle  as  a  water  meter,  307 

O'Brien,  P.  V.,  465 

Office  work  for  pitometer  gaugings,  496 

Old  Croton  aqueduct,  275-277 

gate-houses  with  blow-off  gates  and 
waste-weirs,  276 

grades,  276 

High  Bridge,  275 

masonry  conduit,  276 

pipe-hnes,  276 

reservoirs:  storage,  275 
distributing,  275 

ventilator-shafts,  24 
Oregon  fir,  65 

Pacific  Coast  Pipe  Co.,  62,  65 

Pacific  Tank  &  Pipe  Co.,  62,  65 

Paris  reservoirs,  353-356 

Paris  Water  Works,  built  1183,  242 

Parry,  Joseph,  263 

Phipps  patent  for  cement-lined  pipe,  123 

Phosphorus  in  cast  iron,  95 

Photo-recorder  for  Pitot  tube  gaugings, 

492 
Pipe,  cast  iron,  75-97 

bell-and-spigot  joint,  78 

casting,  88 

coating,  76,  90 

Dutch  joint,  78 

early  pipes,  75 

effects  of  blast,  96 

flanged  joint,  78 

foreign  elements  in,  94 

inspection  of,  89 

joints  for,  77 

laying,  83 

lead-wool  joint,  80 

leadite  joint,  82 

manufacture,  84-97 

molding,  85-88 

proving,  91 

special  castings,  77 

Gfpecificationsi  96 
02 
0,76 
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Pipe,  cast  iron,  turned-and-bored  joint, 
79 

Universal  pipe,  79,  83 

weighing,  91 
cement-lined-and-coated,  122-125 
cement-mortar,  125 
concrete,  126 
forge- welded,  117 
lap- welded,  115 
lock-bar,  119 
lock-joint,  127 

National  Tube  Co.'s,  115, 118,  616-619 
siphons  of  reinforced  concrete,  127 

Albelda  pipe,  128  ■ 

Anderson  pipe,  129 

Belle  Fourche  pipe,  129 

Catskill  pipe,  131,  306-309 

Los  Angeles,  253-254 

Sosa  pipe,  127 

Whitewood  pipe,  129 
siphons  of  steel  pipe,  Catskill  aque- 
duct, 306-309 

Los  Angeles  aqueduct,  253-258 
spiral  riveted,  114-117 
steel,  97-125 
wrought  iron,  97-125 
Pipe  cleaning  machines,  448 
Hill-Hodgman,  448 
turbine,  448 
Pipe  derrick,  480 
Pipe-joints,  bell-and-spigot,  78 
Custer,  122 
EngUsh  flanged,  79 
expansion,  114,  115 
flanged,  78 

flexible  (see  flexible  pipe-joint) 
for  cast  iron  pipe,  77-83 
for  forge-welded  pipe,  117,  118 
for  lap- welded  pipe,  117,  118 
for  lock-bar  pipe,  120 
for  lock-joint  pipe,  127 
for  log-pipes,  57 
for  spiral-riveted  pipes,  115 
for  steel  pipe,  117-120 
for  universal  pipe,  84 
for  wood-stave  pipe,  67 
for  wrought  iron  pipes,  117-120 
lead  wool,  80 
leadite,  82 
Matheson,  119 


Pipe-joints,  riveted  lap-joints,  100 

butt-joints,  100 
Pipes,  submerged,  154-175 

Blackwell's  Island,  157 

Chelsea  Creek,  163 

Escanaba,  174 

Glasgow,  154 

Hackensack  River,  175 

Harlem  River,  158 

Intake,  218-230 

Liverpool,  155 

Mystic  River,  166 

Narrows,  159 

North  Brother  Island,  158 

Passaic  River,  173,  175 

Portland,  Ore.,  169-174 

Ward's  Island,  158 
Pitometer,  489 

Pitometer  Co.  of  New  York,  489 
Pitot,  H.,  37,  489 
Pitot  tubes,  37,  489 
Portland  Wood  Pipe  Co.,  62 
Pressure-tunnels,  252 

Catskill  aqueduct,  252 

failure  of,  252 

Harlem  River,  252 

Hudson  River,  306 

Los  Angeles,  253 

Wachusett  aqueduct,  252 

Recording  instruments,  567-580 

Bristol,  567 

Cole,  570 

Frieze,  572 

Hydro-chronograph,  571 

Lea  V-notch,  577 

Sanborn,  576 

Stevens,  573-576 
Recording  pitometer,  description  of,  489 

formulas,  489,  496,  499 

interpretation  of  photo-record,  497 

office-work,  496 

photo-recorder,  492 

traverse  of  a  pipe,  494 
Redwood,  California,  65 
Rensselaer  Valve  Co.,  181,  187,  189,  209 
Reservoirs,  different  kinds,  342 

distributing,  342 

equahzing,  342 

service  (see  service-reservoirs) 
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Richards,  W.  H.,  445 
Riehle's  testing  machine,  93 
Rod-meter,  489 
Ross  Valve  Co.,  190,  191,  420 

Sabin,  Prof.  A.  H.,  328 

Saph,  A.  v.,  42 

Saph  and  Schoder's  experiments,  42 

Saw-kerf,  67 

Schoder,  E..W.,  42 

Schramke,  F.,  275 

Schussler,  Herman,  98 

Schuyler,  James  D.,  324 

Schuyler,  J.  D.,  69 

Screens,  246 

S.  E.  T.  Valve  and  Hydrant  Co.,  198, 

199,  443 
Service-boxes,  442-444 
Buffalo,  443 
Hays,  444 
Mueller,  443 
Quin-See,  443 

S.  E.  T.  Valve  and  Hydrant  Co.,  443 
Service-connection,  437 
Service-pipes,  437,  444-447 
lead,  444 

lead,  tin-lined,  445 
wrought  iron,  445 
cement-lined,  446 
galvanized,  445 
leadt-lined,  446 
Service-reservoirs,  343-347 
covered,  343-347 
appurtenances,  346 
cost  of,  346 

descriptions  of,  347-356 
Albany,  N.  Y.,  347 
Belleville,  Paris,  355 
Burton-on-Trent,  351 
Hampton,  London,  350 
Menilmontant,  Paris,  353 
Montmartre,  Paris,  355 
Montrouge,  Paris,  355 
floor,  344 
piers,  345 
plan,  343 
roof,  345 
side-walls,  344 
vaulting,  345 
open,  343 


Silicon  in  cast  iron,  95 

Simpson    Bros.     Corporation,     Boston, 

Mass.,  362 
Simpson,  Thomas,  75 
Siphons,   inverted    (see    pressure-tunnel 

and  pipe-siphons) 
Sluice-gates,  descriptions  of,  185,  186 

manufacturers  of,  186 

pedestals,  184,  185- 

standard  circular,  186 

standard  rectangular,  186 
Smith,  J.  Waldo,  50,  314,  554 
Smith,  Dr.  Angus,  coating  for  pipes,  76 
Smith  Mfg.  Co.,  A.  P.,  211,  212,  475,  476. 

477,  478,  479,  485 
Soils,  safe  bearing  surface  of,  346 
Spataro,  Donato,  355 
Specifications  for  boiler  steel,  631-636 

for  cast  iron  pipes,  581-613 

for  hydrants,  620-624 

for  structural  steel,  627-631 

for  valves,  624-627 
Spiral  riveted  pressure  pipe,  tables  of, 

613-616 
Split  sleeve  and  gate-valve  for  branch 

connections,  478 
Spooner,  Henry  J.,  104,  111 
Standard  Wood  Pipe  Co.,  62 
Standpipes  of  reinforced  concrete,  361-376 

descriptions  of  (see  Attleboro,  Fulton, 
and  Westerley  standpipes) 

design,  361,  362 

waterproofing,  364 
Standpipes  of  wrought  iron  or  steel,  356- 
361 

anchorages,  359 

details,  359 

erection,  360 

failures,  361 

inlet-pipe,  359 

joints,  357,  358 

painting,  359 

plates,  357 

specifications,  361 
Steams,  Frederick  P.,  314,  315,  324 
Stop-and-waste  cock,  441 
Stop-cocks,  head  lost  by,  50 
Stop-planks,  247 

Storrow*s,  C.  S.,  treatise  on  waterworks, 
57 
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Sulphur  in  cast  iron,  96 
Sylvester  process,  365 

Tanks,  cylindrical,  377-396 
capacity  of,  378 
steel,  384-396 

base-plates,  390 

column  connections,  389 

frost  casing,  392 

general  description,  384 

general  requirements,  393 

piers,  391 

pipes,  392 

standard  dimensions,  386 

standard  plans,  387-389 

stresses,  formulas  for  computing.  386 

table  of  tanks  erected,  385 

towers,  389 

water-heater,  392 

wind-stresses,  393 
wooden,  377-384 

frost-proofing,  383 

gauges,  383 

heating  arrangements,  382 

hoops,  377 

ladders,  384 

lugs,  379 

materials,  377 

painting,  380 

pipes,  381 

roof,  380 

standard  dimensions,  380 

supports,  381 
Tapping  machines,  480-484 
Mueller,  480 
Payne,  483 
Smith,  482 
The  New  River,  London  Water  Works,  241 
Throttle-valves,  head  lost  by,  50 
Tools  for  pipe-work,  472-474 
Barnes  pipe-cutter,  474 
Beaver  pipe-cutter,  474 
caulking  tools,  473 
Ellis  pipe-cutter,  474 
French  pipe-cutter,  474 
pipe-cutters,  474 
pipe-end  reamer,  474 
pipe-jointers,  472 
Rodefeld  pipe-cutter,  474 
Saunders  pipe-cutter,  474 


Transition-joints,  266 
Traverse  of  a  pipe,  494 
Tuberculation,  461 
Turner  and  Brightmore,  79,  183 

Union  Water  Meter  Co.,  193,  521,  530 
Universal  cast  iron  pipe,  83,  619 

Valves:  air-valves,  automatic  cluster,  189 
description,  188 
Eddy,  189 
Ludlow,  189 
Rensselaer,  189 
check-valves,  description  of,  187 
Eddy,  187 
Rensselaer,  187 
equilibrium  reUef-valve,  184 
pressure-reUef  valves,  188 
Ludlow,  189 
Valve-boxes,  common  types,  198 
sectional,  cast  iron,  199 
S.  E.  T.  Valve  Co.,  198,  199 
standard  of  New  York,  198 
Valve  inserting  machine,  478 
Varona,  I.  M.  de,  413 
Vegetable  growths  in  conduits,  447 
Velocity  contours,  42 
Ventilators,  247 
Venturi  meter,  432 
Versailles,  early  pipes  in,  75 
Vymwy  aqueduct,  260-267 

crossing  of  canals  and  rivers,  264 
divisions  of  aqueduct,  263 
engineers,  267 
inlet-tower,  260 
Norton  tower,  265 
reservoirs:  balancing,  265 
service,  267 
storage,  260 
siphons,  264 

strainers,  cylindrical,  262 
timnels,  263 
Vymwy,  lake,  260 
tower,  260 

Ward,  C.  D.,  433 
Ward,  John  F.,  145 
Washington  Pipe  Foundry  Co.,  62 
Waste  of  water,  causes  of,  486 
prevention,  487 
in  Liverpool,  487 
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Waste*  of  water,   prevention,    in   New 
York,  488 

in  Washington,  D.  C,  487 
Water  consumption,  3-25 
American  cities,  4,  5 
based  upon  floor  area,  23 
Borough  of  Manhattan,  New  York,  24 
daily  variation,  11 
English  cities,  6 
French  cities,  7 
German  cities,  8 
hourly  variation,  10-13 
maximum  in  cities  and  towns  of  Mas- 
sachusetts, 12 
Metropolitan     District     of     Boston, 
Mass.,  15-23 

domestic  use,  15 

mechanical  and  trade  purposes,  16, 
19 

public  purposes,  16,  17 

public  schools,  22 

and  street  sprinkling,  22 
pubUc  schools  of  Syracuse,  N.  Y.,  22 
variations  in  rate,  10 
various  foreign  cities,  9 
Water-hammer,  experiments  on,  136, 137 
by  Carpenter,  136 
by  Jonkowsky,  N.,  137 
by  Weston,  E.  B.,  136 
Water  meters,  503-552 
battery  system,  540 
boxes,  552-553 

Clark  meter  box*,  552 

Ford  meter  box,  552 

the  Jersey  box,  552 
classification,  503 
compound,  528 

current  meters,  503,  519-525,  546-552 
dial  extensions,  506 
disc  meters,  503,  514-520 
fire-line  meters,  526 
fish  traps,  507 
house  meter,  503 
inferential  meters,  503 
meter  testers,  559-567 
piston  meters,  503,  508 
positive  displacement,  503 
proportional  meters,  525 
registers,  505 
selling  meters,  507 


Water  meters,  testing  water  meters,  553- 
557,  566 
tests  for  water  meters  required,  557- 
559 

by  Cleveland,  Ohio,  558 

by  New  York,  557 

by  Rochester,  N.  Y.,  558 
vertical  disc  meters,  530 
Water  meters,  descriptions  of,  503-567 
American  water  meters,  508-541 

Crown  meter,  511 

Empire  meter,  513 

Eureka  meter,  524 

Gem  meter,  520 

Hersey  compound  meter,  529 

Hersey  detector  meter,  527 

Hersey  proportional  meter,  525 

Hersey  Torrent  meter,  525 

Lambert  disc  meter,  515 

manufacturers  of  disc  meters,  519 

Nilo  meter,  521 

Premier  meter,  535 

Simplex  meter,  536 

Trident  compound  meter,  527 

Trident  Crest  meter,  521 

Trident  disc  meter,  517 

Trident  Protectus  meter,  528 

Turbine  meter,  522 

Venturi  meter,  530 

Venturi  register,  531 

Venturi  waste-detector,  534 

Worthington  piston  meter,  508 

Venturi,  312,  337 
European  water  meters,  541-552 

Andrae  meter,  547 

Deacon  meter,  541 

Everett  meter,  544 

Frazer  meter,  544 

Frost  Tavenet,  545 

Kennedy  meter,  542 

Michel  turbine  meter,  546 

Siemens,  Halske  meter,  548 

Van  Schinzel  meter,  547 

Woltmann  meter,  547-552 
Water  meter  testers,  559-567 
Clark,  562 
Ford,  563 
Mueller,  569 
jjo*-        \M^^  Co.,  563 
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Water  meter  testers,  Trident,  562 

Watertown  Arsenal,  tests  made  at,  103 

Water  unaccounted  for,  14 

Water  wasted,  17 

Watt,  James,  154,  155 

Wiggin,  Thos.  H.,  84 

Williams,  Hubbell  and  Fenkel,  experi- 

ments,  41 
Williams,  Gardner,  40,  41 
Wireless  pipe  locators,  484,  485 
Weisbach,  Julius,  40,  49 
Wertheim,  Otto,  274 
Westerly  reinforced  concrete  standpipe, 
366-371 

concrete,  368 

construction,  36 

engineers,  371 

floor,  368 

leakage,  368 

movable  inside  stage,  369 

steel  reinforcement,  367 

waterproofing,  369 
Wood,  R.  D.,  and  Co.,  96,  202 
Woodnstave  pipes:  proportions  of,  recom- 
mended by  A.  L.  Adams,  74 

advantages  of,  61 

bands  for,  70 

continuous,  64 

Denver,  Col.,  pipes,  65 

design  of,  69-74 

durability  of,  459 

Henny,  H.  C,  formulas  for,  70 

Horton,  Robt.  E.,  formulas  for,  70,  72 

Hull,  B.  H.,  built  early,  64 

laying,  63,  64 

machine-made,  63 

Manchester,  N.  H.,  pipe,  64 

manufacture  of,  62 

North-Westem  Electric  Co.  pipe,  66 

Ontario  Power  Co.  pipe,  66 

saw-kerf,  67 

shoes,  68 

spacing  of  bands,  70 


Wood-stave  pipes,  specials  for,  59,  60 

tapping,  61 

water-works  using,  62,  65 

Wyckoff  pipe,  58-61 
Wooden  pipes,  maintenance  of,  459 
Wrought  iron  and  steel  pipes,  97-122 

American  manufacturers  of,  117 

British  Board  of  Trade  rule,  113 

butt  joints,  100 

caulking,  104 

chain  riveting,  101,  115 

Custer  joint,  122 

design  of  riveted  pipes,  99 

drilling  rivet  holes,  100 

efficiencies  of  riveted  joints,  109-111 

English  riveted  joints.  111 

expansion  and  contraction,  113 

expansion-joints,  114,  115 

failure  of  lap-welded,  117 

fullering,  112 

German  Lloyd's  rule,  113 

historical  notes,  97 

lap-joints,  100 

lap-welded  pipes,  115 

lock  bar  pipes,  119 

Matheson  joint,  118 

pitch  of  rivets,  111-113 

punching  rivet-holes,  100 

reaming,  100 

rivet-heads,  103,  112 

rivet-holes,  100 

riveted  joints  for,  99 

riveting,  102 

size  of  rivets.  111 

specials  for  spiral  riveted,  116 

spiral  riveted,  114 

staggered  riveting,  101 

steel  pen-stock,  99 

steel  pipes,  98,  99 

steel  siphon  pipes,  99 

wrought  iron  pipes,  98 

zig-zag  riveting,  101 
Wyckoff  water  pipe,  58-61 
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R.D.WOOD  &  CO 

PHILADELPHIA,  PENNSYLVANIA 

U.  S.  A. 

"SOURCE 

TO 

CONSUMER" 


CAST  IRON  PIPE  and  FITTINGS 

PUMPS 
HYDRANTS    and   VALVES 

INLET  PIPE  and  FITTINGS 

CHECK  VALVES  -  FOOT  VALVES 
VALVE  BOXES  -  FISH  TRAPS 

SCREENS  -  EXPANSION  JOINTS 

GAS  POWER  PLANTS 

The  Only  Organization  in 

THE  UNITED  STATES 

That  Manufactures  All  Water  Works 
Materials  At  One  Plant 


VV' YCKOFF  VV  OOD  PIPE 

PRESSURES  LP  TO  i-z  POUNDS 
IN  L^E  60  KTSARS 


\\m 


VOOD  PIPE  yersus  CA^T  IRON  PIPE 

Advantages  of  Wood  Pipe  are — 

First  Cost:     Much  lower  than  Cast  tron. 

Ditching:  Can  be  laid  in  shallow  trench— Will  not 
freeze— Wood  is  a  aon-conduccor. 

Instailatian :  la  light— Easy  to  handle— Can  be  laid  in 
wet  ditch — Cost  of  laying  not  over  one 
fifth  that  for  Cast  Iron  Pipe. 

Elffidency:  Will  not  rust,  rot,  scale  or  corrode— Unaf- 
fected by  chemicals,  mine  wate-  or  efec- 
traly»a— Will  deliver  from  if^fc  to  io'% 
more  water  when  new  than  cast  iron,  and 
the  longer  it  is  used  the  Less  the  fric- 
donal  loss. 

A.  WTCKOFF  &  SON  COMPA>T 

KTwm    M.  T. 
378  PIEDMONT  AYE..  ATLAJNTA.  GA. 


Increase  of  Efficiency 
Better  Fire  Protection 
Reduction  of  Coal  Consumption 

EKected  by  the  Mechanical 

Cleaning  of  Water  Mains 

Attested  by 

The  Experience  of  Many  Water  Plants 

Full  informalhn  Will  be  aenl  upon  request 

NATIONAL  WATER  MAIN  CLEANING  CO. 

NEW  YORK,  N.  Y. 


LOCK-BAR  STEEL  PIPE 


EAST  JERSEY  PIPE  CORPORATION 

WORKS 50  CmjKCH  ST. 

PATERSON,  N.  J.  NEWYORKCITY 


Build  for  the  Future— Use  Steel  Construction 

We  design,  manufacture  and  erect  — 

Elevated  Steel  Water  Tanks 
Storage  Tanks 

Self  Supporting  Steel  Stacks 
All  classes  of  Heavy  Plate 
Metal   Work 

CHICAGO  BRIDGE  &  IRON  WORKS 

OFFICES; 


Oillii.  iHai,  rratlorlia  III 
llckmnll  li.  Fli.,  FlDtl4i  Lift 
Chirlgtti.  *.  C.  tain  l»t- 


Canidlin-OiileeSure,  Dnlino.  Culdl 


Serviceable  Elconomica]  Time-Saving 

'"Vhe  Ideal  Tjoadwal)  33ojr" 

Lnst  word  in  housing  etficiencr 


enlenl  lor  bandllDs  . 


£ 


THE  JERSEY  METER  BOX 

Trotects  against  FROST  and  MEDDLERS. 

Permits  quick  reading  and  inspection. 

NO  BOLTS        -         -        NO  THREADS. 

We  also  make 

"Ita  Petftct  Cuft  Bn"     "Tte  Piifcct  Gati  Bn" 
"Adjiistalila  (Non-Rattlino  Minhila  Tops" 

IIUNI  II  SUUE  IIKL  IVnic  (D  ui  for  Uttralmt  and  /n/onnoflon 

S.  E.  T.  VALVE  &  HYDRANT  CO. 

50  CHURCH  ST,  Hudion  Terminal  Bldg.  NEW  YORK  CITY 


p 

SIMPLEX  METER 

jMIh 

Adapted  for  use  with 

Irf' 

Venturi,  Pilot  Tubes 

B ' 

and    V    Notch,    or 

m\ 

Rectangular     Weirs. 

Simplex  Valve  &  Meter  Co. 

f^i^^ 

112    N.   BROAD    STREET 

mf    m 

PHILADELPHIA.  PA. 

PITTSBURGH-DES  MOINES 

ELEVATED  STEEL  TANK 

are  desiirned  and  (constructed  to  meet  the  most  exacting 
requirements  in  connection  with  water  distributing  sys- 
tem. They  provide  a  reliable  storage  reservoir  for  any 
desired  elevation,  are  quickly  erected  and  give  long 
service  and  their  use  with  Water  Supply  Systems, 
Automatic  Fire  Protection  Systems,  and  Railway  Service 
is  the  subject  of  our  latest  publication. 

This  Informallan  lOlll  be  farnlihtd  upon  requwf 
Wiltt  oar  ntartat  Sola  O0ict 

Pittsburgh -Des  Moines  Steel  Co. 

rrtlilunh,  «H  Currr  IMi.  EIiIeui.  U  L  BiHtan  ». 

llnTDit  CDt.  U  Churdi  «.  tm  FniclnD.  Ctl.,  IM  lltlls  Hd^ 

Blllil,  T>I.,  IIU  rmriortia  IMf.    Wiitlitiim,  L  C.  »1  ■■■»!  IM|. 

Des  Moines  Bridge  &  Iron  Co. 
962  TUTTLE  STREET  DES  MOINES,  lA. 

SHOPS: 
Pillaburgh,  Pa.  On  Moln«>,  li. 

it.  Canadlar  On  Moinn  St**l  Co..   Ltd.,  340  Inihaa  Ave. 


The  First  Necessary  Step 

In  conveying  water  from  main  to 
building  is  to  tap  the  main,  and 
to  do  this  properly,  satisfactorily 
and    permanently,   you    use    the 

MUELLER  WATER  MAIN 


TAPPING    MACHINE 

And  Mueller  Corporation  cocks, 
goosenecks,  curb  cocks  and  curb 
boxes  —  a  line  recognized  by 
all  water  works  men  as  abso- 
lutely dependable.  The  main 
is  tapped  without  shutting  off. 

Ninety  per  cent  of  water  tapping  machines  used 
bear  the  name  MUELLER  -  that  tells  you  how 
the  trade  regards  it-  practically  no  wear  out  to  it. 

All  Mueller  Goods  are  tested 
under  200  pounds  hydraulic 
pressure    and    Fully    Warranted. 

H.  MUELLER  MFG.  CO. 

DECATUR,  ILUNOIS 

New  York  City  San  Francisco  Samia,  Ontario 

MUELLER  METALS  CO. 

POET  HURON,  MICH. 

Brasi  Rod  and  Tubing,  BraBB,  BroDie  and  Alununum  Castings,  Etc 

Hnnitiona  aud  Compottent  Parts. 


EDDY 

VAI  VES  AND  HYDRANTS 

The  E(!dj  Fire  Hydrants  have  many  points  which 
should  appeal  to  the  progressive  water  works  super- 
intendent. For  instance,  in  it  a  damaged  valve  can 
be  replaced  in  a  few  minutes  and  at  a  slight  ex- 
pense.    And  note  the  other  features: 


THE  EDDY  VALVE 

The  Edily  Valve,  too.  has 
dU  tine  live  and  indivi- 
1  features.  For  inst- 
e,  the  double  disc  gates 
free  to  adjust  ibeni- 
CB  in  different  posi- 
iB  every  time  the  valve 
is  closed,  thereby  keeping 
mooth  and   light  faces. 


And  two  bronae  hooks  on  the  ball  loosely 
enKUKS   ii'ith   the   RHlea  to  prevent  them 
from  spreading'  at  the  top. 
The  center  bearing  gates   are   forced    to 
their    seats    "ith     equal    pressure    at     all 

There  is  a  good  deal  more  worth  ^nouJrng 
about  Eddu  Valaa.  Farther  delalli  Will  be 
3tnl  fm   the  atklng- 


OTHER  EDDY  PRODUCTS 
The  EMdy  line  of  water  works  products  also  includes  Horizontal  and 
Vertical  Cheek  Valves.  Foot  Valves.  Hydraulically  Operated  Valves,  in- 
dicator Posts,  Sprinkler  Carl  Cranes  with  Anlomatic  Drip  Valves,  Etc. 
Ill  ^di  midc  br  Ihe  Oil  Vdlie  Cunipinir  ire  naoulicliirrf  iicluslielir  at  Watertinl,  Hew  rotk 

EDDY  VALVE  COMPANY 

WATERFORD,  N.  Y.,  U.  S.  A. 


A  Sound   Investment 

\V|icn  tin-  above  installation  was  made  a  pipe  had  to 
In-  used  wliifli  could  resist  the  corrosive  effect  of  sea- 
wjitcr.  A  sound  investment  under  such  circumstan- 
iTs  could  be  made  by  siiecifying. 

U.  S.  Cast  Iron  Pipe 

•■The    Pi)«;  Tli.it  Outlnata  The  Agea-. 

It  nt>t  only  (fives  decades  of  service  under  ground  or 
WHtfr,  but  afterward  has  an  actual  salvage  value,  if 
ever  taken  up  to  enlarge  the  line. 
I''or  Water,  Sewer  or  Gas  Lines,  U.  S.  Cast  Iron 
I'ipr  nmy  be  had  in  all  regular  sizes  from  3*  to  84" 
in  hell  Hn<l  Spigot,  Flanged  and  Flexible  Joint. 
Send  For  Our  Handbook  Today  I 

United  States  Cast  Iron  Pipe  &  Foundry  Co. 

Tc^S  K.  I'KAKl.  ST.,    BURLINGTON,  N.  J. 
SALES  OFFICES ! 
rhilnilrl|>)il<t.  \M  ClifKtiiut  St.  St.  Louis.  Seciirit: 


Ni'H  York,  1 1  Hr»Hil» 
VithliHwh.  Hriirj  W.CHivrrBia,c. 
lT>imip>.  U^!S••.  ^lioh.  Htv.l. 
I'Ji'vrUiHl.  Ohio.  llJt>  v..  itHh  St.. 


BIdK. 

nuT.  Trust  Bldg. 

5!<n  Fn(D<.-is('o.  Monadiiwk  Bli]>c. 
Buffiilo.  957  E.  Ferrv  St. 
MinoMpuIis.  Plymoiilh  BWg, 


mnSERSAlPPIFE 

ELIMINATES    EXPENSIVE    LABOR 
:==    AND    EQUIPMENT    ^= 

NO    CALKING NO     PACKING NO     GASKETS 


lue  Laid  with  Standard  Lengths  of  Universal  Pipe 


FOR  HIGH  AND  LOW  WATER  PRESSURE 
AND     ALL    GENERAL     PURPOSES 


THE  GEimSALFOIINEiBYOOMEfiRT 


BOnSST  STBBET,  NSW  YORK 


STILL  GOING  AHEAD 

Herewith  is  cut  of  one  of  the  moat  important  tools  de- 
sigaed  for  the  assistance  of  water  works  Engineers  and 
Superintendents.  Cuts  the  pipe,  places  the  desired  size 
valve  in  position  and  all  work  done  without  interruption 
to  the  supply. 


WUn  regHTds.  we  are.  Yours  iralr. 

a.   P,  STICDyAM,  Sapi., 

■IHINEt  HUE  IN  Fill  (IIEJ:  "'"  ""*'  "'' 

Ml.  1-Fir  4-11.,   t-rt,   Ik.  (ilti  wirL  IL  )-Fii  H-li.,  11  li..  Il-ln..  21-U.  nin  wnI. 

Ml.  1-Fir  l-iL.  1l-l>„  i:.|i.  ntn  will  Hi.  4-Fir  14.li.  »l(*  ■ici 

The  latter  machine  is  now  neuring  completion  and  we  expect  to  do  work 

with  it  this  seaeon. 

If  you  have  any  valves  to   innert,  get  in  touch  with  ue.     We  will  be  glad  to 

name  prices  on  purchase  or  rental  basis. 

We  also  make  special  machines  for  various  water  department  work,  such  as 

the    well-known    Smith    T*ppin«    Machinal,    CoTDontion    Cock    Insertins 

Machmei,  Pipo  Cullara,  L««l  Fum«e»..  etc.,  and  are  always  mflnufacturing 

high-class  Hydrant*  and  Valves  and  gen.^ral  water  works  supplies. 

THE  A.  P.  SMITH  MFG.  COMPANY 

EAST  ORANGE,  N.  J. 


UNITED     LEAD     COMPANY 

111  BROADWAY  NEW  YORK  CITY 

Offices  in  All  Principal  Cities  SPECIALISTS  IN  LEAD  PRODUCTS 

LEAD  WOOL  SHEET  LEAD  TRAPS  AND  BENDS 

LEAD  ROPE  LEAD  PIPE  TIN  PIPE 

LEAD,  TIN,  BRASS  AND  COPPER  LINED 
IRON  PIPE  ACID   RESISTING   VALVES 

ULCO  LEAD  ROPE  :  For  ranking  Metallic  Packing  we  put  up  Lead 
Rope  in  smaller  sizes.  This  material  is  sold  lubricated  or  not,  as  requested. 
For  stuffing  boxes  and  valve  stems  the  lead  rope  should  be  thoroughly  satu- 
rated with  graphite  and  oil.  For  making  gaskets  it  is  wrapped  in  cheese 
cloth  and  saturated  with  graphite  and  oil. 

LEAD  WOOL  :  F'or  calking  cast  iron  and  riveted  steel  pipe  for  gas  and 
water  mains.  Since  it  is  not  necessary  to  heat  it,  it  cannot  shrink  like  a  cast 
lead  joint.     Used  extensively  for  high  pressure  mains. 

LINED  PRODUCTS:  Lead,  tin,  brass  and  copper  lined  iron  pipe— Fittings, 
lead  and  tin  lined,  flanged  or  threaded.  All  of  this  class  of  products  lined  by 
the  United  process  which  inseparably  bonds  or  fuses  the  two  metals.  I  et  us 
help  you  figure  on  your  Water,  Acid,  or  Food  Product  piping  problems. 
Write  for  catalogue. 

BABBITT  MEl'ALS  :  All  lead,  tin,  antimony,  arsenic,  copper  alloys  for 
use  as  Bearing  or  Casting  Metals. 

Writ!  for  cataiofn  if  tin  partieilar  prmiict  Id  wkicli  yu  an  lateristai. 

"Anything  Made  of  Lead" 


The  Literature  of 

Hydraulics  and  WatePv  Supply 


On  our  shelves  is  the  most  complete  stock  of  technical,  industrial, 
engineering  and  scientific  books  in  the  United  States.  The  technical 
liter atute  of  every  trade  relating  to  road  work  is  well  represented, 
as  is  every  branch  of  Civil  Engineering. 

A  large  number  of  these  we  publish  and  for  an  ever  increasing 
number  we  are  the  sole  agents. 

ALL  YOUR  INOyiRIES  ARE  CHEERFULLY  AND  CAREFULLY 

ANSWERED   AND  COMPLETE  CATALOGS  AS   WELL 

AS  SPECIAL  LISTS  ARE  SENT  FREE  ON  REQUEST. 

D.  VAN  NOSTRAND  COMPANY 

PUBLISHERS  AND  BOOKSELLERS 
25    PARK   PLACE  NEW   YORK 


For  Over  a  Quarter 

of  a  Century  the 

Name  of 

ColdwellWilcox 

has  been  associaleJ  with 
the  foremosf  and  beat  in 

Waterworks 
Machinery 

We  manufacture  many 
forms  of  standard  water 
works  appliances — 

Sluice  Gates, 
Shear  Gates, 
Flap  Valves, 
Hoisting  Stand- 
ards, etc. 

We  have  equipped  many 
of  the  largest  water  works 
and  hydro-electric  plants 
of  the  United  States  and 
Canada    with    our   Sluice 


Sisty  five  Sluice  Gates  of  theabove  type 

were  nmuufattured  for  the  New  York     gates    SOme   Ot    them    have 

Board  of  Water  Supply  for  u"  ■■■  n—     -  -        -  . 

New    Llatskill    Aqueduct. 


heen  in  use  for  thirty  years. 


COLDWELL-WILCOX  CO. 


NEWBURGH,  N.  Y. 


INCORPORATED  -  1872 
PAID   FOR   LOSSES 

$96,971,238.06 

STATEMENT,  JANUARY  l^r  1918. 

CAPITAL 

$  2,000,000.00 

RESERVE   FOR   ALL    OTHER   LIABILITIES 

12,927,269.91 

NET  SURPLUS 

8,527,719.31 


THE    SECURITIES    OF   THE    COMPANY    ARE    BASED    UPON    ACTUAL 

VALUES    ON    DECEMBER    31ST.    1917 

HAD  THE  SECURITIES  BEEN  TAKEN  AT  THE  VALUES  AUTHORIZED  BY  THE 
NATIONAL  CONVENTION  OF  STATE  INSURANCE  COMMISSIONERS  THE 
ASSETS    AND    SURPLUS    WOULD     EACH     BE    INCREASED     BY    $2,321,032.00 

Home  Office,  One  Liberty  Street 

New  York  City 


Western  Department 

WALTER    II.   SAGE.   General    Manager 

INGRAM   &    LEKCIL  ManaftprH 
76  West  Monroe  Street,  Chicago,  IllinolN 

Boston  Office 

ROGERS  &   HOWES.  Manatters 
4  Liberty  Square,  Boston,  MaHNaciiusetts 


Pacific  Department 

GEORGE     11.    TYSON.     General    Aftent 

210  Sansome  Street 

San    Francisco,  California 

Marine  Department 

WM.  H.  McGEE  &  CO.,  General  Aiento 
15  William  Street.  New  York  City 


D.Van  nostrand  Company 

are  i>rcparcfl  to  supply,  cither  from 

their  complete  stock  or  at 

short    notice, 

Any  Technical  or 

Scientific  Book 

In  addition  to  iniblishing  a  very  large 
and  varied  number  of  SciEXTiric  and 
r;.Nr.iM:KKixG  DooKS,  D.  \'an  Xostrand 
Company  have  on  hand  the  largest 
arsortment  in  the  United  States  of  sucfH" 
bor^ks  i>>ued  by  Ar.ieri.an  and  foreign 
piibli>hcr>. 


All  inquiries  are  cheerfully  and  care- 
fullv  answered  and  comnlclo  catalogs 
sent  free  on  recjuest. 


25   Park  Place  -  -  Niw    NOrk 


